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PREFACE 



The rapid progress made in the past decade, and still taking 
place, in the application of pure science to industrial purposes, 
particularly electrical engineering, may be some excuse for pre- 
senting the present work to the technical world. In it a 
considerable departure has been made from other works of 
similar nature published up to the present. This will be 
evident by the inclusion of fundamental matter which, although 
elementary in nature, is important, and should be known by an 
electrical engineer; also from the order in which the subjects 
have been dealt with, and in which they may most profitably be 
/ read. Further, every endeavour has been made to produce a 

^ work which, while being fully up to date, excludes all historical 

^ matter and obsolete appliances, except in a very few cases where 

they embody important principles. Numerous references to 
rf current periodical technical literature have been made throughout 

the work, and all questions set for the Technological Examina- 
^ tions of the City and Guilds of London Institute, in the 

Preliminary, Ordinary, and Honours Grades of Electro-Technology 
r up to date, are given at the end of the various chapters to the 

J subject-matter of which they particularly relate. 

J The theory of the generation, transformation, and distribu- 

tion of continuous and alternating currents, together with 
electrical machinery and other appliances most commonly met 

with in electrical engineering, will, at a later date, form an 

v 
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addition to the present work, or will constitute the subject- 
matter of a second volume. 

In conclusion, I wish to express my sincere thanks to the 
many manufacturing firms whose names appear in the text as 
makers of the various appliances, for the loan of blocks, and in 
some few instances for information relative to their manufactures. 

I should also much appreciate any suggestions which would 
add to the educational value and usefulness of the work, and 
would be glad to receive intimation of any errors which may 
have escaped my notice in the proofa 



G. D. ASPINALL PARR. 



The University, 
Leeds, February 1906. 
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CHAPTER I 

Introduction. — In reviewing the progress of certain industries, it is 
impossible not to be struck with the almost phenomenally rapid 
development of that of electrical engineering. For the most part this 
is due to the somewhat rapid strides made in scientific discovery or 
research, particularly during the last twenty years, and which has 
resulted in new phenomena and ideas. 
,^ The electrical engineering industry is the outcome of the practical 

application of pure science in conjunction with mechanical engineering 
principles. 

Innumerable instances of the rapid development of the industry 
may be seen in the various branches, namely, electric lighting, electric 
traction, electro-plating and the separation of the metals from their 
ores, also in telephony, ordinary telegraphy, and wireless telegraphy, 
the last-named being perhaps the most astonishing discovery of modern 
times. 

It is principally with the first three branches mentioned above 
that we shall have to deal in the following pages, by considering the 
fundamental principles underlying the action as well as the construc- 
tion of electrical apparatus and appliances in everyday use. 

The author must be pardoned, in his desire for making this work 
as thoroughly up-to-date as possible, for omitting to consider many 
interesting appliances which have now fallen practically into disuse and 
belong more properly to the historical side of the subject. In excuse 
for so doing it will doubtless be sufficient to say that in a subject like 
electrical engineering, which is growing to such enormous proportions, 
it is impossible to do justice to a work of this nature with the limited 
space at one's disposal without omitting historical facts and confining 
ourselves solely to the subject as it is at the present time. 

With these few introductory remarks we now pass on to the pre- 
liminary considerations of our subject. 
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MAGNETISM 

Permanent Magnets. — These are employed in such a variety of 
different forms, and play so important a part in the construction 
and working of many important and widely used appliances at the 
present time, that it is desirable to consider the general properties 
and principal forms of permanent magnets, together with their relative 
advantages and disadvantages. 

The permanent magnet of to-day originates from the discovery, 
made many centuries ago, of natural permanent magnets, subsequently 
termed lodestones, which are exceedingly rare and are found in small 
quantities in certain parts of the earth in the form of ore, termed by 
mineralogists magnetite, and having the chemical composition FcgO^ 
{i.e. iron and oxygen in certain proportions). 

Definition and Properties of a Magnet. — The question, however, 
may well be asked, JFhat is a magnet ? But to this no direct answer can 
be given other than that ^' a magnet is a material substance endowed 
with magnetism," while magnetism may in turn be defined as a 
phenomena which can only be judged by its effects and the properties 
exhibited bv it. 

A substance is said to possess magnetism, to be magnetic, or, 
briefly, to be a magnet, when it exhibits the following properties : — 

1. Of attracting small pieces of iron, steel, etc. 

2. Of attracting or repelling another so-called magnet. 

3. Of pointing north and south when freely suspended by a 
thread. 

4. Of magnetising other pieces of steel to form magnets. 

The permanent magnets met with so commonly in practical work 
are, of course, artificially produced in a manner that will be described 
later on. Suffice it to say here that if a piece of iron or, better still, 
hard steel be rubbed or stroked with a magnet, it becomes magnetised, 
acquiring the same properties as the original magnet, or, in other 
words, those mentioned above. 

Characteristics of a Magnet. — Let us now consider the action of 
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Fio. 1.— Curve of Distribution of Ma^etittm in a 
Bnr Magnet. 



a flat, rectangular bar magnet NS (Fig. 1) on a piece of soft iron 
which is placed at different points along its length. If suitable means 
are employed to detect it, we shall notice that the force with which 
the soft iron is attracted to the magnet varies at different points. For 
instance, starting at the 
end N, the attraction ^^ 
is nearly a maximum, 
though not quite, at the 
extreme end, and can be 
represented in magnitude 
by the Iieight of the or- 
dinate NA. As we pro- 
ceed towards the end S 
the attraction first in- 
creases to a maximum at 
some point B, and then 
decreases continuously to 
the centre O, at which it is zero. It then increases again continuously 
to a maximum at some point C, and finally decreases slightly to a 
value SD at the extreme end S. The ordinates between O and S are 
drawn below the magnet for reasons to be stated presently, but in all 
cases they represent#the force of attraction at the different points 
along NS. 

On joining the tops of all these ordinates the curve ABOCD of 
dislrHmiion of magnetism in the bar magnet is obtained. From this it 
will be seen that the maximum magnetic effect, or greatest amount of 
free magnt^tism whicli is represented by the force of attraction, occurs at 
the ends of such a magnet, which are commonly called its poles. The 
line joining these poles through O is termed the magnetic axis of the 
magnet, and the line EOE the neutral-axL% -zone, or equatw of it. 

The poles of a magnet, however, are not coincident with its 
extreme ends, and may be assumed to be the points at which all 
the magnetism of the respective ends is concentrated. This is 
analogous to centre of gravity, which is assumed to be the point at 
which the whole weight of a body acts. 

If K and H are the centres of gravity of the areas NABON and 
SDCOS respectively, then P, P, the projections of these points on to 
the magnetic axis, are the poles of the magnet. 

Hence the actual length of a magnet is a little greater than the 
distance between its poles. 

Polarity. — Now when a magnet is freely suspended, by a thread 
for instance, so as to be capable of oscillating in a horizontal plane. 
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it will come to rest with its magnetic axis lying nearly parallel to the 
line joining the north and south geographical poles of the earth. 
Further, the same end will always point in the same direction. For 
this reason the end which points towards the north geographical pole 
of the earth is termed the norihrseeking pole of the magnet, and the 
other end, which points south, the southrseeking pole of the magnet. 

These are briefly alluded to as the north and south poles of the 
magnet^ and gives rise to the exi)ression pohriiy of a magnet 

Mutual Aetlon of Magnets. — By bringing a second magnet A near 
to the suspended one just mentioned, which we may call B, it will be 
observed that the north-seeking poles of A and B repel one another, as 
also do the south poles, but that the north pole of one attracts the 
south pole of the other. We therefore have the following important 
rules : — 

1. Like or similar magnetic poles repel one another. 

2. Unlike or dissimilar magnetic poles attract one another. 
From the foregoing remarks there appears to be two opposite kinds 

of magnetism — north and south, resident at and near the poles of any 
magnet. Moreover, it is impossible to have only one kind present, i.e. 
a magnet with only one pole ; for if a magnet is broken into two parts, 
each part will still have two poles of opposite kinds. 

Th3 Earth a Magnet. — The action of a freely suspended magnet 
in setting itself north and south, coupled with the fact that it does so 
at various parts of the earth's surface, clearly indicates that the earth 
must possess a distinct magnetic north and south pole : in other words, 
that the earth is a huge magnet. It has, however, been proved by 
experiment that the north magnetic and geographical poles do not 
coincide, as also the south poles, being some 1000 miles or so apart. 
From what was said above with regard to the mutual action of two 
magnets, it follows that the north-seeking pole of our suspended 
magnet is actually the south pole, since it is attracted towards the 
north magnetic pole of the earth, and similarly for the south ; but to 
avoid confusion we will retain the terms " north-seeking " and " south- 
seeking " to denote the poles of a magnet marked with an N and S 
at its ends. 

Magnetic Substances. — It is important to note the diflerence 
between permanent magnets and magnetisable substances. The latter 
include all kinds of iron and steel, nickel, cobalt, manganese, chromium, 
cerium, salts of iron, and a few other substances. Of these, only nickel 
and cobalt are at all comparable with iron and steel, which are the 
best and most easily magnetisable of all. 

All these substances retain some magnetism after being magnetised, 
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but ill most cases extremely little. Hard steel is the only one that 
retains the greater part of the magnetism imparted to it, giving rise 
to the term permanent magnet. Soft iron retains very little magnetism, 
i.e. it ia only capable of acting as a temporary magnet while under the 
influence of a permanent one, but it is, at the same time, a highly 
magnetisable substance. 

Lines of Hagtietto Force. — If a flat, stiff sheet of cardboard is 
laid horizontally over a magnet and soft iron filings sifted fairly 
uniformly over It, then on gently tapping the cardboard a few times 
the filings will be found to arrange themselves (in the case of a simple 
bar magnet NS) in a system of cur%'es represented approximately in 
Fig. 2. The position of these curves shows the direction along 



Plo. 2.— LlDM of Mignetlt Force dne to » B«r U*giiPt. 

which the magnetic foi-ce acts, while the denseness of them at any point 
indicates the intensity of this force. 

They are therefore called Uiies of magnetic force, or lines of fwce 
simply. It will be noticed that they all pass through the central 
portion or equator EE of the magnet, but begin to emerge from the 
sides of the magnet as we approach the ends on either side of EE. 

By far the greater niuuber of them, however, pass through the 
interior of the magnet and emerge from the ende as indicated. Each 
line of force is continuous in Itself, and completes its path in the air 
or other matter outside NS. The path of some of the lines is very 
short, while of others it is very long, as, for instance, in the case of 
some of those emanating from the extreme ends of NS. 

Now, whenever lines of force emanate from a magnetic body and 
pass into the air, that body is said to possess free magnetism. In the 
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case of Fig. 2 the magnetism is ali free, and therefore available for 
producing a force of attraction or repulsion on any magnetic material. 
Magnetic Field. — The lines of force emerging from NS in Fig. 2 
are those in the plane of the cardboard, but if the magnet is fixed 
in an upright position, and filings sifted on to the cardboard while it is 
resting on the upper end of NS, it will be noticed that the lines 
emerge from the pole radially in all directions and return to the other 
pole in a similar manner. In other words, the magnet is completely 
enveloped by the lines of force which emerge from it on one side of 
EE and re-enter at the other, completing their path in the surrounding 
space, which is commonly called the inagiietic field of the magnet. 

Hence a magnetic field exists wherever there is free magnetism, 
or wherever the filings place themselves. For convenience it is 
universally assumed that the linos of force emanate from the magnet 
on its N side into the air, through which they flow, finally entering 
the magnet again on the S side of EE. 

It is interesting and instructive to note the distribution of magnetic 
field due to two similar and dissimilar magnetic poles in the vicinity 

^,,-__-_,,^ of one another. In Fig. 3 is 

indicated approximately that 
due to unlike poles when near 
one another. 

It would appear from this 
as if the lines attract one 
another and alter their respec- 
_ „ ^^, ]t'~~t~ir^'u XM *• «■ ij tive paths so that their co- 

Fio. 8.— Attraction of Unlike Magnetic Fields. *^ 

alescence may be a maximum. 
Fig. 4 shows the distribution of field in the case of two similar 
poles S or N, and here it will appear that the respective fields repel 
one another ; for, from what has been previously said, the lines of 
force are emerging from each of the N poles in opposite directions. 

If an ordinary bar magnet be bent round into the shape of a U, 
the distribution of field will approximate closely to that shown 
in Fig. 5. In this case, in obedience to the universal rule that 
lines offeree take the path of least ohstindion or resistance, they will flow 
from pole to pole across the top of the U. Most of those near the 
neutral region EE will flow between the limbs, though some will com- 
plete their path from the outside of the left-hand limb under the bend 
and in at the outside of the right-hand limb. 

Now, if a piece of magnetic material such as, for instance, soft iron 
be placed near a permanent magnet, the normal distribution of the 
field is altered to an extent depending on the proximity of the iron. 
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Fio. 4. — Repulsion of Like Magnetic Fields. 



Many of the lines of force in the neighbourhood alter their path in 

order to try and pass through the iron, which offers far less resistance 

to their passage than 

does the air. 

This is indicated in 

Fig. 6, which represents 

a U-shaped magnet with 

a soft iron armature or 

keeper A, as it is often 

called, iixed independ- 
ently between its poles. 

In this case it will be 

noticed that the lines 

crowd up to and emerge 

from the N pole, pass 

through the armature A, 

and into the S pole. The 

effect of A is to concentrate and direct the field between the ix)les, 

and also to prevent many of the lines of Fig. 5 from passing between 

the lower portions of the limbs 
and out from the outside of 
them. 

Fig. 6 represents the per- 
manent magnetic portion of a 
well-known and widely used kind 
of instrument, and the principle 
therefore of it is of great im- 
portance. Referring to Fig. 5, 
as the ends of the limbs are 
brought closer together, the 
magnetic field becomes more 
intense between the poles or 
ends owing to the diminution 
of resistance in their path de- 
creasing at this point. This is 
the case of the so-called horse-shoe 
tnagnety now so commonly met 
with, as a toy, at the present 
day. The effect of placing a 

piece of soft iron (the keeper) near its poles or across them is also 

so well known as hardly to need mentioning. The very strong force 

of attraction which results is solely due to the lines of force crowding 
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Fio. 6.— Magnetic Field of a U Magnet, 
with Armatorc. 



into the keeper so as to find a path of smaller resistance than across 

the air between the poles, and to their endeavour to shorten that path 

, ; , , as much as possible; both these ends 

being attained when the armature or 
keeper is up against or across the 
poles. It will be noticed that the force 
of attraction is not nearly so great 
between one pole of a simple bar 
magnet (Fig. 2) and the iron keeper, 
because fewer lines of force enter the 
latter. We shall, however, come to 
this point again in connection with the 
force of attraction of a magnet. 

Magnetic Induetion. — As the term 
implies, magnetic induction is the 
phenomenon of indticing magnetism 
in magnetic material by the influence^ 
from a distance, of another magnet on it. 
The effect is one of great import- 
ance, since most of the iubtruments 
used in electrical engineering are liable to this inducing effect from 
outside sources, which may, unless care is taken, cause grave errors in 
their indications. Magnetic induction takes place in any magnetisable 
substance which is sufficiently near to a magnetic field for some of the 
lines of force to pass through the substance. Moreover, N and 
S polarity is always set up, and, knowing the direction of the 
field, we can always predict that induced in the substance, for an 
S pole wiU always he formed at tlis part where the lines of force enter tJie 
substance, and an N pole where they leave it, no matter what its 
shape may be. In other words, the pole nearest to that of the inducing 
magnet will be of opposite kind. The substance so influenced is 
able to, and does, act as a magnet during the time for which the 
magnet acts on it, but in most cases loses its magnetism after the 
magnet is removed. The reason for a magnet attracting a piece of 
iron which has not been previously magnetised lies in the fact that 
polarity is first induced in the iron, and then attraction ensues from 
the fact that unlike poles attract with a force in excess of that with 
which the like poles repel. 

Magnetic Screening. — The preceding remarks lead us to what is, 
at the present day, a most important precaution which is used in ships' 
compasses and many measuring instruments. Magnetic induction takes • 
place across every known substance except those which are magnetisahU 
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Fig. 7. Magnetic Screening Sffect of 
an Iron Plate. 



to a considerable degree. Consequently such instruments as are 
affected by external magnetic fields can be protected from them by 
placing a sheet of magnetisable material, which we may term a mag^netic 
screen^ between them and the fields. Good soft wrought-iron or mild 

steel are the best materials to use . 

for such screens. The screening action 
will bo easily understood by reference 
to Figs. 7 and 8. 

In the former, the north pole N 
(say) of a magnet is placed near a 
suspended magnet ns, with an iron 
screen AB between. If AB is both 
thick and large enough, the lines of 
force will enter it and try to continue 
their path wholly in AB, with the 
result that ns is entirely unaffected by 
this neighbouring magnetic field, there 
being no free magnetism pervading the space in which the field of ws 
acts. A more certain screening action would bo obtained with an 
arrangement such as that shown in Fig. 8, in which the freely sus- 
pended magnet tis is en- 
closed in a soft iron or 
mild cast -steel cylinder 
AB, having preferably the 
back and part of tho front 
of the same material. 
The dotted arrow lines 
show the path which the 
lines of force take, due 
to some outside field NS. 
If the thickness of the walls of AB is such as to offer a sufficient 
conducting path for the lines, these latter will flow wholly in the 
iron case, without emerging into the interior. If, in addition, the 
back and front is also of the same material, some of the lines will 
flow through them also ; but in all cases, so long as the external field 
is unable to exhibit free magnetism inside, there will be no effect on 
any magnetic device placed in the interior. 

This arrangement is now being largely used for shielding ships' 
compasses and delicate electrical engineering instruments from the 
powerful magnetic fields in which they often have to be fixed, a small 
window closed with glass being left in the front end to read the indica- 
tions of the instruments. It should be remembered, however, that the 
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Fio. 8.— Magnetic Screening by an Iron Cylinder. 
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efficacy of any screening device diminishes as the material of the screen 
becomes more nearly saturated (p. 13), so that the induction density 
(p. 1 8) in magnetic screens should always be fairly low. Furthermore, 
the screening effect in alternating current fields increases with the 
rapidity of alternation. 

Strength of Magnets. — This is measured by the magnetic farce exerted 
by either pole of any magnet, for the strength of a magnet is repre- 
sented by the strength of its poles. 

Since, however, we have seen that magnetic force acts only where 
free magnetism exists, or, in other words, only in a region pervaded 
by magnetic lines of force, it is evident that the strength of a pole is the 
am^uni of free magnetism at that jjole. 

Consequently, if the number of lines of force emerging from the 
N or S pole of a magnet A were double the number emerging from 
the N or S pole of a magnet B, then the strength of magnet A would 
be said to be double that of B. 

Experiment tends to sliow that the magnetisation over the whole 
area of cross section of a magnet is by no means uniform ; or, if we 
imagine the magnet to be built up of thin strata of steel, the outer- 
most stratum or surface is the most highly magnetised, while each 
succeeding stratum — or layer of magnetism, if we may be allowed the 
expression — as we proceed from the surface, becomes less and less 
strong. Consequently long thin steel magnets are more powerful in 
proportion to their weight than thicker ones, and there is evidently no 
advantage to be gained by employing thick solid steel magnets when 
strong permanent ones are required. 

Where nmximum strength is required, magnets are built up of com- 
p«aratively thin laminse of good hard steel, either in the form of strips, 
horse-shoes, U's, or any other desired shape, separately magnetised as 
strongly as possible, and afterwards assembled together side by side to 
the desired size, with like poles together. 

The compound or laminated magnet so formed is found to be stronger 
than a solid one of equal dimensions and weight in the same material, 
though a little weaker than the sum of the strengths of its component 
parts. Such magnets are used for many purposes, one instance being 
the familiar D'Arsonval galvanometer (p. 211) and other similar per- 
manent-magnet instruments. The best steel to employ for construct- 
ing permanent magnets is that known commercially as * AUevard ' 
steel, and also that made at Haarlem. A. Abt ^ finds that magnets 
made of Wolfram steel are about twice as strong as any other kind 

1 Wied. Annaien, 66. 1, pp. 116-120, 1898. 
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initially, other conditions being the same, but that they lose their 
magnetism more rapidly. 

Molecular Theory of Magnetism. — It has already been mentioned 
that if a magnet be broken up into a number of tiny pieces, each will 
still be a magnet having an N and S pole. 

Extending this to the limit by breaking it up into its constituent 
molecules (i.e. the smallest particles of this or any other substance that 
can exist in a free state), each molecule will be a magnet having a 
definite N and S pole. This leads us to the now generally accepted 
theory of magnetism, namely, the molecular one, according to which every 
molecule of any magnetisable material possesses a perfectly constant 
magnetic N and S polarity. When such material exhibits no free 
magnetism, even though it may be in the form of a bar or horse-shoe 
magnet, we are accustomed to say it is unmagnetised. In reality, 
however, the magnetised molecules are so arranged or mixed up in- 
ternally as to form closed magnetic circuits amongst themselves, and 
in this condition no lines of force emerge into the air. 

During the process of magnetising the material, when the lines of 
force from an outside magnetic source pass through it, the magnetised 
molecules turn so that their N poles all point one way, ue. in the 
direction of the lines of force, and in more or less straight lines. 

The material is then said to he polarised, with the result that a free 
N pole is produced at one end of the material and a free S pole at 
the other. From the foregoing it would appear tliat the maximum 
limit of magnetisation is reached when all the molecules are end on to 
one another and arranged in straight parallel rows. Careful researches 
on magnetism by Hughes, Beetz, and others tend to substantiate this 
theory, as also the fact that on magnetising a glass tube full of iron 
filings they set themselves end on to one another, and so continue to 
exhibit magnetism until shaken up. Again, vibration during magnet- 
isation accelerates and improves the action, tending to show that the 
molecules are helped into position mechanically as well as magnetically. 
The above remarks lead us to the following important considemtion. 

Magnetic Retentivity. — The foregoing theory supplies us with a 
highly probable reason why all magnetisable substances do not become 
magnetic permanently, or why one will exhibit more magnetism than 
another after the removal of the magnetising influence. As a general 
rule, the harder the substance the more permanent is its magnetism, 
the more difficult it is to magnetise or get rid of the magnetism when 
once properly acquired. In explanation of this, the molecules of the 
softer material may be supposed to be much more loosely packed 
together than those of harder material ; hence, when the magnetising 
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influence is removed, they wholly or partially collapse amongst them- 
selves, turning out of the uni-directional straight lines into all kinds of 
positions, thus completing their magnetic circuits through themselves 
and nearly eliminating all free magnetism. 

Substances which behave in this way are oz^-iron, cobalt, impiu'e 
qualities of wrought-iron, certain kinds of mild steel, and particularly 
soft annealed Swedish charcoal iron and pure soft iron. On the other 
hand, in the ease of hard materials such as lodestone, steel, nickel, the 
molecules when once set so as to exhibit free magnetism remain set, 
for the most part, from an apparently greater difficulty in moving 
due to being packed more tightly, thus giving rise to a considerable 
amount of free or permanent magnetism. 

These latter materials therefore retain the greater part of the 
magnetism imparted to them. In other words, their retentivity or the 
residual magnetism — i.e, what remains after the magnetising force is 
removed — is high; but the ability of any substance to exhibit this 
property depends entirely on its chemical composition and molecular 
structure. A steel bar is much more difficult to magnetise than an 
iron one of the same dimensions, but its retentivity is much greater, 
and this illustrates a general rule for most magnetisable substances. 
The resistance or force opposing the motion of the molecules, and 
therefore which opposes magnetisation or demagnetisation, has been 
termed coercive force ; but this is not a happy term to use for this 
property, retentivity being preferable and more expressive. 

Tractive Force of Magnets. — ^The tractive force, lifting power, or 
portative force of a magnet, as it is variously termed, depends on — 
(1) the form of magnet, (2) shape of attractive surfaces and how well 
they iit, (3) strength of the pole or poles, (4) area of contact surface, 
(5) how the load is applied, (6) shape and size of armature attracted 
across the poles. 

As will be gathered from the remarks on page 10, a small 
magnet will lift a greater load in proportion to its own weight than a 
large magnet. The force of attraction between any magnet and its 
armature is directly proportional to the intensity of the magnetisation 
induced in the latter, providing the armature, by reason of its mass 
and high intensity, does not react on the magnet, altering the strength 
of the latter. Further, if the magnet and armature are uniformly 
magnetised throughout their mass of cross section, the force of 
attraction will be proportional to the cross section of the iron. 

Now, in order to increase the tractive force of any magnet and 
make it a maximum, as many lines of magnetic force must be made to 
pass through the armature as possible. 
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To ensure this, the armature should be made of the softest iron, 
as short as possible, and with sufficient cross section throughout to 
carry the lines of force. 

It should be remembered that air offers some hundreds of times 
greater resistance to the passage of the lines of force than soft iron 
does. Hence the necessity for carefully facing the contact surfaces 
between magnet pole and armature in order to diminish the air film 
between them when in contact, which tends to prevent some of the 
lines entering the armature. To still further counteract the effect and 
diminish the effective resistance of this minute air film, the area of 
contact may be increased with advantage. 

The best form of magnet to employ is the horse-shoe, where both 
poles attract the same armature; and since the intensity of magnetisation 
of the latter, which is proportional to the tractive force, is also directly 
proportional to the strength of the magnet, this latter should be as 
strong as possible and therefore laminated. Such a magnet will lift a 
load four or five times as great as a bar magnet, of equal weight, will 
lift Generally speaking, a good horse-shoe permanent steel magnet, in 
which attention has been paid to the foregoing remarks, should be 
capable of lifting a load of some twenty-five times its own weight It 
has been found, however, that if the load on a magnet be gradually in- 
creased day by day, it will finally support a much larger one than it 
could have done if the load had been suddenly applied. This behaviour 
so far has not been explained, but in all cases it only lasts until the 
increased load detaches the armature, when the magnet apparently 
resumes its Usual power of attraction. 

Masrnotic Saturation. — On page 11, in connection with the molec- 
ular theory of magnetism, it was mentioned that the maximum limit 
of magnetisation would be reached wlien all the molecules assumed 
the end-on position, forming parallel lines. 

A magnetisable substance in this condition, or, which is the same 
thing, one that has been magnetised so strongly as to be incapable of, 
so to speak, jibsorbing or allowing any more lines of magnetic fprce 
to pass through it, is said to be magnetically saturated. No magnet 
remains saturated, or is even able to maintain the high degree of 
magnetisation excited, after the magnetising force is removed, though 
most magnets are stronger immediately after than some time after. 
It is curious to note the effect of heat on the magnetisation of magnetic 
materials. Increase of temperature decreases the strength of a 
magnet, and it is possible, in most cases, to eliminate the magnetism 
by locating the magnet to red heat, or even less, but it recovers 
partially on cooling. Cooling, within limits, increases the strength 
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of a magnet. Further, it is very important to remember that 
mechanical vibration tends to eliminate free magnetism, the molecules 
appearing to be jarred out of their end-on position. 

In the case of permanent steel magnets, it is therefore very injurimts 
to knock or drop them about, while for some appliances it is even 
advantageous to have vibration. 

A permanent steel magnet may in the long-run be magnetised 
more strongly by gently jarring it while being magnetised by certain 
methods. 

Magnetic Permeability or Inductlvlty. — We have more than 
once spoken of the obstruction or resistance to the passage of 
magnetic lines of force, and the reader will have gathered that all 
substances or matter do not conduct lines of force %vith equal 
facility. The conducting power, of any substance or medium, for 
lines of magnetic force may be termed its magnetic condudnn/^e, and 
the reciprocal of this, its magnetic remtance. The specific magnetic 
rejiistance of any medium is the magnetic resistance offered by a 
unit cube of the medium, and is often denoted by the Greek letter p. 
The reciprocal quality to specific magnetic resistance is called magnetic 
perm^ahility or inductivity, and is generally represented by the Greek 
letter /i. 

Hence fi^-, 

p 

and the magnetic permeability of any medium is the magnetic 
conductance of the magnetic circuit composed of this medium of unit 
length and unit section, /i is a constant of definite value for any given 
medium ; it is always positive, and is taken as unity for empty space 
(vacuum). For air, zinc, mercury, lead, silver, copper, gold, water, 
and a few other substances it is slightly less than 1. 

For magnetic materials, e.g, iron, steel, nickel, cobalt, manganese, 
and many compounds of these, fi is greater than 1. It is, however, 
greater for soft iron than -for other substances, and may reach 3600, 
but for steel may only be about 800. In other words, the magnetic 
resistance offered by steel may be from four to five times that offered 
by good soft iron. 

Laws of Magnetic Repulsion and Attraction. — There are two 
important fundamental laws of magnetic force : — 

1. Thai like magnetic poles rq)e!, and unlike magnetic poles attract 
one another, 

2. Tfiat the farce ejrerted beticeen two magnetic poles is propmiional to 
the product of ilieir strength, and inversely proportional to the sqtiare of the 
distance between them. 
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The first ]aw we have already dwelt upon sufficiently, and the 
second we will now consider. If m^, m^ are the strengths of any two 
magnetic poles, and d the distance between them, then the force F of 
attraction or repulsion, depending on whether they are unlike or 
similar poles, will be 

and further, if fi is the magnetic permeability of the surrounding 
medium, then 

Now yx for air is so very nearly 1 that in practice it is always taken 
as 1 ; and if d-\ centimetre and F = 1 dyne (for definition of which 
vide page 60), we obtain the definition of a magnetic pole of unit 
strength. 

Thus : A magnetic pole of unit strength is one such that, when placed 
at a distance of one centimetre from a similar pole of equal strength, repels 
it with a forc^. of one dyne. 

Examples will aid the reader to understand the application of 
the above law more thoroughly. 

Example 1. — What force would a magnet pole, the strength of 
which is 4 units, exert upon another pole of strength 8 units placed 

2 centimetres away ? Assuming the permeability of the surrounding 
medium unity, then substituting in the above relation, namely — 

„ 1 m,w^ 
ft cP 

V „14x8 32„, 

we have F=- • 7:777= . =8 dynes. 

1 (2)' 4 "^ 

It is, of course, at once known whether this force is one of 
attraction or repulsion, if the polarity is known, since like poles repel, 
and unlike ones attract, one another. 

Example 2. — A magnetic pole of strength 10 units acts with a 
force of 20 dynes upon another pole placed 5 centimetres off. What 
is the strength of this pole ? 

Here let m^ = 10 and /z = 1. Then Wg is found thus : — 

Since F=^ • '^V/^^ 

/. the required pole strength ./i^=^^=?^M^-^'=''^^^^^ 

Example 3. — A magnetic pole of strength 5 units acts with a 
force of 25 dynes on another pole of strength 20 units. What is 
the distance between them ? 



I 
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Here <P=^™« or d= ^/i'g^ 

.*. the required distance d= a/o«^^ = n/4=2 cms. 

Masrnetie Moment of a Magnet. — From what has just been said 
it is evident that the force / acting on a magnetic pole of strength 
m in a magnetic field of intensity H will be 

/= m . H. 

But since it is impossible to have only one pole without another of 
opposite kind, we have to consider the combined action of the two 
poles N and S in the field. If we suppose the magnet to be freely 
suspended, both poles will be acted on by the field equally and in the 
same sense. Hence we shall have two equal and opposite parallel forces 
H X m acting on the poles of the suspended magnet in the field H, 
tending to turn it so that both fields coalesce. If / = distance between 
the poles, i.e. length of magnet nearly, the forces m H at the ends of I 
form a couple, as it is termed in mechanics, and the total force acting 
on the magnet will be 

The product nil is called the magnetic momeiU of the magnet. 

Intensity of Magnetisation. — We have seen that the strength of 
a magnet depends upon its size, shape, and material of which it is 
made, and also on the magnetising force employed in making it a 
magnet. It becomes therefore a matter of difficulty to compare the 
usefulness of any two magnets. The way in which it is usually done 
is based on the assumption that the magnet is uniftn-ndy magnetised, 
i.e, that the magnetism is uniformly distributed over the cross section 
at right angles to the magnetic axis, which, as we have already seen, 
is not the case with thick magnets. Further, that the poles are 
coincident with its ends, which also is only true lor fairly long thin 
magnets. 

Assuming these two points, any two magnets may be compared by 
their respective intensities of magnetisation, I. For 

, _ magnetic momen t_ml _ vi 
""volume of magnet "" a./ ~ a* 

where a = sectional area of magnet. 

In other words, their magnetic moments per unit volume are com- 
pared. An example may make this clearer. 

Example, — Two rectangular bar magnets have poles of the same 
strength, but one (A) is 12" long and 1" x ^" in section, the other 
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(B) is 24" long and 2" x 1" in section. What are their relative 
intensities of magnetisation and relative magnetic moments ? 
From the above relation we have T*^' 

T ml m m _ V - 

^ al a (Ixi) ^ 

and I ^^^itL^V^^ J?L_=!^. > 

^ al a (2x1) 2 ' 

Ia 2w 2x2x9/1 ^ 

-- = -—-= =4, 

Ig w</2 m 

or the intensity of magnetisation of A is 4 times that of B. 

Again, if we denote the magnetic moments of the two magnets by 
the letter M with suffix A or B, we see that 

M^_?«/^_12 

their strengths of poles being equal. Hence the magnetic moment of 
B is twice that of A. 

Lines emanating from Unit Magnetic Pole. — Suppose a single 
magnetic pole of strength m to occupy a position in space away from 
any other magnetic field, and to have described around it an infinitely 
thin spherical surface at a radius r and w^ith the pole as centre, 
then the intensity of the magnetic field at any point on the surface at 
distance r from the pole and due to it, in other words, the number of 

lines cutting unit area of the spherical surface, = -^ and the area of the 

whole spherical surface = 47r7'-. 

Whence the total number of lines cutting it or emanating from 
the pole = 4^7'^ x vi/i^ = iirm, 

.*. a unit magnetic pole will Imve iir lines of magnetic force emerging 
from it 

Magnetic Induction. — If a long thin rod of iron or other magnetic 
material be placed in a uniform magnetic field of intensity H in air, 
with its length parallel to the lines of force of the field, then the 
total number of lines of force crossing unit area of the end of the rod 

= Hx47r-=H + 47rl, where 



a 



I = intensity of magnetisation at the end of the rod=— , 

m = strength or number of lines due to the induced pole, 
a = cross sectional area of the rod. 

The above summational term is commonly denoted by B, so that 

B = H + 4irI; 

also B=M.H, 

or M=B/H, 

which is one of the most important fundamental laws in magnetism. 

c 
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The induction density B is therefore defined as the number of lines 
of magnetic force passing through unit area of cross section, in practice 
taken as a square centimetre or square inch. In the best soft wrought- 
iron B may be as high as 20,000 for high magnetising forces, while in 
steel it seldom exceeds 10,000, and is more often about 7000. Good 
permanent steel magnets may be magnetised to a permanent induction 
of about 8000 or 9000 magnetic lines of force per square centimetre. 
The total number (N) of lines of force passing through the neutral 
region of a magnet is of course 

N=B.a, 

and this is sometimes called the total fidd^ flux^ or * total induction,' or 
even ' induction ' simply ; but the last two terms are likely to be mis- 
leading, and should be avoided, since they are likely to be confused 
with the induction density B per unit area. The terms *flux' or 

* total field * for the above expression of N are therefore to be recom- 
mended. An example or two will help to familiarise the reader wtbh 
the difference. 

Example 1. — A flux of 100,000 lines of magnetic force are pass- 
ing through a magnet, the size of which = 5 inches x 2, what is the 
induction density ? 

Since N=B.a, 

.'.the required induction density B = - = -jr—F- = 10,000 lines per 

square inch. 

Example 2. — If the induction density in the above magnet had 
been 5000 lines per square inch, find the total field. Total field 
(flux) = B.a = 5000 x 2 x 5 = 50,000 lines. 

The reader has now been acquainted with many fundamental facts 
and definitions of great importance, and he should endeavour to make 
himself familiar with them, as he will find that they have to be con- 
tinually brought up in connection with much that has yet to be 
dealt with. 

QUESTIONS ON CHAPTER 1 
[Supplement all Answers with Sketches when possible,^ 

1. Distiuguish between a magnet and magnetic stLbstance, and enumerate the 
various properties of each. 

2. What is meant by ^free magnetism ' ? Explain its connection with the force 
exerted by the magnet, and how this latter varies in (1) a bar magnet, (2) a U-shapcd 
magnet. 

3. Explain the terms ' magnetic Jteld^* ' magnetic axiSt* ^ tuutral region^* * polarity,' 

* lines of magnetic force, iu connection with magnets in general. 
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4. State the laws of ;nutual action between magnets. 

5. What is the efTect of bringing a piece of iron near the poles of a magnet ? 
Can the effect be made use of in any way ? 

6. What do you mean by the strength of a magnet ? How can it' be increased ? 

7. Give a short account of the moleciUar theory of magneliam^ pointing out its 
weak points. 

8. Carefully define the terms Magnetic -Retentivity, -Saturation, -Permeability, 
•Inductivity, -Induction, and -Flux. 

9. On what does the * tractive ' force of a magnet depend, and how can it be 
iucreased I 

10. What do you understand by the HnUnsUy* of magnetiscUum, ^magrulie 
momeTUf* and *unitpoie'l 

11. Two magnetic poles, the strengths of which are 8 and 16 units respectively, 
are placed 4 cms. apart, what is the force exerted between them ? 

12. Find the strength of a magnetic pole which acts with a force of 40 dynes 
on another pole, of strength 20 units when placed 10 cms. away from it. 

13. What is the distance between two poles which act on one another with a 
force of 50 dynes, if their strengths are 60 and 10 units respectively ? 

14. The magnetic flux through a rectangular bar magnet l** x 2f, in section, is 
20,000 lines. Find the permeability of the material of the bar if the magnetising 
force =10. 

15. Compare the intensities of magnetisation of two bar magnets, one of which 
is 6* long and 1" diameter, the other 9" long and 2" diameter, their pole strengths 
being respectively 40 and 60 units. 

16. Compare the relative magnetic moments of the two magnets mentioned in 
question 15. 

17. Write an account of the method of making magnets so tliat they may be 
permanent. Explain what sort of variation you would expect to find in a good 
magnet belonging to some measuring instrument. (Hons. Sect. I. 1898.) 



ELECTRICITY (STATICAL) 

CHAPTER II 

FUNDAMENTAL PHENOMENA 

Electricity — Its Nature. — It is not uncommon to sometimes meet 
with phenomena which cannot be explained. Theories may be 
advanced to account for certain well-known facts connected with them 
which common sense tells us might very probably be the case. What 
electricity is has not yet been satisfactorily determined, but more than 
one theory has been propounded to explain its nature. Unlike sound, 
light, and heat, however, electricity is not in itself a form of energy ; 
and it is certainly not a form of matter. Electrification is, however, 
accompanied by the production of energy, and results from the expen- 
diture of energy whether chemical, mechanical, or otherwise. With- 
out committing ourselves to any theory which may actually be un- 
justifiable, we will be content to judge of what we commonly term 
electricity by its effects. 

Electrical Attraction and Repulsion. — If a glass rod, which has 
been well dried, be rubbed with a dry silk cloth and held near to 
small pieces of cork, pith, sawdust, paper, or cut straw, etc., these will 
at once move towards the rod, some of them sticking to it while others 
move rapidly away after touching it, as if repelled by the rod. More- 
over, a tiny spark passes between the rod and finger when the 
latter is held close to it, and is accompanied by a crackling noise. In 
ordinary parlance, the rod is said to be elecinfied when it exhibits such 
peculiar properties, which it did not previously possess, apparently the 
result of the rubbing. The name electricity is given to the agent to 
which such phenomena as the above are ascribed. 

Two Kinds of Electrification. — When a glass rod that has been 
rubbed "with a silk pad is held near to a pith ball suspended by a 
dry silk thread from a support, the pith ball is attracted and flies 

20 
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towards the rod. Having touched it, the ball is now persistently 
repelled, as if by some invisible force, from the electrified rod. The 
pad or rubber will bring about a precisely similar effect on a fresh 
pith ball similarly suspended, providing care is taken not to handle 
the pad too much, and other precautions are taken. If, however, the 
silk rubber be held near the pith ball which is so persistently repelled 
from the rubbed glass rod, attraction at once takes place. Further, 
if the rod be rubbed with the silk pad and the two be brought 
together either to the pith ball or a suitable delicate detecting instru- 
ment) with the pad wrapped round the rod as it is during the opera- 
tion of rubbing, no effect will be detected on either pith ball or 
instruments. Or, again, if all the electricity of the rubber and thing 
rubbed be imparted to a third body, this body will show no signs of 
electrification whatever. The above, then, shows us that in the act 
of rubbing the glass rod apparently two kinds of electrification have 
been produced, one on the rubber and the other on the thing rubbed, 
and further, that these have exactly opposite effects, apparently 
neutralising one another when brought together. Neither kind of 
electrification is ever produced alone, and careful experiment has 
shown that equal quantities of the two kinds are always produced 
simultaneously, one on each of the two bodies rubbed together. It is 
customary to call the two kinds so produced positive and negative 
electricity respectively, and the glass rod is charged with the former or 
+ **, the rubber or silk pad with the latter or ~ ^ electricity. 

All substances are capable of being electrified to some degree, 
some much more than others; and though electricity is produced 
when any two substances of a different nature are rubbed together, it 
is not always apparent, for reasons which will be given presently (p. 24). 
The degree or intensity of electrification of any body is termed its 
charge, and this is proportional to the quantity of electricity on that 
body. 

Mutual Action of Electrified Bodies. — Suppose that two similar 
pith balls are each hung by means of a dry silk thread from the arm 
of some suitable support, so as to hang quite close to one another. 
If now an electrified body be made to touch both balls, these will be 
repelled from one another and from the body which touched them, 
and this repulsion will continue after the body has been removed 
from the vicinity. The pith balls are manifestly charged with the 
same kind of electricity, and therefore we see that — Like kinds of 
electricity repel one another. 

If, however, two pith balls; similarly suspended from two separate 
stands, be electrified, the one by the rubber and the other by the body 
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rubbed, they will be attracted towards one another when brought 
near each other. The balls are now evidently charged with opposite 
kinds of electricity (p. 20), and therefore we see that — Unlike kinds 
of electricity attract one anoiJier, Further, if a non-electrified body is 
brought near one that is electrified, attraction ensues, thus indicating 
that the action is mutual, 

Conduetion and Insulatioa — Suppose an electrified body to be 
suspended from the end of a long and dry silk thread held in the 
hand. It will be noticed that immediately after the source of 
electrification is removed the body attracts light articles rather 
strongly, but that this attraction becomes more feeble as time goes on, 
until in a short time it appears not to be electrified at all. If the silk 
thread be damp the apparent loss of the charge is much more rapid, 
while if a metal wire is used as the suspension the loss or discharge, as 
it is then commonly termed, is instantaneous. In fact, in this latter 
case it is apparently impossible to electrify the body. This loss of 
electrification is explained by saying that the dry silk offers the 
greatest obstruction or remtance, as it is termed, to the passage of the 
electricity with which the body is charged, while damp silk offers less, 
and the metallic suspension least resistance of all. 

Substances that behave in the same kind of manner as the dry 
silk above mentioned, in not offering much facility for the passage of 
electricity through them, are usually termed rum-conductors or insu- 
lators (ue. isolators), while substances which behave like the metallic 
suspension are termed conductors. 

There are, however, substances which come under a third category, 
having insulating and conducting properties intermediate between the 
above-named, and these we may term partial insiUators or conductors. It 
must, however, be remembered that these terras are only 'com- 
parative ' in their meaning, for all substances conduct etectiicity to some 
extent, and even the best conductor has some resistance. 

It is very difficult to give a list of conductors and insulators in 
the order of their conducting power, owing to the effect of tempera- 
ture and quality of the same kind of substance considerably altering 
its resistance. The following list of substances will give a rough 
approximation, however, of the class to which they properly 
belong : — 
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TABLE I 



Good 
CoNDUcrroRs 


1 

1 


Silver (annealed) i 
Copper ( „ ) 
All other MeUls 


• 


Bad 

Insulators 






Gas Coke > 
Charcoal 


<^ 






1 

B 


Graphite 
Plumbago 
Dilute Acids 


§ 

1 






<5 


Metallic Salts 








1" 


Saline Solutions 


p5 




Partial 
Conductors 


Metallic Ores 
Water (impure) 
The EoHy 
Moist Eai-th 


Partial 
Insulators 






Flame 










Cotton 


e 






Dry Woods 

Stone 

Marble 






c5 
1 

! 


Dry Paper 

Oils ^ 

Shellac 

Paraffin Wax 

India-Rubber 

Porcelain 

Silk 

Ebonite 




* 


Bad 

conductori 




Slate 

Gutta-Percha 
Sulphur 
Kesiu 


Good 
^ Insulators 














Sealing-Wax 
Mica 










Pure Water 










Glass 










Wool 










Dry Air 







In the foregoing table those substances bracketed together are not 
in order of conducting power or, as it is termed, conductivity; but 
silver (annealed) is the very best conductor and worst insulator known, 
whilst dry air is the very best insulator or worst conductor of any. 

All insulating substances insulate best when quite dry, but an 
increase of temperature in the majority of cases diminishes their 
insulating properties. We shall, however, have occasion to return to 
the question of conductivity and resistance more in detail in a later 
chapter, when dealing with another portion of this subject. 

The foregoing table and remarks enable us to understand why. 
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when any two different substances are rubbed together, the electrifica- 
tion invariably produced is not always apparent. Whether it is, or is 
not, depends on whether one or both substances are conductors or 
insulators. If one is an insulator and the other a conductor, then the 
former will be electrified and the latter not. If both are conductors, 
then neither will show signs of electrification ; while if both are insu- 
lators, each will show electrification. Obviously the charge imparted 
to a conductor flows away as fast as it is supplied, but if the con- 
ductor is supported on an insulating substance it will show signs of 
electrification all over, even though it be rubbed at one part only. 

Electrifieation and its Origrin. — By employing suitable precautions 
it can be shown that if two insulated conductors be put simply in 
contact, each becomes fully though feebly electrified, though no 
rubbing has taken place, and no increase in electrification would be 
produced if they were rubbed. This, coupled with the fact that any 
two substances of the same nature show no signs of electrification when 
rubbed together, indicates that the actual origin of the electrification 
considered in the preceding pages lies in the contact of dissimilar sub- 
stances and 7wt in the rubbing. 

When, however, one or both of the substances are bad conductors, 
it is absolutely necessary to rub them together in order to bring the 
various parts of the surfaces of the two bodies successively into inti- 
mate contact, which is the sole object of the rubbing. 

Moreover, the electrical energy stored up in the rubber or thing 
rubbed after they are separated is the equivalent of the work done 
in separating them against the attraction which the two kinds of 
electrification thus produced have for each other. Thus the degree 
of electrification obtained does not in any way depend on the rubbing 
in itself, but solely on the nature of the two substances and the 
efiicacy of their contact 

Electric Density. — The distribution of a charge of electricity on 
any body depends on the shape of the latter and on its proximity to 
other bodies. The quantity of electricity on a unit of area (square 
inch or square centimetre) at any part of a charged body is termed the 
Electric Density at this part, and which is proportional to that quantity. 

In the case of a charged sphere the density is uniform all over, 
but with irregular bodies it is greatest at the smallest part. The 
density is nought on the inner surface of a closed conductor ; in other 
words, an electnc charge resides solely on the outside surface of a 
body, and therefore, so far as electro-static charges are concerned, it is 
immaterial whether the conductor is solid or hollow metal, or whether 
of any other substance coated with any kind of metallic foil. If Q be 
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the quantity of electricity on a small surface having an area S, then 
the Surface Density p = Q/S. 

Laws of Electro-static Attraction and Repulsion. — There are two 
important fundamental laws of electric force relating to the attraction 
and repulsion of electrically charged bodies, namely : — 

\. Like hinds of electricity repel one anothei\ 
Unlike kinds of electricity attract one another. 

2. TJie force of electro-static attraction or repulsian exerted between two 
electrically charged bodies is jproportional to the product of the quantities of 
electricity with which tliey are charged, and inversely propoi'tional to the 
square of the distance between them. 

The first of these laws has already been considered sufficiently 
(p. 21), but the second will now be considered a little more in detail. 

The law is true only when the charges are concentrated at points, 
but is approximately true when the size of the bodies is small com- 
pared witli the distance between them. 

Let QjL, 0-2 represent the quantities of electricity with which two 
small spheres are charged, and d = the distance between their centres. 

m 

Then the force F of attraction or repulsion, depending on whether 
they are charged with unlike or like kinds of electricity, will be 

but it is obvious that the force will depend upon the facility which 
the intervening medium offers for it to act through. 

Hence if <r be the 'specific inductive capacity' (p. 29) of the 
intervening and surrounding medium, and which is a specific con- 
stant representing the ratio of the value of F in air to its value under 
the same conditions in the given medium, then ' 

(T It* 

Now air is the standard of reference or for comparison in the 
same way that sea-level is the standard level with which to compare 
heights and depths ; further, the value of o- for air is so very nearly 1 
that in practice it is always taken as L Hence \i d=\ centimetre 
and F = 1 dyne (p. 60), we obtain the definition of a unit quantity of 
electricity, by means of which standard we are able to measure or 
compare other quantities. Thus : — 

One unit of electricity is that quantity which, when placed at a distance of 
one centimetre in air from a similar and equal quantity, repels it with a 
force of one dyne. 
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It will be seen from the above relation that if F is + *•, the force 
is one of repulsion ; but if - ^, then the force is one of attraction. 

The unit just defined is termed the C.G.S. unit of quantity in 
electro-statics, and is in terms of a system of absolute units known as 
the centimetre-gramme-second (C.G.S.) system, to be dealt with in a 
later chapter. 

Some examples will illustrate the application of the above law : — 

Example 1. — What will be the force exerted between two quanti- 
ties of electricity of magnitudes = 4 and 16 units respectively, when 
placed 2 cms. apart ? Assuming that cr in the formula is unity, we 
have — 

„ 1 QiQ, 1 4x16 64 ,^, 

Note, if both quantities are of the same sign, the force is one of 
repulsion, indicated by the result being a positive quantity. . If one is 
- ^ and the other + **, then the force will come out - ** and will be 
one of attraction. 

Example 2. — What quantity, which when placed 4 cms. away from 
a similar and equal quantity, will repel it with a force of 4 dynes ? 

Here we have F= • ^=^' for the two charges are equal, and 
(r = l. 

Hence Q«=FcP=4. 16=64, 

or Q = 8 units. 

So that each charge must consist of 8 units of similar sign. 

Example 3. — If two quantities of 6 and 8 units of electricity 
respectively repel one another with a force of 1 2 dynes, what is the 
distance between them ? 

Here F = -^-.%^« and(r=l, 

<r cr 

0|Q,_6_x8_ 
** ~ F ~ 12 " ' 

or d= ji=2 cms. 

Electric Potential: Difference of Potential — Most of us have 
noticed at some time or another the arrangement commonly adopted 
for the purpose of driving into the ground the piles employed for 
wharfs and piers, namely, that of an engine raising a heavy weight 
to a certain height above, and directly over, the top of the 
pile to be driven. The weight is then allowed to fall quickly, 
under the action of gravity, on to the end of the pile, the impact 
driving it a certain distance into the ground. 

Now when the engine has raised the weight to the top, this 
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weight will possess a certain amount of latent or potential energy by 
reason of its position or the level to which it has been raised. The 
gain of potential energy by the weight is equivalent to the work done 
by the engine on the weighty against the force of gravity. But the 
weight is now able to do work at any instant, and the amount it 
would do in driving the pile, if allowed to fall, is equal to that expended 
by the engine in raising it. If it were raised to a higher level more work 
would be done, but its potential energy would be greater in propor- 
tion. Thus we see that level corresponds to potential and to capacity 
for doing work, and that some work must be done before weight has 
any potential. Strictly analogous with the above is the theory of 
electric potential, as it is termed ; for if a body is charged with elec- 
tricity, it is said to have a certain potential, by reason of its charge, 
relatively, of course, to surrounding objects, just as the above weight 
has potential by reason of its level. Moreover, the charged body is 
capable of doing work ; for, if connected by a conducting path to some 
other object, a quantity of its charge will flow away from it along the 
path, and in so doing will perform work. 

Hence the electric potential of a body is its degree of electrifica- 
tion, and is its capacity for doing work ; and, further, one that is 
charged to twice the potential can do twice the amount of work, in 
the same way that the weight, if raised to twice the height, is capable 
of doing twice the work. Now, in the case of the weight, the work 
done is proportional to the difference in level of the two positions of 
rest of the weight ; one of these being the top of the pile, and the 
other, perforce, that to which the weight is raised. 

So it is with electricity, the diffei-ence of potential being proportional 
to the work it is possible to do. 

Potential of the Earth taken as Zero. — Potential, like many other 
things, has to be measured relatively to some datum line or zero, in 
the same way that heights and depths at any place are measured 
from sea -level, or that temperatures are measured by taking the 
temperature of some definite body as zero. In neither of these 
instances do we infer that no lower temperature than that of melting 
ice (which is taken as the zero), or that no lower level than the surface 
of the sea, can be obtained. On the contrary, we know quite well 
that much lower points in both eases can easily be obtained. Such 
zeros are therefore quite arbitrary ; and so it is with the measure- 
ment of electric potential, for we take the potential of the earth as the 
datum line and call that zero^ but it is quite an arbitrary one, and, so 
far as being an absolute zero goes, experiment shows beyond doubt 
that the earth is always more or less charged, and therefore possesses 
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a certain potential which is by no means the lowest potential that 
can be produced. 

The potential of a body is therefore the difference of its potential 
from that of the earth, and a quantity of electricity is always assumed 
to flow from a body at higher potential to one at lower potential 
when the two are connected by a conducting path ; and if no flow 
takes place under these conditions, the bodies are said to be at the 
same potential, which may be zero, very high, or any intermediate 
one. When a body charged with + ^ electricity is connected with 
the earth, the charge flows out of the body to earth ; but if the charge 
were - **, then electricity passes from the earth to the body. Such 
a flow, however, in whichever direction it takes place, in no way 
affects the charge or potential of the earth, each of which is so 
enormous as to make any other charge or potential entirely 
insignificant. 

Electrical Induction. — Suppose a positively charged body D 
(Fig. 9), such as, for instance, a glass globe, which is supported on an 

insulating stem S, pro- 
vided with a foot F, and 
B )- +( D )+ which has been rubbed 

with a silk pad, be 
brought near one end 
B of a cylindrically 
shaped uncharged con- 
ductor AB which is in 
two halves at the line 
C, each being supported 
F F F t>y 8,n insulating stand 

Fio. 9.— Electro-static Induction between a Globo and Cylinder. S with a foot F. Then 

some curious pheno- 
mena result, which wo shall consider somewhat in detail ; the 
principle involved, together with the action that occurs, being one 
of extreme importance, and underlying the action of some well-known 
electrical engineering appliances. In the first place, although the 
conductor AB, to begin with, was entirely unelectrified, and has neither 
been touched by the + ^ charged body D nor rubbed, it will now be 
found to be electrified at each end, though not in the middle. 

The end B nearest D is found to be negatively charged, while 
the other end A is charged with positive electricity ; and further, that 
these two opposite charges are exactly equal in amount. It is evident 
therefore that the + ™ charge on D has the power of ivducing a - ** 
charge at B, which it attracts, and a + ** oVie at A, which it repels ; 
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and that this action, which is called Electric Induction^ can go on at 
a distance, when the two bodies are separated by air or any other 
insulating substance. 

If D be removed to a distance from AB, it will show no loss 
of charge, while AB will show no further signs of electrification at 
either end, the two equal induced charges having apparently neutralised 
one another. 

Again, if while D is near to B, as first considered, the two halves A 
and B be separated, then A will be found to be positively charged and 
B negatively, and each will remain so even though D be removed right 
away, for now the charges cannot combine to neutralise one another. 

Lastly, if with the conditions represented in Fig. 9 the end A, 
or indeed any part of AB, be touched with the finger for an instant, 
the + ^ charge at this end will flow away to earth, and only the end B 
^vill now appear to be electrified with the opposite kind of electricity 
to that with which D is charged. The - ^ charge at the end B is 
spoken of as being Ixmnd, because it is attracted by the presence of the 
neighbouring + ^ charge on D, and cannot flow away so long as D is 
near it. The + ^ charge at A is spoken of as being free, because it 
can flow away instantly on a conducting path being provided from any 
point of the conductor AB. 

The amount of electricity at each end of AB will depend upon that 
on D, the intervening medium, and upon the distance between B and 
D, and will increase as the charge of D is increased, and as the dis- 
tance diminishes. Evidently, then, for a given charged body such as 
D, the limit in the magnitude of the charge at A or B will be when D 
is almost touching B, and then the induced charge will be almost 
equal to the inducing charge. 

Specific Inductive Capacity. — In the preceding instance of electric 
induction, the action took place across an intervening stratum of in- 
sulating medium, namely, air \ but, as was previously mentioned, it 
could take place when any other insulating medium is employed. It 
has, however, been conclusively shown that the nature of this medium 
plays a most important part in the action and in tlie facility thus 
offered for the inductive electric influence to act through it. 

The facility or power possessed by any substance for allowing the 
inductive action to take place across it is termed its inductive capacity, 
and the substance itself is termed a dielectric. 

Air and all other gaseous dielectrics have a small inductive capacity, 
and if any other solid insulating substance had been placed between 
D and B (Fig. 9) the charge induced at A or B would have been 
greater for that same distance. 
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All dielectncs are necessarily insulators, though any insulator may 
not be a good dielectric. 

A good dielectric has a high inductive capacity — for instance, dense 
flint glass, which is nearly one of the best in this respect. Gaseous 
dielectrics are the worst 

Now it is evident that the inductive capacity of any medium is a 
specific constant for that medium, depending in magnitude, as we have 
seen, upon that property of the medium which determines the facility 
with which electric force acts through it. This constant is determined 
with reference to some convenient standard substance whose inductive 
capacity shall be taken as unity. The substance chosen is dry air at 
a temperature of 0" C. and 760 mm. pressure of mercury. 

Hence the constant expressing the ratio of the magnitude of the 
charge induced at B (Fig. 9), when separated from D by a given 
dielectric, to that induced when air at 0^ C. and 760 mm. pressure is 
substituted, everything else being the same, is called the specific inductive 
capacity of the given material or dielectric. 

The following table (11.) gives the approximate values of the 
specific inductive capacity of some important substances commonly met 
with in electric engineering work : — 





TABLE II 




Substance or Dielectric 


Specific Inductive GapacUy, 


Dry air at 0* C. and 760 


mm. 


1 '00 taken as standard 


Paper (known as butterskin) 


1-86 


,, (satarated in resin 


oil) 


2-4 


,, (diatrine) 




« « B 


Pitch 




1*86 


Beeswax 




1-86 


Paraffin wax 




1-92 to 2-32 


,, oil (sp. gr. 0*28) 




1-98 to 2-32 


India-rubber or caoutchouc (pure) 


20 to 2-8 


it 1* )) 


(vulcanised) 


2-8 to 3-1 


Resin (solid) 




1-78 to 3-0 


„ oil 


• 


• • • 


Ebonite 




1-9 to 3-15 


Shellac 




2-96 to 3-70 


Sulphur 




2-24 to 3-8 


Gutta-percha 




3*30 to 4-9 


Mica 


• 


4-6 to 8-0 


Glass (ordinary) ^ 




About 3*0 


., (light fliiit)' 




6-6 to 6-9 


,, (dense ,, y 




7-4 to 100 



^ The value8 given depend on the density of the glass and on the duration of the 
chaise during test, the specific inductive capacity being increased with increase of 
density and decreased with a shorter duration of charge. This, for the value given, is 
between 0'2f)0 and '00005 of a second. 
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Table II. — continued 

Substance or Dielectric. Specific Inductive Capacity. 

Porcelaiu About 43*8 

Ozokerite ,, 2 '15 

Petroleum oil 2*02 to 2-19 

Celluvert (hard grey) About 1*18 

( » red) „ 1-46 

( „ black) „ 1-90 

„ (soft red) ,, 2*67 

Micanite 

Okonite About from 8 to 5 

Benzine 2*198 

Benzol 2*38 

Colza oil 3-07 to 3*14 

Water (ISO**) 2*23 

Glycerine About 5*6 

Hooper's compound 3*1 

White castor oil 4*92 

Olive oil 3 to 8*5 

Ordinary kerosene 2*22 

Neatsfootoil 3*2 

Tar 1 *8 

Turpentine (common) 2*23 

It may be noted in passing that at the present day the question 
of specific inductive capacity of insulating materials is becoming of 
considerable importance in connection with what are termed electrical 
cables. The reason for this we shall, however, defer stating until a 
subsequent chapter, when the explanations and terms connected there- 
with will be better understood at that stage than now. 

Induction precedes Attraction. — The foregoing remarks on in- 
ductive capacity will enable us to see how it is that an electrified 
body is able to attract one that is not electrified. Thus the former 
first induces a charge of opposite sign to its own on the nearest portion 
of the non-electrified body, and a charge of the same sign on the 
portions farthest away. Now the charges of like sign repel, but 
those of unlike sign attract, and since these are closer than the foi'mer, 
attraction ensues. 

If, however, the two bodies touch for an instant, the whole of one 
of the unlike charges of one body just neutralises an equal charge of 
the opposite sign on the other Ixxiy, thereby leaving both bodies 
charged with the same kind of electricity, and therefore repulsion now 
ensues persistently {vide p. 21). 

From what has already been said, the reader should be in a position 
not to confuse the terms conduction and induction ; for the former clearly 
implies a transfer of electricity, while induction merely refers to a redis- 
tribution of electricity without any ti-ansference to or from the body. 
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Space will not permit of a description of the machines and 
appliances for producing statical electricity, nor of many other 
phenomena connected with this subject. 

The principles enunciated, however, in this chapter are those 
which mostly concern the electrical engineer, and many of them, it 
will be seen, are required in order to understand the action of many 
practical and widely used appliances, as well as the phenomena of 
capacity and theory of condensers, which will be dealt with in a 
future chapter of this book. 



QUESTIONS ON CHAPTER II 
[Supplement all Anstcers vnth Sketches vjJien possible.] 

1. Distinguish between conduction and induction with regard to electrified 
bodies. 

2. Give the laws for the mutual action of electrified bodies on one another. 

3. Define the terms inductive capacity, specific inductive capacity, electric 
density. 

4. Two bodies are charged respectively with 5 and 200 units of electricity. 
What will be the distance between them when the force exerted = 10 dynes ? 

5. Distinguish between conductors and insulators of electricity, and arrange 
the following substances in order of conductivity — carbon, zinc, glass, and paper. 

6. Find the force with which two charges of 2 and 100 units respectively of 
opposite signs would act when placed 8 cms. apart in air. 

7. Carefully describe what is meant by electric potential and potential difference. 

8. What is the magnitude of the charge which, when placed 4 cms. away from 
one of 32 units, repels it ^vith a force of 6 dynes ? 

9. Find the density on the surface of a spherical conductor, free from all outside 
influence, when its radius =10 cms. and charge = 1000 units. 

10. Explain the real cause of electro-static attraction aud repulsion. 



ELECTRICITY (CURRENT) 

CHAPTER III 

FUNDAMENTAL PRINCIPLES 

Introduetion to Current Eleotrleity. — In the two preceding chapters 
on magnetism and statical electricity many important principles and 
laws have been given, the connection of which with the study of electrical 
engineering may not strike the reader at this stage. Such principles 
as those already mentioned, together with many others of like nature, 
though belonging to the pure science of physics, nevertheless form the 
basis on which the scientific world began to build the electrical engin- 
eering industry during the latter half of the past century. 

It was not until the possibilities of that subtle agent which we 
term 'electricity' came to be realised as a means of lighting and 
transmission of power that an impetus was given to scientific research, 
resulting, as we see at the present time, in electricity being employed 
for many purposes that earlier lighting means, such as candles, gas, and 
oil, or power agents^ such as water, horses, steam, had been used for. 

The Electric Current — Its Nature and Direction of Flow. — In the 
foregoing pages we have only had occasion to speak of ' electricity ' 
at rest, as in the form of a charge on a body, though mention has been 
made of the momentary /<n(7 of electricity when such a body was dis- 
charged. In the following pages, however, we shall have occasion to 
speak almost entirely of a * current of electricity ' flowing * along or 
through ' a conductor. In one way this expression is an unfortunate 
one, although it is one of universal adoption, because the words 
current and jiow might naturally lead us to imagine that a stream 
of some material substance was actually passing along the conductor. 
Nothing of the sort can of course be seen, and the outward appearance 
of the conductor remains entirely unchanged, whether a so-called 
* current of electricity ' is flowing in it or not. The expression, in 

33 D 
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other words, is purely a conventional one, employed for convenience to 
denote that the conductor and space surrounding it possesses certain 
characteristic properties which it does not usually have. Some authori- 
ties take up a more modem view regarding the flow of a current in a 
conductor, namely, that the ether surrounding the conductor, and not 
only the conductor itself, is the medium through which the transfer 
takes place. According to this theory the transfer of energy is 
supposed to take place in the form of electro-magnetic waves along 
the path followed by the conductor. The idea, however, is purely 
hypothetical. 

Totally ignorant, as we are, of the nature of electricity, and of 
whether there is anything in motion or not in a conductor said to be 
carrying a current, we are equally at a loss to know in which direction 
such a flow, if it actually exists, takes place. All we know in connec- 
tion with the direction of flow is that the properties and effiects 
exhibited have a definite sense or direction of action when the current 
is said to be flowing in one direction along a conductor, and an exactly 
opposite sense or direction when the current is said to be flowing in 
the other direction. 

Thus the direction of flow is also entirely conventional^ and when we 
say that the flow takes place from a point of high potential to one of 
low potential, which is universally taken to be the case, we are making 
a pure assumption. 

At the same time the reader must not go away with the idea that 
the assumptions of electricity being capable of flowing in the form of 
a current and also of flowing in a certain direction are unjustifiable. 
Imagine the lower half of a very light paddle-wheel to be inserted in 
a hole cut in the side of a pipe, and free to rotate. On blowing air 
through the pipe in one direction the wheel will turn, whereas by 
blowing in the opposite direction the wheel would turn in the reverse 
sense to what it did before. 

Here evidently we have a very analogous case to electricity — the 
current of air which cannot be seen, and which does not in any way 
alter the appearance of the pipe, naturally flows from the end at highest 
pressure, producing an effect {ie. rotation of the wheel) in a certain 
sense or direction. If the current of air is reversed in direction, it is 
equally invisible, but produces opposite effects (i.e. rotation of the 
wheel in the opposite direction). Moreover, the current of air, like 
one of electricity, would have no existence apart from its conducting 
path ; but the analogy, like many others, must not be pressed too far, 
for in the case of the air we know that matter in motion is being 
dealt with, although invisible. 
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Consequently the terms * current* and ^direction of flow^ when 
applied to electricity, are purely conventional terms, which quite 
naturally suggest themselves to us for convenience in speaking about 
the subject Now in the various branches of the electrical engineering 
industry, as for instance telegraphy, telephony, electric lighting, electric 
traction, electro-plating, -typing, and -refining of metals, etc., it is this 
electric current which is employed. Hence to understand the working 
of the many electrical appliances and phenomena met with in these 
branches, and, further, to be able to advance any one or more of these 
branches by new improvements and inventions, it is absolutely necessary 
to acquire a sound knowledge of the scientific basis of the profession 
— in other words, a sound knowledge of the laws, properties, and 
methods of measurement of the so-called electric current. 

Properties or Effects produced by an Electric Current. — It 
has already been mentioned that a current of electricity has no exist- 
ence apart from the conductor in which it is said to be flowing, and, 
furthermore, that nothing can be seen of it. We may therefore prefer- 
ably say that a conductor carrying a current exhibits such and such 
properties, or produces certain characteristic eifects. It is conse- 
quently by these only that we are able to measure and deal with it. 
The effects in question are five in number, as follows : — 

Th^ Magnetic Effect, which is invariably produced when a current 
flows in any circuit whatsoever. In virtue of this a magnetic field 
(vide p. 6), consisting of lines of magnetic force, is created around the 
circuit, and acts magnetically on any body in the vicinity. This 
property of a conductor conveying a current in thus apparently be- 
coming what is termed an electro-magnet is made use of in a great 
number of different appliances employed in the electrical engineering 
industry, such as dynamos, motors, transformers, electric bells, tele- 
phones, etc. — in fact, in all appliances containing an electro-magnet. 

The Heating Effect, which is always present whenever a current, 
however small, flows in a circuit. This property is made use of in 
electric lighting by both arc and glow lamps, electric heating and 
cooking, and for many other purposes. 

Uie Chemical Effect, which is produced whenever a unidirectional 
current flows through a circuit composed partly or wholly of a liquid. 
This liquid is decomposed into its constituent parts, which appear one 
at either point where the current enters and leaves the liquid. 

This property of an electric current is made use of in primary and 
secondary cells, electro-plating, electro-typing, and refining of metals, etc. 

The Physiological Effect, which is produced when an electric 
current flows through any part of the human or animal frame. The 
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result may be either a temporary or permanent paralysis of the nerves 
and muscles, depending on the strength of the current passing. This 
property is made use of in several branches of medical science for 
curing different ailments, and is becoming more and more popular 
every year for such purposes. 

The Physical Effects, — These comprise such phenomena as electric 
osmose, distillation, and electro-capillary action, about which compara- 
tively little is known. 

Applieation of the Effects. — ^It will now be seen that the only 
possible way of utilising the agent which we are pleased to call 
*' electricity ' is by means of the effects which it produces, and it is on 
these alone that the very existence of the electrical engineering industry 
depends. It will, moreover, be equally obvious that we are entirely 
dependent on these effects for the ways and means of all measurements 
connected with electricity, and of other conditions or qualities pertain- 
ing to electrical circuits. 

Before considering more in detail the practical applications of the 
foregoing effects to the heavier appliances, it will be necessary to see 
how they can be applied in the case of systems of measurement. 

We here come to a real source of difficulty, and one that has been 
keenly felt in the past, namely, which of the five effects mentioned 
above can best be employed for measuring a current. A little reflection 
will make it clear that, whichever effect is chosen, it ought to be one 
that is directly proportional to the current producing it^ irrespective of 
the size, shape, and make of the particular appliance chosen to exhibit 
the effect 

To commence with, only the magnetic^ Jieatingy and chemical effects 
have to be considered at all. 

In the case of the magnetic effect experiment sliows that this 
effect is not directly proportional to the current in every instance, and, 
further, that the size, shape, and make of precisely the same type of 
measuring appliances cause any two to indicate to a different degree. 

In the case of the heating effect the difficulty is similar, but to 
even a worse extent, and is further augmented by the fact that the 
amount of heat produced by a current can only be measured indirectly 
by rise of temperature, to which it is not directly proportional owing 
to loss of heat by radiation, convection, and conduction. 

With the chemical effect, however, the case is different, and we 
will therefore consider it more in detail. It has already been stated 
that when a unidirectional current passes through a liquid, this latter 
is split up into its constituent parts. This, however, does not happen 
in the case of all liquid substances, for some scarcely conduct at all. 
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while others conduct but are not acted on by the passage of the current 
through them. Liquid substances such as water, solutions of metallic 
salts, dilute acids, etc., which are decomposed by the passage of a 
current through them, are termed eUctrolysable substances or electrolytes, 
and the action thus taking place electrolysis. 

The vessel in which this action goes on is called an electrolytic cell, 
or very often a voltameter, and the ends of the metallic circuit, usually 
in the form of plates, whether fiat or cylindrical, are termed the 
electrodes of the cell. 

Further, the electrode at which the current enters is called the 
anodty and that by which it leaves is called the cathode. 

Now the above terms are applied to all kinds of voltameters, as, for 
instance, — copper voltameters, consisting of two copper plates or electrodes 
dipping into an electrolyte or solution of copper sulphate ; or silver 
voltameiei*Sy consisting of two silver electrodes separated by a solution of 
silver nitrate ; or mixed gas voltameters, consisting usually of platinum 
plates dipping into acidulated water, etc. 

Eleetro-Chemleal Action in Voltameters. — The voltameter as an 
electrical appliance, together with the action that takes place in it, is 
80 important, that we must consider one or two of the most important 
kinds. These are the copper and silver forms. 

In the copper voltameter, comprising two copper electrodes im- 
mersed in a solution of copper sulphate, otherwise known as blue vitriol 
and having the chemical symbol CuSO^, the copper (Cu) of the anode 
dissolves in the solution at precisely the same .rate as that in the 
solution is deposited on the cathode on passing a current through it. 
If, however, the electrodes are made of platinum (which cannot dis- 
solve) instead of copper, the current deposits the copper (Cu) of the 
solution in the form of a film on the surface of the cathode, liberates 
oxygen gas (O) from the anode, and forms sulphuric acid (H^SO^) in the 
solution. In chemical language, the changes which occur are as 

follows : — 

CUSO4 + HjO = Cn + HaSOj + 

— copper sidphate and water become copper and sulphwic and and oxygen. 
Thus the solution loses metallic copper and acquires sulphuric acid. Now 
if several voltameters of the same type (e.g, copper) but of different sizes, 
the respective plates being at different distances apart and of a variety 
of sizes, be connected up in different parts of a circuit through which 
a current is sent, it will be found that precisely the same amount of 
copper is deposited on the cathode of each cell in the same time. If 
they had been silver voltameters, then the same quantity of silver 
would be deposited, and so on. Further, this would be exactly the 
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case if the voltameters were connected end on to one another instead 
of at different points. We therefore conclude that both current and the 
armunt of cliemical action 'produced by it is the same at all parts of a circuit 
at any one instant. 

Moreover it can be shown that — the amount of chemical decomposi- 
tion taking place in any kind of voltameter due to any current strength is 
directly proportional to the strength of this current, i,e. ten times the 
strength of current will produce just ten times the amount of decom- 
position in the same time. This is known as Faraday's Law of 
electrolysis. From the foregoing considerations it is evident that a 
current of electricity can best be specified or defined by its chemical 
effect, for we have seen that within wide limits the particular con- 
struction of the same type of voltameter has no effect on the amount 
of decomposition. This was not so with the magnetic and heating 
effects, since in the case of these every detail of construction must be 
carefully specified in order to specify the strength of a current. 

Practical Unit of Current. — We are now in a position to under- 
stand the full meaning of any definition of a unit of current which 
may be based on the chemical effects of a current. It will be evident 
that a unit of this kind is a necessity for the purpose of enabling the 
electric current to be dealt with at all, and in addition to enable any 
particular strength of current to be spoken of or compared with any 
other. Just as in the case of a system of reservoirs supplying water 
to a town a practical unit must be adopted, such as the gallon, to 
enable the volume of water to be spoken of or to enable it to be said 
that the supply through one pipe is so many times larger than that 
through another. 

Now it is imperative for the unit, in terms of which electric current 
is dealt with, to be recognised by all the electricians and scientists of 
the world, so that any appliance made in a particular country may be 
available for use in any other country, and, further, that the research 
by different experimenters both at home and abroad may be of 
universal application. 

The practical unit of electric current adopted by scientists and 
electricians throughout the world is that current which deposits 0*001 11 80 
gramme <?r 0*017253 grain of silver per second on one of the plates of a 
silver voltameter containing a neutral solution, about 15 y by weight of which 
consists of crystals of pure silver nitrate dissolved in water. 

This unit is termed an ampere, and though universally recognised 
it has not been legally defined by Government in the same way that 
many other units, such as those of length, mass, etc., have been. 

The ampere, however, is inconveniently large for some purposes ; 
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for example, reckoning the currents employed in telegraphy, which 
often do not exceed 0*003 of its value ; while for other purposes it is 
small, as with the heavy currents used in electric lighting, traction, 
welding, etc., which amount to thousands of amperes. Consequently 
it has been found convenient to nominate sub-multiples and multiples 
of the ampere, which are called — 

A miUi-ampei'e, meaning yrArvth part of an ampere. 
A kilo-ampere, „ 1000 amperes. 

Praetical Unit of Electrical Quantity. — ^When a current of elec- 
tricity flows through a conductor or circuit for a certain time, a certain 
quantity of electricity will have passed through it, in much the same 
way that when water flows through a pipe for a given time a certain 
quantity will have passed through the pipe ; being mindful, however, 
that in drawing this analogy we are dealing with a material substance 
in motion, whereas with a current of electricity we are not sure what 
we are dealing with. 

The unit of electric quantity is defined as the quantity of elediiciiy 
which flows in one second past any point of a circuit that is camjing one 
ampere, and is called a coulomb, 

A coulomb is therefore an ampere per second, or, as it is more 
briefly stated, an ampere-second. Expressing this in symbols, we 
have 

where Q is the quantity of electricity in oovlomhs, 

A is the current strength in amperes, 
and t is the time in seconds during which A has been flowing. 

Thus, if 20 amperes flow for 5 minutes in a circuit, the quantity 
of electricity which has passed is 

Q = A< = 20 X (5 X 60) = 6000 coulombs. 

Similarly, 

1 ampere-hour= 1 x (60 x 60) = 3600 coulombs. 

Now this relation can equally well be written in the form 

A--=Q//, 

and hence we see that when a quantity of electricity flows through a 
conductor at the rate of 1 coulomb per second, the current strength 
is 1 ampere. 

Thus 3600 coulombs per hour = -^ = ---— = 1 am pere, 

Qj. 5 ,, ,, second = 5 amperes, 

and so on. 
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In practice, the flow of a current and quantity of electricity may 
be either constant or momentary (transient, as it is often termed). In 
the former case the total quantity is easily obtained as above, since 
the current has one definite constant value for a definite period. 

In the latter case the current commences at a small value, rises 
quickly to its maximum value, and then dies out, all in a very short 
time. 

If in this case we divided the short interval of time taken for the 
whole discharge or charge into a large number of much smaller 
intervals, the total quantity of electricity in the transient current 
thus flowing would equal the sum of all the products of these tiny 
intervals and the current strength at each ; or, in the language of the 
integral calculus, we have in such a case 



Q=jA.dt, 



where dt is one of these tiny intervals of time. There are instru- 
ments for effecting such measurements as these, called ballistic 
galvanometers, which will be considered later on. 

In the case of a steady flow, especially if the current is at all large, 
the quantity, if reckoned in coulombs, would give inconveniently large 
figures to deal with. In such cases the ampere-hour is taken as the 
unit, and we have just seen that this is equivalent to 3600 coulombs. 

With transient flows, where the quantity is usually small, a sub- 
multiple of the coulomb, namely, the micro -coulomb, is used, the 
relation of the two to one another being as follows : — 

1 micro-coulomb = fQTvXAQQ = 1 0~' coulomb. 

Electro-Chemical Equivalent — This is a number expressing the 
weight of any element, in grammes, separated or deposited in an 
electrolytic cell by the passage of 1 ampere for 1 second. For 
instance, it was pointed out on page 38 that, by extremely careful 
experiment, it has been found that 00011180 gramme of silver is 
deposited by one coulomb. Hence this number 0*0011180 is called 
the electro-chemical equivalent of silver. 

Similarly, 000010380 is the electro -chemical equivalent of 
hydrogen, because one coulomb of electricity in passing through a 
water voltameter liberates or separates 0*000010380 gramme of 
hydrogen. 

Now there is a simple connection between this value for hydrogen 
and that for silver or any other element which depends on what is 
called the ' chemical equivalent ' of such elements. 
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It is well known that hydrogen is the lightest substance in exist- 
ence, and the weight of an atom of hydrogen is taken as the unit in 
which to represent the weight of those of all other substances. 

Thus the atomic weight of hydrogen is denoted by 1, while that of 
silver is 107*7, meaning that an atom of silver is 107*7 times heavier 
than one of hydrogen. 

Further, in chemical dissociations and combinations one atom of 
other substances is, in some cases, worth 2, 3, and 4 atoms of 
hydrogen. Thus, while 1 atom of silver is capable of replacing 
1 of hydrogen, 1 atom of gold replaces and is worth 3 atoms of 
hydrogen. 

These numbers— 1 in the case of silver and 3 in the case of gold 
— are the 'valencies' of those elements; or, in other words, the 
' replacing capability ' of an atom of any substance in terms of atoms 
of hydrogen is called its * valency y' whence the chemiccd equivalent (Cb) of 
any substance = atomic weight {w) ■¥ valency (v), or in symbols — 

If, now, Zh stands for the electro-chemical equivalent of hydrogen, 
and Z for that of any other substance. 

Then Z=C-Z„ =- . z„ = oooooi038 . -• 

As an example, find the electro-chemical equivalent of zinc. 
Here the atomic weight of zinc = 64*88, 
and the valency „ =2 

Z = 00001038 X - = 00001038 X ^i^- = 0003867. 

or 0*0003367 gramme of zinc is deposited by 1 coulomb. Since 

1 ampere-hour is equivalent to 1 x 60 x 60 = 3600 coulombs where 

1 hour is equivalent to 3600 seconds, the weight of any substance 

deposited by 1 ampere in 1 hour = 3600 x Z grammes. So that if A 

amperes flow through an electrolyte for t seconds, the weight of 

element liberated 

W = A . Z . t grammes. 

This is a most important relation, for it forms a means of measuring 
a current in amperes when the weight of deposit and the time are 
known. 

rri. w 

i nUS A = y—. amperes, 

where W k in grammes and t in seconds. 
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A few examples will familiarise the student with these two 
relations. 

Example 1. — What weight of zinc will be deposited in a zinc 
voltameter by a current of 10 amperes flowing for 2 J hours ] 

Taking the electro-chemical equivalent of zinc to be 0*0003367, 
we have the weight deposited — 

W= A . Z . <= 10 X 00008367 x (2J x 60 x 60) 
= 10 X 0-0003367 x 90000 = 303 -03 grammes, 

or about ?J|f* ^? = o -66 of a lb. (avoir. ). 

Example 2. — Find the current that would deposit 336*7 grammes 
of zinc on one of the plates of a zinc voltameter in 5 hours. 
Here we have the current A given by the relation 



A-^ 



substituting 



A- ^3®*' ^1000000 .....,^^,^ 
^-6^003367 >r(5 >r60^66)= ISOOO" =^^ ^^ '''^^'''' 

Example 3. — In what time will 111*8 grammes of silver be 
deposited in a silver voltameter by a current of 100 amperes? 

Taking the electro-chemical equivalent of silver (Table III.) as 
0*0011180, we have the time taken — 

'=ri=-ooilll"x-ioo='^^^^^^"°^^' 

or 16*66 minutes. 

The following table gives the atomic weight, valency, chemical 
and electro-chemical equivalents of several elements commonly met 
with in practice, together with the weight in grammes deposited per 
hour by 1 ampere, and the best current density to employ on the 
electrodes immersed in the electrolytic bath. 

In connection with this it should be remembered that irregular 
and imperfect deposits are produced by either too weak or too strong 
a current, and in the latter case some of the deposit does not adhere 
to the cathode at all. 
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TABLE III 



Element. 


H 


Cliemical 
Valency. 


Atomic 
Weight. 


Chemical 
Equivalent. 


Electro-Chemi- 
cal Equivalent 
or Grammes de- 
posited per 
Coulomb. 


Approximate 
Grammes de- 
posited in one 
Hour by one 
Ampere. 


Approximate 

advisable 

Current Density 

in Sq. Cms. of 

Cathode Surface 

Ijer Ampere. 


Hydrogen . 
Siiyer 


1 


1 


1 


0-e0001038 


0-037368 




If 


1 


107-7 


107-7 


0-0011180 


4-0250 


500 to 200 


Aluminium 


3 


27 


9 


0-00009317 


0-3855 




Copper (cupric) . 


Cu 


2 


68-18 


31-59 


0-0003279 


1-1832 


1 100 to 50 


„ (cuprous) 


Cu 


1 


63-18 


63-18 


0-0006558 


2-3665 


Gold . 


Au 


3 


197 


65-66 


0-0006781 


2-4411 


about 1000 


Iron (ferric) 


Fe 


3 


55-88 


18-627 


0-0001934 


0-6957 


jsoo 


,, (ferrous) . 


Fe 


2 


55-88 


27-94 


0-0002900 


1-0436 


Lead . 


Pb 


2 


206-4 


103-2 


0-001071 


3-8570 




Nickel 


Ni 


2 


58 


29 


0-0003054 


1-0993 


500 to 66 


Zinc 


Zn 


2 


64-88 


32-44 


0-0003367 


1-2113 


330 to 160 


Platinum . 


Pt 


4 and 2 


195 


48 -7 and 97 -5 


0-0004586 


1 6508 




Tin (stannic) 


Sn 


4 


118 


29-5 


0-0003054 


1-0994 


• 


,, (stannous) . 


Sn 


2 


118 


59 


0-0006108 


2-1988 




Oxygen 
Chlorine . 





2 


15-96 


7-98 


0-0000828 


0-29808 




CI 


1 


35-37 


35-37 


0-000367 


1-3212 





It will be noticed that of all the substances mentioned in the 
preceding table, silver takes the lead in the rapidity with which it is 
separated, whilst of the remaining metals aluminium is the slowest. 

On page 37 it was mentioned that exactly the same weight of 
element, for example zinc, is deposited in each of a series of zinc 
voltameters connected up in different parts of the same circuit irrespec- 
tive of size and shape. If, however, the electrolytic cells were 
different, as, for instance, consisting of copper, zinc, silver, and platinum 
electrodes dipping into solutions of copper sulphate, zinc sulphate, 
silver nitrate, and acidulated water respectively, then, independent of 
whether the cells were of the same or diflferent sizes, the weights of 
copper, zinc, silver, and hydrogen separated will not be equal, but will 
be in chemically equivalent quantities. 

Electrical Resistance — The Practical Unit. — We have already 
had occasion to refer to the obstruction or * resistance ' which certain 
substances offer to the passage of electricity along or through them. 

This resistance varies with the nature of the substance, being 
extremely high for some and very little for others ; but whatever the 
substance and its resistance may be, the ciu-rent that it will carry 
depends on the magnitude of the pressure. In fact, the limit to the 
current which any conductor can carry is the point at which the 
conductor is fused in two, and this in turn depends on the available 
pressure. We have a striking analogy to this in the case of a water- 
pipe supplied by a cistern, in so far that the flow depends on the 



44 ELECTRICAL ENGINEERING chap. 

magnitude of the pressure or * head ' of water as it is termed, i,e. on 
the height of the surface of the water in the cistern above the outlet 
of the pipe below it. The flow will be much more rapid as the 
pressure or head of water is increased, and the limit to the amount of 
flow will take place when the pressure becomes so great as to burst 
the pipe. 

It will be evident, therefore, that resistance cannot be measured 
by considerations of current strength alone, and we shall see presently 
that the pressure must be taken into account as well. 

For the present, however, we must be content with considering 
the unit in terms of which resistances are measured or compared ; for, 
like almost everything else, some convenient unit must be adopted. 
It is, moreover, essential that it should be of such a nature as to be 
easily and accurately reproduced. In the past there have been several 
units of resistance in this country and on the Continent, which fact 
has led to a good deal of confusion, since electrical apparatus made in 
one country is often used in another. For the first time, in 1863, a 
unit of resistance was evaluated and defined, after a vast amount of 
research, by a Committee of the British Association in London, in 
terms of a vdocUy as obtained with a coil of known dimensions 
rotating in a known magnetic field at known speed. This was called 
a * B,A,' vmt of resistance and its value given as 1,000,000,000 cms. 
per second. 

Some fifteen years later doubts arose as to whether this determina- 
tion was correct, and it was realised that such a standard was incon- 
venient for reproduction. Further, that instead of employing lengths 
of German silver wire as practical standards, carefully standardised 
by comparison with this rotating coil, the idea originally suggested by 
Siemens should be adopted, namely, that of defining the unit as the 
resistance of a certain length of pure mercury of given cross section at 
a certain temperature. 

It was therefore decided in 1881 that the whole determination 
should be repeated, which was done extremely carefully, and in 1884 
the International Electrical Congress at Paris decided that the standard 
legal unit of resistance should be that of a column of pure mercury 
which should have the same resistance as the carefully redetermined 
value of the B.A. unit This column they decided should be 106 cms. 
long, 1 sq. mm. in area at 0° C. ; the decimal of a cm. which should be 
added to the 106 to make the length accurate being omitted pending 
further research. This unit is called the Paris legal ohm. Finally, 
it was decided (in 1892), after extremely careful and painstaking 
research with more carefully constructed and elaborate apparatus and 
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methods, of vhich that due to Lorem^ stands in the first rank, that 
the legal unit of resistance is (hat offered to a direct cwrrent between the 
extreme ends of a column of pure mercury 106*3 centimetres long, 1 square 
millimetre in cross sectional area throughouty weighing 14*4521 grammes, at 
a temperature of melting ice, or 0"^ C. This is the legal unit of resistance, 
of international adoption at the present day, and is variously termed 
an * ohm,' * legal ohm,* * standard ohm,' or * Board of Trade true ohm ' (often 
abbreviated to B.O.T. ohm). It may be mentioned that the msa/n 
of the results obtained for the length of column, 1 sq. mm. in section 
at 0"" C, by several eminent experimenters is actually 106*243 cms. ; 
but the value stated previously, namely, 106*3, is defined by 'Order 
in Council,' and has been agreed to by the Governments of Great 
Britain, France, Germany, and the United States. 

Moreover, there is every reason to suppose that it is an extremely 
close approximation to a velocity of 10*^ or 1,000,000,000 cms. per 
second, and it is highly improbable that any other value will be 
assigned to it. The small Greek letter (u is often used as an abbrevia- 
tion or symbol for the word ohm. Thus 100 oi means 100 ohms. 
Since even at the present day we are constantly coming across and 
using earlier resistances which were naturally standardised in terms 
of the B.A. unit^ while all those made now are in terms of the B.O.T. 
true ohm, it is important to note the relation, in order that one can 
easily be converted into the other. This is as follows : — 

1 B.A. unit or ohm = 0*9866 B.O.T. or true ohm (the international unit). 
1 B.O.T. or true ohm = 1-01358 B.A. unit or ohm. 
1 Paris legal ohm = 1 '01071 B.A. ohm. 

In some cases the ohm is found to be an inconveniently small unit 
of resistance, in others far too large. To meet this objection the pre- 
fixes micro- and meg- are often used with it to denote a millionth part 
and a million. 

' This method consists in causing a metal disc about 12" in diameter and -jV 
thick, instead of a closed coil, to rotate at a uniform speed in a magnetic field pro- 
duced by a coil of insulate wire surrounding it and concentric with it. This coil of 
100 or 200 turns may have an axial width of some 6", with an internal diameter 
a little greater than the external diameter of the disc. It is connected in series with a 
fairly constant battery and any convenient resistance to be measured. Thus the disc 
cuts the field due to the coil, and the speed is a4justed so that the E.M.F. induced in 
the disc between centre and periphery just balances the fall of potential between the 
extremities of the resistance, as indicated by a delicate galvanometer connected up in 
the potential wires connecting disc and resistance. Then it can easily be shown that 
the Resistance is = a constant x speed in revolutions per second, or = a length in 
centimetres -r a time, t.e. a velocity in centimetres per second. The constant is the 
so-called coefficient of mutual induction between coil and disc, which is calculated 
from the dimensions of the apparatus with the utmost care. {Phil, Mag. Jan. 1889, 
and Proc, Phys. Soc, Nov. 1888.) 
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Thus 1 microhm =YTnri(nrirtli of an ohm, 

1 megohm = 1 , 000, 000 ohms. 

The former is used in conjunction with good conductors, the latter in 
the case of insulating substances. 

Electrical Conductance — Practical Unit. — The electrical con- 
ductance of a conductor or circuit is the quality in virtue of which 
it affords facilities to the passage of an electric current. 

Obviously, then, conductance is exactly the opposite, or the reciprocal 
of resistance, and it is measured in terms of a unit called the * MHO J 
Thus 1 mho = 1 ohm, 

and 1 mhos = T»ff ohm, 

or 0*1 mho =10 ohms. 

This unit of conductance, however, is not very often used. 

Electrical Pressure. — In chapter ii. p. 26 we have indicated 
what is meant by electric potential and also potential difference, draw- 
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ing an analogy to aid the explanation. We may now somewhat 
amplify those remarks, and apply them more particularly to the case 
of current circuits. 

It was pointed out on page 38 that the current flowing in any 
circuit has the same strength at all points at the same instant. This, 
however, is not the case with the potential, which varies from any 
one point to the next, and is not the same at any two points of a 
circuit at the same instant. 

The analogy to a water-pipe is helpful in understanding what 
occurs, and a reference to Fig. 10 will make it clearer stilL Let W 
be a water-tank, from the bottom of which is led a pipe connecting 
with a horizontal pipe which is composed of four lengths Q, R, S, V 
of varying cross section or bore. At the junctions of the pipes of 



Ill FUNDAMENTAL PRINCIPLES 47 

different bores a glass stand-tube, open at its upper end, is fitted, as at 
K, L, M, N ; and by means of a tap T the end of QRSV can be 
opened or closed to regulate the flow of any liquid. An exit 
or waste-pipe E is fixed to the tank W so that the supply of water 
through the inlet-pipe I^ maintains a constant level of water in W 
up to 0. Some extremely interesting and instructive effects can 
now be obtained, which are strikingly analogous to some met with in 
an electric circuit, and these we will consider in some little detail. 

In accordance with a well-known principle in hydrostatics, when 
T is shut the water will rise in each stand -tube until the top of each 
column lies in one and the same horizontal straight line ON with 
the surface of water in the tank. But since each tube is open at the 
top, the height of any column at any time and under any condition 
of flow will represent the pressure of water in the main QV at the 
particular point where that stand-tube joins it Hence with T shut 
the pressure at all points in QV is uniform, and so long as the level 
of water in W is kept at O this pressure will also be constant. Its magni- 
tude is represented by the vertical height NP called the ^head' of 
water, so that the difference of level at N and P is the difference 
of pressure between the extreme ends of VQ, very approximately. 

Now let T be turned fully open, then the tops of the water 
columns will lie in some irregular line, such as OABCP, and the slope 
of the line will represent the fall of jnessure in that particular portion 
of VQ, Thus, for instance, the slope of OA is much greater than 
that of AB, indicating that the loss or fall of pressure in Q is much 
greater than that in R In other words, fm- a given flow the fall or loss 
of pressure is proportional to tJie cross section of the pipe. It will also be 
obvious that tlie total fall of pressure oi- head is equal to the sum of the 
several individual falls, and of course it is this which causes the flow 
to take place against the opposition offered by the friction of the pipe. 

If the portion Q, say, be of uniform bore, the pressure difference 
between its ends, namely, AK, is directly proportional to the frictional 
resistance of that length Q, i.e, to the length. Moreover, the stream 
or quantity of water (in gallons per minute, say) is exactly the same 
at all points in VQ, though the velocity of the stream in S and Q will 
be greater than in the large sections V and K. 

If, now, instead of the pipe VQ being of varying cross section it 
was quite uniform throughout, everything else being the same, then 
when T was fully open the tops of the columns of water would all lie 
in the straight line ODEFP, indicating that the fall of pressure is 
directly proportional to the length of a pipe of uniform bore. Lastly, if 
VQ were still imiform and T partly shunt, the slope of the line OP 
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Fio. 11 —Fall of Presflure in an Electric Circuit. 



would alter to OGHIJ and finally become zero, i,e, take the position 
ON on T being completely closed. 

The foregoing effects are extremely analogous to those obtained 
with a current of elecricity in a circuit, as will be observed by a 
reference to Fig. 11, 

Let W be some convenient source of electricity capable of sending 
N M L K O ^ constant current through 

the circuit PH, which is of 
non-uniform cross section as 
shown and corresponds to the 
pipe VQ (Fig. 10). 

A switch (as it is called) 
T enables the current to be 
cut off or otherwise, and cor- 
responds to the tap T (Fig. 
10). Now the point H will 
be at a certain pressure or 
potential (as it is now called) 
represented by HO say, which is equal to PN. 

If T is turned off and no current flows, then it can be shown that 
all points in PH are at the same potential OH, as indicated by the 
line ON being horizontal ; and if T is turned on and a current flows, 
then OH is the same as before, but the potential at P has fallen to 
zero. Consequently the difference of potential between P and H is 
equal to OH, and this causes the flow to take place. We also notice 
that the potential falls here, as in the case of the water, as we proceed 
in the direction of flow, and that it is represented by the irregular line 
OABCP ; the greater slope of OA than AB showing that the loss or 
fall of potential along Q is greater than along R, which has the greater 
section. 

Therefore the smaller the cross section the greater the fall of 
potential for the same flow or current. 

Since the slopes of different parts of the line OABCP are propor- 
tional to the section of the various parts of YQ, the total fall between 
P and H is equal to the sum of the falls in V, S, R, and Q. 

If PH were quite uniform in section, then the fall of potential will 
be given by the straight line ODEFP, showing that far a constant current 
tihe fall or loss of potential is directly proportional to the length for uniform 
cross section. 

This loss or fall of potential between two points is therefore the 
same thing as the potential difference between or across them, and 
which is usually denoted by the letters PD. We have already seen 
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that when T is open no current flows, and the potential is uniform at 
all points in PH. Hence an electric current will always flow along a 
conducting x>&th between any two points which are at different 
potentials. 

Throughout this work we shall denote the extreme difference of 
potential or pressure of any circuit by the term electro-moiive farce 
(abbreviated commonly to E.M.F,\ and that between any other two 
points, which of course must be lower, by potential difference {P,D,). 
For instance, the magnitude of the potential at the + ^ end of the 
source W above zero is the E,M,F, of this source or of the circuit 
(Fig. 1 1 ), but the potential of tiie +^ above, t/is -^ end of W is the 
P.D. of the circuit. 

Though the foregoing analogy is an extremely useful and instnic- 
tive one for explaining the complex phenomena of electric potential, 
there is one discrepancy that should not be lost sight of, which goes to 
show that the analogy must not be pressed too far. It is, that a bend 
in a water-pipe causes a serious increase in the fall of hydraulic 
pressure, whereas no such increase or efl*ect is produced with the fall 
of electric potential by a bend, however sharp, in an electrical circuit 
conveying a steady continuous current. 

Having now put before the reader explanations which should 
enable him to form a clear conception of the extremely important 
phenomena of electric potential, it only remains for us to deflne the 
unit in terms of which it is usually measured. 

The practical unit of potential difference is called a ' volt/ and may 
be defined as that difference of potential which must be maintained at the 
ends of a circuit of 1 ohm resistance in order (hat a current of 1 ampere may 
pass through the circuit. 

We shall see presently how the practical units of current, quantity, 
resistance, and pressure are related numerically in another system of 
units yet to be dealt with. Certain practical units, however, derived 
from those of current, resistance, and pressure, must now be considered ; 
but before this can be done it will be desirable to define some common- 
place terms employed in physical science, and which are closely related 
to such derived units. 

Matter — Mass — Density. — By matter is to be understood anything 
that produces resistance ; and in each of its three possible forms or 
conditions — viz. solid, liquid, and gaseous — ^it ofl*ers resistance to the 
motion of anything else. 

Mass is the term applied to the amount of matter contained in any 
body, and commercially it is always measured by weight. In this 
country the commercial unit of mass is the pound (lb.) avoii-dupois ; and 

£ 
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when speaking of a pound of anything we infer by the word ^ pound ' 
a definite quantity of matter, and that any body having this weight 
will have the same mass. 

The mass of a body does not depend altogether on its size, but 
also on the denseness with which its molecules are packed, i.e. on what 
is termed its density. For instance, there is more matter in a cubic inch 
of iron than in one of cork, though both have the same size precisely. 
This is due to the density of iron being many times greater than that 
of cork. Weight being a measure of mass, it would seem that they 
are practically the same thing. This, for reasons to be stated presently, 
is not, however, the case. 

Force. — This is an attribute of matter, apart from which it cannot 
be said to exist, in just the same way that an electric current has no 
existence apart from the conducting path through which it is flowing. 
From this it will be evident that force, like electricity, can only be 
measured and dealt with by its effects, and these comprise all the 
various phenomena which matter exhibits. The most general of these 
being motion, and as all matter is imbued with a tendency to motion, 
we shall understand by the term forc^ — anything thai produces or tends to 
produce motion, or change of motion, in matter. Thus when anything 
commences to move or stops, or while in motion alters either its 
direction of motion or speed, a force is said to be acting on it. 

Now there are many different kinds of force, such as gravitation, 
Jieaty electricity, cohesion, musadar, cliemical, mechanical, magnetxHiwtive, and 
electro-motive forces, and others. Of these the fai'ce of g)'avitation is the 
most important, being, as it is, ever present in all matter, and in virtue 
of it all matter tends to fall towards, or, more strictly speaking, is 
attracted towards, the centre of the earth. The effect of heat is well 
known in causing forces to act, such as in producing wind, which in 
turn acts with a certain force. 

Electro-motive force we have seen (p. 49) is the force producing 
or tending to produce a current of electricity. Similarly, magneto- 
motive force (p. 133) is the force tending to produce magnetism by 
creating lines of magnetic force. Chemical force may be instanced by 
the firing of a gun, the charge of powder undergoing chemical change 
resulting in the exhibition of great force. The force exerted by an 
engine in drawing a truck, by reason of the force of expansion of the 
steam on the piston, is an instance of mechanical force ; and lastly, 
the action of the humau or animal frame in moving itself or actuating 
other matter is an example of muscular force. 

A little consideration will show us that there is a close connection 
between many of the different kinds of forces ; for instance, the 
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mechanical force exerted by an engine results from the heat applied 
to the water in its boiler, while the chemical force present in the 
explosion of a charge of gas in the cylinder of a gas- or oil-engine 
produces mechanical force, and is itself the direct result of the effect 
of heat and chemical reaction. 

Returning for a moment to the force of gravitation, it has been 
mentioned that it is ever present in all matter. We may now add 
that it gives rise to the phenomenon known sls weight, and that it 
explains the tendency of all bodies, near the earth, to fall Force, 
therefore, being always present in the form of weighty weight 
becomes a convenient standpoint or gauge from which to reckon other 
forces ; for instance, any other force can be estimated by seeing what 
weight would produce the same effect in the same time. 

The unit of force adopted in this country may be defined as tliat 
fm'ce which acting for 1 secand will give to 1 pound of matter a velocity/ of 
1 foot per second. 

The magnitude of this unit of force is „ r^^ of a lb., i.e, approxi- 
mately -J- an ounce avoirdupois; for since 1 lb. of matter in falling 
freely for 1 second attains a velocity of 32 2 feet per second, the 
weight of 1 lb. is equivalent to 32*2 units of force, i.e. to 3 2 '2 poiindals. 

Weight and Mass. — We have already said that mass is the term 
used to denote the amount of matter in a body ; and by weight we 
understand a certain force of gravitation, which is found to vary 
inversely with the square of the distance from the earth's centre. 

This, then, is sufficient to show us that while a certain body 
always possesses the same mms, no matter where it is, the weight of it 
will vary with its position. Now the earth being somewhat of the 
shape of a slightly flattened orange, instead of truly spherical, the 
distance from its centre to the surface is greater at the Equator than 
at the Poles, since the Poles are situated at the flattened parts. 
Hence the force of gravity, and consequently the weight, of any given 
body is a little less at the Equator than at the Poles, though its mass 
is precisely the same at both places. 

This small difference, however, could only be detected by weighing 
on a delicate spring balance, for the weight of an ordinary oscillating 
balance would alter in the same proportion to the body weighed, and 
therefore no difference could be detected. 

Now, velocity being defined as so many feet per second, the rate 
of change of velocity, called acceleration, will be represented by so many 
feet per second per second. 

The acceleration of bodies falling freely under the action of gravity 
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is approximately 32*2 feet per sec. per sec, which consequently varies 
at different parts of the earth. This enables us to obtain a more con- 
crete idea of the difference between mass and weight. Thus, let W be 
the weight of a body of mass M, and g the acceleration due to gravity. 

Then W = M^. 

Hence the weight of a body will form a true measure of its mass only 
when the force of gravity is constant. 

To take one or two examples : — 

Example 1. — Find the mass of a body whose weight is 321*9 lbs. 
at a place where the acceleration due to gravity is 32*19 feet per sec. 
per sec. 

Taking the above relation W=M5f, 

W 321 *9 

we have the mass M=— = .,,. ,n=lo. 

<f 32*19 

Example 2. — If the mass of a body is 100 where the acceleration 
due to gravity = 981*2 cms. per sec. per sec, what is its weight 1 

Here W = M5'= 100x98 -12 = 98, 120 grammes. 

Momentum. — This is a term which applies only to matter in 
motion, and is usually employed to denote or express the quantity of 
motion in a moving body. 

If M be the mass of a body which is moving with a velocity r, 

then we have tliat its 

Momentum = Mv. 

The unit of momentum is therefore the quantity of motion in a 
unit of mass moving with unit velocity. Thus we see that if two 
bodies are moving with the same velocity, that which has the greater 
mass will have also the greater momentum. For instance, the 
momentum of a train heavily ladened and moving with a certain 
velocity is much greater than the same train empty, moving with the 
same velocity. 

Now, since the application of a force is necessary to change the 
momentum of a body, the more correct definition of a force would seem 
to be the momentum generated or destroyed in a given time. 

From this we see that a body possessing momentum has a certain 
amount of energy, in virtue of which it is capable of doing work. 

Let us consider an example as illustrating the application of the 
above relation. 

Example, — Compare the momentum of a weight of 100 lbs. moving 
with a velocity of 32*2 ft. per sec with that of a weight of 1000 lbs, 
moving with a velocity of 3*22 ft. per sec. 
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Now W=Mflf. 

• 9 

Whence the momentum of the first body 

100 
= Mr=g2:j X 32-2 = 100 units. 

That of the second body 

1^ 1000 „„^ 1000 ^^ .^ 
= Mr=g^ X 3-22= ^j^ = 100 units. 

Hence the momentums are exactly equal. 

Work. — fVhen a force ads on inatter in such a way as to change either 
iL^ position in space or Us nature^ work is said to be done. 

Since resistance always opposes motion of matter, it follows that a 
force producing motion does work against resistance, and in fact is 
necessi^ry to overcome that resistance. But force does not always 
produce motion in matter and therefore overcome resistance, hence it 
does not always do work. Thus an engine may exert a very con- 
siderable force without moving a train, in which case no work is done. 
Immediately the train is moved, work is done. 

In this country, the practical unit of icork is tlie work done when a 
body moves through 1 foot against a resistance of 1 pound (avoirdupois), 
and which is called a, foot-pound (ft.-lb.). 

Thus I ft.4b. of work is done when I lb. is lifted a distance of 
1 ft., or generally if a force of (/) lbs. acts through an effective dis- 
tance (d) ft ; or, which is the same thing, if a body moves through 
d ft. against a resistance R lbs., then 

the work done = /d ft -lbs. = Bd ft. -lbs., 

the effective distance being that in the direction of action of the force 
or resistance. 

To cite an example : — An engine draws a train weighing 100 tons 
up a gradient of 1 in 100 and 1000 ft long, what is the work done? 
Here the resisting force (friction assumed to be negligible) due to 
gravity acts vertically, therefore the effective distance through which 
the forces acts = ^ of 1 000 f t. = 1 ft. 

the work done = /d = 1 00 x 1 = 1 000 ft-tons 

= 2240 X 100 x 10 = 2,240,000 ft-lbs. 

Again, to take another familiar example : — The frictional resistance 
of tram-lines js usually taken at 40 lbs. per ton of tram-car fully 
loaded. If, therefore, a car weighing 10 tons travels 100 ft, 

the work doue = IW=10 x 40 x 100 = 40,000 ft-lbs. 
From what has already been said, it will be evident that the British 
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absolute unit of work is tlie woi'k done by a force of 1 poundal acting 
through a distance of 1 foot^ and which is termed a Foot-Poundal. 

Hence l foot-pound = g, foot-poundals, 

and 1 foot-poundal is the work done in raising, very approximately, 
half an ounce through 1 foot. 

Now there are several different kinds of work depending on the 
nature of the force (p. 50) acting, namely — mechanical, electrical, 
thermal, chemical, magnetic, physical, etc. These are related one to 
another by a connected system of units, which will be considered 
later on ; it should, however, be remembered that whatever may be 
the nature of the work done, its equivalent appears in the form of 
heat. 

Now we have considered in sufficient detail work done of a 
mechanical nature. Every one is familiar with the meaning of 
physical work resulting from the application of muscular force in 
overcoming resistance, and of the heating effect caused by it. 

Chemical work is done when, for instance, sulphunc acid (oil of 
vitriol), having the chemical symbol HgSO^, is poured into water. 
Here chemical dissociation, and afterwards combination, takes place, 
resulting in the production of great heat. 

Electrical work is always done whenever a current of electricity 
flows through a circuit, and the equivalent of such work makes its 
appearance in the form of heat in the circuit. Often this production 
of heat is so small, as in the case of the currents employed in tele- 
graphy, etc., that it is unmeasurable with the means so far devised, 
but it occurs notwithstanding. Now it can easily be shown, experi- 
mentally, using suitable apparatus and precautions, that not only is the 
heat produced in a conducting circuit, in a given time, proportional to the 
square of the cuirent strength, but also to the resistance of tliat circuit. Or, 
if C is the current in amperes and \i the resistance in ohms through 
which it flows, then the heat generated is proportional to C^R. 

What is wanted, however, is the actual amount of heat produced 
in a given time, and this can only be found when we know our unit of 
heat and the number of such units developed by unit current flowing 
for unit time through a circuit of unit resistance. 

Now the standard unit of heat universally adopted in scientific 
investigations is defined as the amount of heat required to raise 1 gramme 
(15-432 grains or 0*0022046 lb. avoirdupois) of water from 0"" C, to V C, 
and is variously termed a * cnloiie,' * tlieiin,^ or * French thermal 
unitJ 

Also by extremely careful experiment it has been found that 
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1 ampere flowing through 1 ohm for 1 second generates 0*2390 of 
such a heat unit 

Hence the actual amount of heat H in heat units or calories pro- 
duced by a current of C amperes flowing through K ohms for / seconds is 

H = ^SOOC^IU calories. 

This is commonly known as Joule* s Law, and the heating effect as the 

Joule effect 

To cite one or two examples of the application of the formula : 
Example 1. — What heat will be generated by a current of 10 

amperes flowing through a circuit of 5 ohms resistance for 20 seconds ? 

Since H=o-239CaR/, 

.*. the amount of heat produced is 

H = -239 X (10)2 X 5 X 20 = 2390 calories. 

ExLimple 2. — Find what current will produce 239 calories in 5 
minutes when the resistance is 10 ohms. 
Transposing the above relation we have 

C5 5_= 239 ^lOOO^^j.333 

" -iaw . )U -239. 10. (5 X 60) 3000 



.'. the current C= V"333 = 0*578 ampere. 

If we employ the lb. and minute instead of the gramme and second 
respectively in defining the unit of heat, Le, if we take as our unit of 
heat the heat required to raise 1 lb. (avoir.) of water from 0° to 1° C, 
then C amperes flowing through K ohms for t minutes give 

60 X 0*239 
H = -^^3.^g^C2IU=0-0316C2fU heat unite, 

where 1 lb. (avoir.) = 453*596 grammes and 1 minute = 60 seconds. 

But J. P. Joule, the founder of this law, and subsequently a 
number of other experimenters, have, by extremely careful and labo- 
rious research, shown that this last-named heat unit, i,e. the heat 
required to raise 1 lb. of water from 0° C. to 1° C, is equivalent to 
1400 ft. -lbs. of work. Hence the total work (W) in ft.- lbs. done by 
a current of C amperes flowing through R ohms for t minutes is 

W = 1 400 X -031 6C«IU =44 •24C«R^ ft. -lbs. 

As an example : — 

What work will a current of 10 amperes flowing through a circuit 
of 5 ohms resistance do in \ of an hour ? 

Since W=44-24C«R^, 
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we have the work done 

W = 44-24.(10)2.6.(ix60) 
= 4424. 100 = 442,400 ft. -lbs. 

* Power. — By power is meant ilie rate of doing wcrk^ which clearly 
refers to work done in connection with time, whereas work itself has 
no reference to time. It is therefore most important to clearly dis- 
tinguish between power, Le. rate of doing work, and the amount of 
icork done. 

An analogy will make this difference clearer. Thus, suppose a 
certain engine A is able to draw a particular train — the total weight 
of which, including engine, = W tons — a distance D feet in 10 
minutes, the resistance opposing motion being 15 lbs. per ton of train ; 
and that another engine B, of the same weight as A, can draw the 
same train over that same distance D against the same resistance per 
ton in 5 minutes. Then B is manifestly more powerful than A, be- 
cause it can do the journey in half the time. The actual total amount 
of work done is precisely the same in both cases, and = 15 WD 
ft -lbs. ; the power or raie of working (Le. work done per unit of time) 
is not, however, the same in the two cases, being 

for engine A ^total work done^l5W T> ^^,^^^y> ft, -lbs. per minute. 
* total time 10 *^ 

and for engine B = ^^^^^=3WD ft.-lb«. per minute, 

5 

which is clearly twice the former result, and this is expressed by saying 
that the power of B is twice that of A. 

We therefore see that the amount of vxyrk done is reckoned in 
ft,-lbs.f and powe7' or work per unit of time inft.-lbs, per minute. 

Now mechanical power is usually estimated in terms of a unit called 
a ' horse-potoer,* which in this and several other countries is taken to be 
a rate of working equal to 33,000 ft -lbs. per minute. This, however, is 
undoubtedly greater than the working capabilities of an average horse. 

Electrical power, or rate of working, is measured in terms of a unit 
called a watt, which is defined as the electrical power expended on a 
circuit when 1 ampere flows through it at a pressure of 1 volt, or, in 
a circuit of 1 ohm resistance when 1 ampere flows through it. 

If, therefore, the work done in an electrical circuit in t minutes is 

W=44-24C«IUft.-lb8., 

electrical power is being expended on the circuit at the rate of 44'24G^R 
ft.-lbs. per minute, whence the electrical horse-power 

E.H.r. Jyff^ =P:'R=0-00134CTl. 

33000 746 
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Further, since it can be shown (p. 65) that C^R = CV, both terms 
representing watts, where V^the pressure in volts at which the 
current C amperes flows, 

E.H.P. = ii^?^=i|^ = P = 000134CV; 
33000 33000 74(5 

and this is true, in all cases, of a steady current flowing through any 
circuit whatsoever, and without reference to w^hat the circuit con- 
sists of. 

From the above we therefore see that a watt is the electrical power 
developed in a circuit when 44*24 ft.-lbs. of work are done per minute, 
and that 1 RH.P. = 746 watts. 

Take two or three examples of the application of the above 
relations : — 

Example 1. — ^What horse-power will be absorbed in a circuit of 
74*6 ohms resistance, through which a current of 10 amperes is passing? 

Since E,H.P. = ^, 

we have H.P. absorbed in heat=?'^ = ^^.'i^t*=lO. 

Example 2. — If 746 amperes are flowing through a circuit at the 
terminals of which 100 volts is maintained, what is the H.P. absorbed 
in the circuit ] 

Here E.H.?. absorbed - ?^ = ^^j-^- = 100. 

746 746 

Example 3. — Find the potential difference at the terminals of a 
circuit in which 10 H.P. is absorbed, when a current of 37*3 amperes 
passes through it. 
Since H.P. = 5j^, 

/46 

yJiO X H.P.^748xl0^20O volfH. 
\j 3/3 

The unit of electiical tco7'k done in a circuit is termed a ^joule, 
which therefore = 1 watt per second. 

1 joule = ^\^^ ft. -lbs. = -7373 ft-lb. 

Energy. — Tli>e enei-gy of matter is its poiver of doing work, and energy 
must always be expended in order that work may be done. All 
matter is imbued with energy in one or other of two kinds, called — 
(1) Kinetic Enej-gi/ ; (2) Potential or Latent Eneigy. 

The former is possessed by all moving matter, and as an instance 
we may cite the wind (gaseous matter) which moves (blows) against 
the windmill and so does work in turning it for grinding corn and 
other purposes. 
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Now the kinetic energy of a mass M, whose weight is W, and 
which is moving with a velocity v, can be expressed in terms of this 
rate of motion. For let d be the distance travelled at a velocity r, 

then the acceleration a = ^., 

M 

and v^ = 2ad; 

W 

or \yd=iUrf^=yfork done. 

The term ^Mv^ is the kinetic energy of the mass M, and is the number 
of units of work stored up in that mass. 

Potential energy is the latent or stored -up energy of a body in 
virtue of its position while at rest. The tendency of an elevated body 
to find a lower level is a good example of potential energy; for so soon 
as the forces which keep it in position cease to act, its potential 
energy is immediately converted into kinetic energy and the body falls 
to a lower level. 

From the foregoing remarks it will be evident that energy and 
work can be measured in terms of the same kind of unit. 

Electrical energy is measured in terms of a unit called a * watt-hour^ 
which is equal to the power corresponding to 1 watt acting for 1 
hour. In other words, a watt-hour is the electrical energy expended 
in a circuit carrying 1 ampere at a pressure of 1 volt for 1 hour. 

This unit is too small for many purposes at the present day, so 
that for commercial purposes a much larger unit is adopted called a 
^kilowatt-hoar^ or ^ Board of Trade unit* (B.O.T. unit), and which 
= 1000 watt-hours. 

It is in terms of this B.O.T. unit that the electrical energy supplied 
to consumers is measured. 

Hence in any circuit carrying a steady continuous current, the 

maximum value of which occurs simultaneously with that of the 

pressure at any and every instant, the total electrical energy supplied 
= amperesxvoltexhou rs g^ ^ ^^^.^ 

Summarising the relations which exist between Energy, Power, 
Work, and Force, we have : — 

Energy = Power x Time. 
Power =Work -^Time. 
Work = Force overcome x Distance. 

At this point we may enunciate a most important fundamental 
law of physical science known as the law of the conservation of energy^ 
namely : — 
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L Enei'gy can never be lost or destroyed, 

2. Each form of enei'gy can he converted into any other fcrm^ from 
which it follows that the total amount of energy in the universe never 
alters in amount. 

The reader is strongly recommended to commit these propositions 
to memory, and by keeping them before him he will be able to 
understand more easily many phenomena met with in electrical 
engineering. 

Absolute System of Measurement — ^We have, up to the present, 
been considering a system of measurement based on definitions and 
units which have been chosen quite arbitrarily. This is known as 
the ^practical' system. There is, however, another system, closely 
related to the above, which has the great advantage of being based on 
three fundamental quantities or units only — Length, Mass, and Time. 
In this system, then, the fundamental unit of length is the centimetre 

(cm.) = 0*39370 of an inch, or ^J^th of the length of an earth quadrant. 

Unit of mass is the gramme (grm.) = 15*4323 grains, and is the 
mass of 1 cubic centimetre of pure water at its point of maximum 
density, namely, 4° C. 

Unit of time is the second (sec.) = ^itxft^^ ^^ * sidereal day. The 
system of units derived from these three fundamental standards of 
length, mass, and time is often termed an absolute system, because it is 
entirely based on these three arbitrary units, which are capable of 
being accurately reproduced at any time, and is in no way dependent 
on the value of gravity, on the form of any particular apparatus, or on 
any other arbitrary quantity. 

The system, which is universally recognised, is usually termed the 
Centimetre^Gramme-Second (abbreviated to C.G.S.) system of units, and 
possesses many advantages over the British Foot-Pound-Second {F,P,S.) 
system which we have already considered. For instance, the C.G.S. 
system is a decimal one ; and, further, the units of length and mass are 
directly related by reason of the fact that the weight of 1 cubic 
centimetre of pure water at 4"" C. = 1 gramme. 

We will now consider the units of this absolute C.G.S. system. 

Absolute C.G.S. System 

Fundamental arbitrary units — 

Length : the centimetre (cm.). 
Mass : the gramme (grm.). 
Time : the second (sec). 

Derived mechanical units — 

Area : the square centimetre (sq. cm. ). 
Volume : the cubic centimetre (c.c). 
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Velocity, — ^When a body moyes through unit distance in unit time, 
Le, at the rate of 1 cm. per sec, it is said to have unit velocity. 

Acceleration, — When a body acquires or loses unit velocity in unit 
time it has unit acceleration or retardation, respectively, i.e. a rate of 
1 cm. per sec. per sec. The acceleration due to gravity, which varies 
slightly with different latitudes, is 978*10 cms. per sec. per sec., or 
3 2 '091 ft. per sec. per sec. at the Equator; these numbers becoming 
respectively 98117 or 321 91 in London, and 98311 or 32-252 at the 
North Pole. 

Force. — Unit force is that force which, acting for a second on a 
mass of 1 gramme, gives to it a velocity of 1 cm. per sec. This imit is 
termed a dyne, and it is therefore the force with which a weight equal to 
g J^Y of a gramme (approximately) gravitates. It follows therefore that 
a weight of 1 gramme gravitates with a force of 981 dynes approxi- 
mately, or one grain with a force of ^ = 63*57 dynes. 

Energy and W&i'k. — These are measured in terms of the same unit, 
since the work which a body is able to do is a measure of its energy. 

The unit of work is that done by a force of 1 dyne acting through 
a distance of 1 cm. and is called an erg. From this definition and the 
above it follows that 981 ergs of work are done when 1 grm. rises 
or falls vertically through a distance of 1 cm. 

Systems of Eleetrleal Units. — ^From the foregoing C.G.S. system 
of fundamental units, two important systems of electrical units are 
derived. One, known as the electro-static system, originates from the 
relation given on p. 25, in connection with the force exerted between 
two quantities of electricity. The other is known as the electro- 
magnetic system, and originates from the relation given on page 15, 
in connection with the force exerted between two magnetic poles. 

This latter sj^stem, in which the strengths of currents, etc., are 
expressed in magnetic measure, is evolved from the system of 
magnetic units, which is itself derived from the fundamental units of 
length, mass, and time. A detailed discussion here of the two 
systems mentioned above is, however, outside the scope of this work, 
and for such the reader should refer to, for instance, Maclean's 
Physical Units. 

It is important to remember that the electro-magnetic system of 
C.G.S. units is the one which concerns us most in the present case, 
and we may therefore pause to say a few words about it. 

In this system the units are determined in the following order : — 
(1) unit pole, (2) current, (3) quantity, (4) potential difference or 
E.M.F., (5) resistance, (6) capacity. 
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The first-named or unit pole has already been defined on page 15, 
from the relation Fcc^- 

2. Unit Current. — ^The C.G.S. unit of current is obtained from 
the following considerations. Let the pole 7n^ in the above relation 
be acted on by a current (C) flowing through a circuit, a portion of 
which is bent into the arc of a circle of radius {d)^ and having m^ at 
the centre. 

Then the current C now acts electro-magnetically on m^, taking 
the place of Tn^; and the above relation still holds if we put C/ = m2, 
for the magnetic efl*ect of C will evidently depend on the length of 
arc if). Substituting, we have 

or C=^. 

Making F, d^ m^y and / each unity, we obtain our definition for unit 
current as follows : — 

A C.G.S. unit of current is that which exerts a force of 1 dyne on 
a unit magnetic pole placed at the centre of an arc of its circuit 1 cm. 
long and 1 cm. radius. 

3. Unit Qtiantity, — A C.G.S. unit of quantity is that which, in 
one second, is conveyed by this C.G.S. unit of current. 

4. Unit Potential Difference or EM.F, — We have already observed 
(p. 55) that when a current C flows through a circuit under an E.M.F. 
or potential difference V, a certain amount of work {w) is done per 
second ; or that 

Consequently a C.G.S. unit of P.D. or E.MF. is that which exists 
between any two points of a 'conductor conveying a unit current, 
when 1 erg of work is done per second. 

5. Unit Resistance, — A C.G.S. unit of resistance is that possessed 
by a conductor in which unit E.M.F. causes unit current to flow. 

6. Unit Gapadiy, — A C.G.S. unit of capacity of a condenser is 
that obtained when unit quantity in either coating produces unit P.D. 
between them. 

Now for practical purposes large multiples of the above absdute 
electro-magnetic C.G.S. units have to be taken in some cases, and in 
others small fractions. This is necessitated by the C.G.S. units of 
E.M.F. or P.D. and resistance being extremely small, as found by the 
above definitions, that of capacity being extremely large, while those 
of current and quantity are a little too large for practical purposes. 



62 



ELECTRICAL ENGINEERING 



CHAP. 



About 1863, therefore, a select committee of the British Associa- 
tion chose a practical system of units based on the absolute electro- 
magnetic system, so that the fundamental laws held equally for both. 
In this case, however, the fundamental units of length, mass, and 
time adopted were 10® cms. (an earth quadrant), 10"^^ gramme, and 
the second in the C.G.S. system. 

Tlie relation between practical and absolute C.G.S. units in the 
electro-magnetic system is as follows : — 

TABLE IV 





Name of Electrical Unit 
in Practical System. 


Bquivaleiit of Pimctical 

Unit in Electro-magnetic 

C.G.S. Unitn. 


Current 


Ampere 


io-> 


Quantity 


Coulomb 


io-> 


Potential 


Volt 


10« 


Resistance 


Ohm 


10* 


Capacity 


Farad 


10-* 


Power 


Watt 


107 


Work 


Joule 


10^ 


Induction 


Weber 


10» 


Self- Induction 


Secohm 


10» 


Mutual-Induction 


>» 


10» 



Note. — The numbers in the third column of the table are usually written in this 
form for convenience, but it may l)e remarked that the index in all cases represents 
the number of ciphers following 1. Thus 10"^='^ = 1 tenth. 

108 =100,000,000 = 1 hundred million. 

I0"'= nnFinriinnnr = 1 thousand-millionth. 

We shall now briefly indicate the relations that exist between 
the various units commonly met with in practice. 



Length 

1 millimetre = 0*001 metre = 0-03937 inch. 
1 centimetre = 10 millimetres = 0*01 ,, = 0-3937 

100 centimetres = 1000 „ = 1 „ = 39-37 

1 kilometre =1000 metres =39370 

1 inch = 2-54 centimetres. 

1 foot = 30-4797 „ 

1 circular mil = area of a circle of one mil ( = 0*001 inch) diameter. 



i> 



M 



>> 



1 milligramme = O'OOl gramme 

1 
1 kilogramme = 1000 grammes 

1 lb. (avoir. ) = 463 '596 grammes 



Mass 

015432 grain. 
15-432 grains = '0022046 lb. avoir. 
15,432 „ =2-204 

0*45359 kilogramme. 



II 
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Area and Volume 

1 square centimetre = 0*165 square inch. 
1 ,, inch = 6*451 ,, centimetres. 

1 cubic centimetres 0*061 cubic inch. 
1 ,, inch =16*387 ,, centimetres. 

1 litre = cube of 10 cm. edge = 1000 cubic cms. =61*027 cubic ins. = 1*760 pint. 

Force 

1 dyne = weigh t. of g^j.^? gramme in London. 

1 poundal = 13, 825 dynes. 

1 poundal = weight of ^^^ lb. (avoir.) in London. 

Work and Energy 
1 ft. -lb. = 1-366 X lO' erg8= 1*356 joule = 0*188 kilogrammetre. 

7-37xlO-« „ = 1 „ =10-8 ^^ =10-9 

0-7373 „ =107 „ = 1 „ = 0*102 

7*283 „ =98*1 xlO« „ = 9*81 „ = 1 „ 

1 foot-pound = (^ foot-poundals= 13,825 gramme-centimetres. 
1 foot-poundal = 421,390 ergs. 



i= 



Power 

= 33,000 ft. -lbs. per min. = 550 ft-lbs. per sec. 
1 H. P. - = 746 joules per sec. = 746 watts. }- = 1 E. H. P. 

. = 76 kilogrammetres per sec. = 746 x 10^ ergs per sec. 
1 French H.P. =75 kilogrammetres per sec. =542 ft-lbs. per sec. =736 watts = 

0-9863 English H.P. 

{ = 0*7373 ft.-lb. per sec. = 10' ergs per sec. 
= 1 joule per sec. = ji^ H. P. 

= 0*1029 kilogiammetre per sec. = 0*00134 H.P. 
1 commercial unit of electrical power =1 kilowatt =1000 watts. 



Energy 

1 Board of Trade unit ;of electrical energy = 1 kilowatt-hour =1000 watt-hours = 

1*34 H.P. -hours. 

Heat and Work 

1 calorie (French thermal Unit)=l gramme-degree Cent. =4*184 joules 

= 4*184 X 10' ergs = 3*086 ft. -lbs. 
= 0*00396 of a British thermal unit. 
1 (British thermal unit) = l lb. -degree Fah. =251*9 calories. 

= 1060 joules = 1060 x 10' ergs. 
= 777*7 ft-lbs. at Greenwich. 
1 joule = 0*239 calorie. 
= 1 watt per sec. 

QUESTIONS OX CHAPTER III 
[SuppUiMJU all Answers with Sketches when possible.] 

1. Enumerate the properties or effects produced by an electric current, and give 
familiar instances of the commercial application of each. 

2. Define the terms cathode, anode, electrolyte, electro-chemical equivalent 

3. Give the definition of the practical units of current, resistance, potential, and 
quantity, and also their equivalents in the C.G.S. system of units. 
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4. If 100 coulombs of electricity pass through a circuit in 1 minute, what is the 
current strength ? 

5. Find the current that will carry 3600 coulombs of electricity through a 
circuit in half an hour. 

6. Defiue an ampere, 10,000 volts, 1 megohm, a kilowatt, 40 Board of Trade 
units, and 100 horse-power. (Prelim. 1897.) 

7. What is meant by ' absolute ' units 1 

8. Write down the terms Work, Force, Power, Quantity as headings, and then 
arrange the names of the following units each under its proper heading: — watt, 
kilowatt, ampere-hour, horse-power, dyne, kilowatt-hour. (Prelim. 1902.) 

9. Define shortly electro-motive force, resistance, and current. (Prelim. 1902.) 

10. How many horse-power are required to dtive a dynamo lighting 1200 lamps, 
each taking 0*8 ampere at 200 volts (combined efficiency of dynamo and circuit 
90%)? (Prelim. 1902.) 

11. What weight of copper will be deposited in a copper voltameter by a current 
of 20 amperes flowing for 1 hour (s for copper =0*0003279)? 

12. Find the current that will deposit 5 grammes of silver in a silver voltameter 
in 20 minutes (s for 8ilver=0*0011180). 

18. What do you mean by electrical pressure and potential difference ? Give 
the unit in terms of which they are measured. 

14. In drawing a train weighing 200 tons an engine overcomes a tractive resist- 
ance of 15 lbs. per ton. If the train travels 10 miles, what work does the engine do ? 

15. In the last question, if the same train travels up an incline of 1 in 800 for a 
distance of 2 miles instead, what work is done, with the same resistance ? 

16. If 20 amperes flow through a circuit of 10 ohms resititance for 1 hour, find 
(1) the heat generated, (2) work done in the circuit, (8) power absorbed. 

17. What will be (1) the heat generated, (2) work done, in a circuit in which a 
current of 100 amperes causes 50 E.H.P. to be absorbed in 2 hours ? 

18. If a weight of 1 ton acquires a velocity of 2 miles an hour, what is its 
kinetic energy ? 

19. How are the 'practical' and 'absolute' systems of units related? Give 
instances in several cases. 

20. Define the exact relation of the watt to the coulomb. (Elec. -Metal 1. 
Ord. 1897.) 

21. What is Faraday's law regarding electro-deposition I How much caustic 
soda is produced per ampere-hour, and how much lead, silver, aud mercury (from 
mercurous nitrate) would be deposited per ampere-hour? One coulomb evolves, 
say, 0*104 milligramme of hydrogen, and the atomic weights of sodium, lead, silver, 
aud mercury are respectively 23, 207, 108, and 200. (Ord. 1899.) 

22. Define a kilowatt and a Board of Trade unit of energy. Explain clearly 
the difference between them, and describe in detail, with sketches, the instruments 
which are commercially employed in measuring these two quantities. (Prelim. 1900. ) 

23. What do you mean by ' absolute ' units ? (Ord. T. and T. 1900.) 

24. Write equivalents of the following quantities in the international units 
based on the centimetre, the gramme, and the second :— 1 inch, 1 square inch, 1 yard, 
1 cubic yard, 1 pound, 1 foot-pound, g^ 1 horse-power-hour, 1 gallon. 

25. If a man supports a weight of 10 lbs. for 17 minutes, does he do any work ? 
If so, how much ? (Prelim. 1895. ) 

26. Define a foot-pound, poundal, dyne, and kilogrammetre, and state how 
they are related. (Ord. 1895.) 

27. Define the terms watt, joule, coulomb. Board of Trade unit, as applied in 
electric measurement. Distinguish between work and power. Is a foot-pound a 
unit of work or power ? (Ord. 1900.) 



CHAPTEE IV 

ELECTRICAL RESISTANCE 

Kkference has already been made to the fact that matter in each of 
its three states — solid, liquid, or gaseous — invariably introduces an 
obstruction, or, in other words, offers a resistance to the passage 
through it of an electric current of any description or magnitude. 
This is strikingly analogous to the resistance which matter in each of 
the above forms offers to the motion of any body through it. 

The origin and definition of the unit in terms of which the resist- 
ance opposing the flow of an electric current is measured has been 
dealt with somewhat in detail in Chapter III. page 43. 

Further, we have seen that an electric current cannot flow unless 
a difference of electric potential exists, and neither can a current flow 
without encountering some resistance. Now any path traversed by 
an electric current may be called an electric circidt, whether such a 
path be solid, liquid, or gaseous, or any combination of these. Thus 
in any electrical circuit there are always two other factors — pressure 
and current — to be considered in addition to resistance. 

Ohm's Law. — As a result of the above considerations, Dr. G. S. 
Ohm first enunciated, in the early part of last century, a rule connect- 
ing resistance, current, and pressure in a circuit. The accuracy of this 
rule was confirmed beyond all doubt some years ago by a most careful 
and elaborate series of tests made at Cambridge, and it may be stated 
as follows : — For any metallic conductor at constant temperature the ratio of 
the P, D, at its teinniruds to tJie corresponding current fiounng through it is 
absolutely a constant for all valves of cuirent. This ratio is the * resist- 
ance ' of the conductor. 

Thus we have 

Terminal P.D. 



Resistance = 



Current 



which is called Ohm^s Law, and is a fundamental law of the greatest 
importance, for but few problems in current electricity can be solved 
without its aid. In the above form, however, it is only applicable 

66 F 
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for use in the case of resistances or circuits in which all the electrical 
energy supplied to them is transformed into heat. There are, however, 
many circuits in which the whole energy supplied is not transformed 
into heat. Instances of such are circuits containing electrolytic cells 
(pp. 37 and 410), electro-motors, transformers, etc. These appliances 
oppose the passage of an electric current by reason of their metallic 
resistance, and in addition introduce a counter or opposing P.D. to 
that which causes the current to flow through them. 

This is the same effect as would occur in a circuit containing 
several generators of P.D., some of which were connected with the rest 
so as to oppose the action of the latter. 

Ohm's Law can, however, be stated quite generally, so as to be 
applicable in the case of any circuit, in the following way : — 

Let E = the total impressed E.M.F. (p. 49) of the generator. 
« = „ counter KM.F. of any appliances in circuit. 
R= „ resistance of the whole circuit, whether partly 
liquid as well as solid, including the internal resistance of the 
generator. 

Then if C is the current flowing, we have 

total net or effective E.1ILF. E - e 



C = 



total circuit resistance R 



E-e 
or R=-^-, 

or E-e=CB. 

When the circuit has resistance only, and does not contain any 
appliance which can produce a counter or back E.M.F., then e = 0, and 
our relations above become 

E = ^, 

and E = CR. 

If the symbols on the right-hand side of each of the preceding 
equations represent the quantities in practical units (p. 62), then the 
results or the values of those on the left will also be in practical units. 

It may here be pointed out that Ohm's Law, as given above, is 
rigorously true for continuous or direct currents where R is the total 
metallic resistance or liquid resistance of the circuit. 

For the same circuit used with alternating currents, however, this 
total resistance may rise to some higher apparent or effective value 
due to the circuit perhaps possessing electro-static or electro-magnetic 
inductance. Then for R in the above relations must be substituted 
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the effective value of the total resistance, when the law will again 
hold good. If the circuit possesses no inductance of either kind, then 
Ohm's Law holds for either direct or alternating currents. It is 
undesirable at the present stage to go further into the exact nature 
of the increase of resistance which may occur with alternating currents, 
but it may be mentioned that the same straight solid wire will, if of 
sufficient diameter, offer greater resistance to alternating than to 
direct currents, due to the former apparently confining their flow to 
the outer portions of such a conductor. We shall presently work out 
some examples (p. 71) showing the application of this law in practice, 
but for the present it may be well to go a little further into the 
subject of resistance before doing so. 

VaFiation of Resistance with Length. — That the resistance of a 
conducting medium varies with the length of path will be evident 
from considerations met with in Chapter III. By means of Ohm's 
Law, and by the aid of some simple apparatus, it is easy to determine 
the relation subsisting between the resist- 
ance of a conductor and its length. This 
is indicated in Fig. 12, in which ab, cd, 
and ef are three conductors, each of uni- 
form cross-sectional area and of the same 
material, and say the same length, but 
differing in section. Suppose these are t^<'. 12 -sketch of conductor and 

o ^^ P.I). Measurer for RxL. 

connected together at the end ade and to 

a delicate detecting instrument capable of measuring the current 
which an electric generator K sends through it and the rest of the 
circuit abrKO, where r is some resistance for keeping the current 
constant in strength. Let Y be an instrument capable of measuring 
P.D., and which has one terminal connected to a and the other to a 
movable contact P capable of touching ab at any point such as P 
or Q. It will then be noticed that on sending a constant current 
through ab the P.D. as read off on V is directly proportional to the 
distance of the point of contact, such as P, Q, etc., from a; or if 
Vp, Vq, V5, . . ., etc., are the readings of V when the sliding contact 
is at P, Q, 6, . . ., etc., respectively, then 

Vp a? 




Vq 


aQ 


Vp. 

vr 


ab 



or 

Now Ohm's Law states that E = CR, where E is the reading of V when 
connected to the extremities of a resistance R which is carrying a 
current C. Hence we have 
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P.D. between a and P= current through aP x resistance of aP, 
or Vp=OxRap. ' 

Similarly Vq = x RaQ . 

Hence by division we have 

Vp -CRttP __RaP _ lenf;rth'aP 
Vq CRoq RaQ length aQ' 

The same result would be obtained li cd or ef had been taken 
instead of ab, and any other points than P and Q. Therefore we may 
define our first law of resistance, namely, that 'the resistance of a 
given conductor of uniform section ai a constant temperature is directly pro- 
portional to Us lengths Or in symbols, if L is the length and R the 
resistance, then R ©c L, Le, the longer a conductor is, the greater will 
be its electrical resistance. 

Variation of Resistance with Cross-sectional Area. — If, with 
the same apparatus as depicted in Fig. 12, we connect the equal 
lengths of conductors ahy cd, and ef successively in circuit, sending 
exactly the same current, as read off on G, through each, it will be 
noticed that the P.D.'s, as indicated by V, between the points a and 6, 
c and d, and e and / are not equal, but show the following proportion, 
namely : — 

Oa* Ocrf 0«/ 

where S denotes sectional area. 

But for the same current by Ohm's Law we have 

V«6 : Vcd : V^=CRa* : CR«j : CR^=R„4 : Rod : R^. 

Hence Ra* : Red : R^=c- = «- = ^• 

. ««* 0«l ^ff 

The same proportion would have been obtained by taking any 
other equal lengths than o^, erf, and ef. Therefore we can define the 
second law of resistance, namely, that 'the resistance of a given con- 
ductor at constant temperature is inversely proportional to its sectional area^ 

or Rcci, 

i.e, the thicker a conductor is, the less will be its resistance. Com- 
bining this with the first law, we find that 

Variation of Resistance with Material. — We have already men- 
tioned that the resistance of a conductor varies with the material of 
which it is made, other things being equal, and we shall see later on 
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that it also varies 'with the physical condition of the conductor, i.e. 
whether this is hot, cold, hard, or soft, and with its purity, etc. ; but by 
means of the arrangement shown in Fig. 1 2 this can easily be proved. 
Thus if aby erf, ^ and ef are made of any three different materials of 
exactly the same length and sectional area, the reading of Y would be 
different in each case when taken between the extremities for exactly 
tlie same current in each wire. This proves that the resistance of a 
conductor depends on the material of which it is made for a given 
length and sectional area. Comparisons are made between the various 
materials by finding the resistance of a mass of perfectly definite and 
known volume in a particular and definite form. This resistance is a 
constant for each material at constant temperature. 

Now in order that the last equation shall give the value of R in 
ohms and be one of equality and not merely proportionality, it will be 
necessary to multiply it by a constant for the particular material in 
use and temperature at the time. This constant is termed the ' specific 
resistance^ or sometimes 'resistivity,* of that material at that temperature, 
and may be defined as * the resistance in ohms of unit length of the material 
having unit cross-sectional area,* or, in other words, * the resistance between 
opposite faces of a unit cube of the material* This is sometimes called 
\volume specific resistance* The unit adopted is both the inch and the 
centimetre, so that specific electrical resistance is the resistance per 
inch cube or per cm. cube of the material in ohms, and it is usually 
denoted by the symbol * p,* ^ 
Hence Bocp. 

The values of specific resistance * p * are given in Tables V. and VI. 
pages 77 and 79, for a number of the most important metals and 
alloys in use. 

Collecting the three rules defined above, we see that 

Lp 

B= -Robins, 

where L and S are both in similar units — inches or centimetres. 

This last equation, combined with Ohm's Law, enables us to at once 
obtain the fall of potential, otherwise called * the drop,* in any electrical 
conductor due to its metallic resistance when any given current flows 
through it 

Thus if a current C amperes flows through a conductor of resistance 

* The reader should guard against using the term * ohms per cubic inch ' or *per cubic 
cm.' for specific resistance. Such is often employed, but is a wrong appeUation, seeing 
that an inch cube or a cm. cube is a perfectly definite thing, whereas a cubic inch or cubic 
cm. may have any form and therefore any resistance at one and the same temperature. 
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R ohms, the P.D. at its extremities, i.e. the fall of potential down it, or 
the drop, V = CR by Ohm's Law. 

But R=^ 

if L and A are the length and cross section of the conductor of specific 
resistance p, 

.-. the drop v=CK=C^. 

Hence the drop in a conductor is directly proportional to the 
current and to its length, and inversely proportional to its cross- 
sectional area; or, for the same current, half the section will give 
twice the drop. 

The loss of power w in the conductor will be 

M,=C*R=(C2^ Watts. 

The (volume) specific resistance p, as defined above, can be deter- 
mined from a piece of uniform wire of circular section drawn from the 
given material. 

Thus let R=it8 resistance in ohms. 

L= ,, length in centimetres. 
D— „ diameter in centimetres. 
G= „ specific gi'avity. 
W= ,, weight in grammes. 

Then R=^=i^. 



irD« 



where S=— j-. 

4 



Hence 



RirD« 
4L • 

irD« 



But W=LGS = LG 

4W 

or '^*=LG- 

Hence by substitution we have 

_ RirD« _ R4W _RW 
^^ 4L "4LLG~L2G* 

Specific electrical resistance can, however, be expressed as the 
resistance of a known mass of the material, viz. the resistance between 
the ends of a wire 1 metre long, of uniform circular section, and weigh- 
ing 1 gramme. This is sometimes called ^rnass specific resistance,* and 
may be denoted by the symbol p^^ This may be expressed in terms 
of the length in centimetres, mass in grammes, and resistance in ohms 
of any wire of uniform circular cross section. 
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10000 WR 



Thus pm = 



L« 



where Y^=the length in metres, and the other symbols have the above 

meaning. 

To familiarise the reader with the application of the preceding 
laws, a few examples will be taken. 

Examjde 1. — A certain current generator, having an internal 
resistance of 0*5 ohm and a total E.M.F. of 200 volts, supplies an 
electric circuit having a back E.M.F. of 180 volts, with current through 
a copper main having a total length of ^ mile and cross section 0*01 
square inch. Find the current strength. 

The resistance of the main must first be found from the last 
equation, and in this we have L = J mile = 0*25x1760x3x12 inches, 
S = 0*01 sq. in., and p = 0*00000067 ohm per inch cube for copper 
at ordinary atmospheric temperature (15° C). Hence the resistance 
of the copper main 

^ Lp -25 X 1760 X 86 X 00000069 , ^^^ , 

R=-^= ~ = 1 -093 ohm. 

S '01 

Whence the current by Ohm's Law is 

^ E-« 200-180 20 ,^.- 

^ = -R- = r093T^=r698 = ^2-56 ampen^. 

Example 2. — ^Find the length of a copper main having a cross 
section of 0*25 sq. in. and a resistance of 0*5 ohm at 15° C. 

Hero I'=^=roSoo^ = "6.567 inohes=2-944 miles. 

Example 3. — ^What sectional area must a copper main have which 
is 2 miles long and has to carry 200 amperes with a fall of potential 
of not more than 20 volts ? 

By Ohm's Law the resistance of the main must be 

V 20 

^=C =200 = ^'^ °^"^- 

Hence the required section is 

o hp 2 X 1760 X 36 X -00000067 ^.^ 

S = ^ = ^ =-849sq. m. 

Example 4. — What will be the resistance of 10 yards of platinoid 
wire 0*001 sq. in. sectional area at 0° C? 

From the table, page 80, we find that for platinoid p = 0*00001643 
ohms per inch cube. 

Hence the required resistance will be 

^ Lp 10. 8. 1 2. 0-0 0001643 _ 

R= -g- = ^Q^ = 5 868 ohms. 
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Example 5. — Find the P.D. at the extremities of an electric 
circuit having 0*1 ohm resistance in order that a current of 100 
amperes may flow through it. 

By Ohm^s Law the P.D. (V) = CR = 100 x O'l = 10 volts. 

Variation of Resistance with Temperature. — In the definition of 
resistance given in the preceding pages, temperature was mentioned. 
This arose from the fact that the resistance of any conductor or 
insulator actually depends on the tempemture at any given time, in 
much the same way that the length of a rod of material depends on 
the temperature. One reason suggested to explain why change of 
temperature should alter the electrical resistance of a body is that 
alteration of temperature causes the molecules of a body to change 
their positions relatively to one another, thereby causing an expansion or 
contraction of the body. Thus in a heated substance it is conceivable 
that the molecules are more tightly packed, causing greater obstruction 
to the flow of electric current through them. Such an hypothesis 
must, however, be accepted with reserve, seeing that the electrical 
resistance of dedrolysahle liquids diminishes with rise of temperature, though 
such liquids expand with heat as do solids, while the resistance of all 
the metals and, with very few exceptions, of all the alloys increases. 
On the other hand, the non-metals (some fifteen in number), such as 
the gases oxygen, hydrogen, nitrogen, chlorine, bromine, iodine, fluorine, 
and the solids carbon, sulphur, silicon, boron, arsenic, phosphorus, etc., 
all show a decrease in resistance for increase of temperature. This is 
also the case with insulating materials which are made from com- 
pounds containing two or more of the non-metals. It will be seen 
later that this extremely important efl^ect of temperature on the 
resistance of substances causes certain substances to be pre-eminently 
suitable for certain purposes. The amount of increase or decrease of 
resistance in ohms which 1 ohm in any given material would 
undergo for each degree Centigrade change of temperature is 
called the coefiicient of variation of resistance with temperature for 
that material, or, more briefly and commonly, the * temperature coefficient 
of resistance ' for the material. This is usually denoted by the Greek 
letter ' a/ and is a constant within a certain range of temperature. 

That such a coefiicient exists was conclusively shown by Dr. 
Matthiessen some years ago in a very careful series of tests which he 
made on the variation of resistance of materials with temperature. 
His results prove that while the variation of resistance of all pure 
metals, with the exception of mercury, is not absolutely in' direct pro- 
portion to corresponding variations in temperature, the two are 
sufiiciently in direct proportion for all practical purposes. 
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The small difference involves a term containing the square of the 
temperature. Thus — 

If Ro is the resistance of a body at 0** C. 
and Be ,, „ the ,| ^ C, 

then Rt = Ro(l + a< + ^t^) very approximately, 

where a and /3 are constants for any particular material. 

/3, however, is in most cases very small, amounting only to about 
000000 125 for most pure metals except iron, and to much less in the 
case of alloys, so that the term /J/^ is small enough to neglect for all 
practical purposes. 

Hence we have R,=Ro(i+a^), 

where a is the * temperature coefficient ' of the material. 

The values of a for many important metals, alloys, and liquids are 
given in Tables V. and VL pages 77 and 79. 

The resistance of all elementary metallic substances except carbon 
increases with rise of temperature. 

In other words, the temperature coefficient a is + **, and for most 
pure metals excepting mercury, nickel, and iron has an average or 
mean value = 000401 between 0° C. and 100° C, which is large. 

The individual value of a should, however, be employed in any 
calculation for the particular material in question. On the other 
hand, the specific resistance of the elementary substances is low. 

As a general rule, the combination of two or more elements to 
form an alloy results in the alloy having a higher specific resistance 
and lower temperature coefficient than that of any of its component 
elements. 

For instance, the resistance alloy platinum-silver (p. 80), having 
a specific resistance of 31*582 microhms per cm. cube and a temperature 
coefficient of 0*000243, consists of the elementary metals silver 
(66%) and platinum (33//), the specific resistances of which are 
respectively 1*468 and 10*917 microhms per cm. cube and the 
temperature coefficients 0*0040 and 0*00367 respectively. 

The value of a in certain instances, such as the alloys manganin 
an«l eureka, is not only very small, but is - **, i,e. the resistance 
decreases, as in the case of carbon, with rise of temperature. This is 
perhaps one reason for thinking that possibly carbon is not an elemen- 
tary substance after all. 

The alloy manganin has a rather peculiar variation of resistance 
with temperature, being + ** and decreasing for a certain range, and 
then -^, as the following figures show: — For 0° to 10° C. a = 
+ 0*000024; 10° to 20° C. a= +0*000013; 20° to 30° C. a = 
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+ 0-000003; 30° to 40° C. a = 0; 40° to 50° C. a= -0000003; 
50° to 60° C. a= - 0-000007 ; 60° to 100° C. mean a= - 0000025. 

The last equation may be written in a form which will be more 
generally applicable in practice, since the resistance Ro at 0° C. is 
hardly, if ever, known. 

Thus, if R^ is the resistance at some temperature ti, and Rj is the 
resistance at another temperature t^ 
then Ra = Bi {1 + o(«,° - <i")} . 

Temperature Coefficient of a Combined Circuit. — It is invariably 
the case that an electric circuit consists of more than one kind of 
material, i.e. it does not consist of copper throughout. Thus it may 
comprise copper connecting wires and resistances which may consist of 
a liquid, or iron, or some alloy. 

In certain cases the temperature coefficient of such a circuit might 
be required, and we will now consider how the combined temperature 
coefficient may be found in the case of a circuit composed of two or 
more materials having different temperature coefficients. 

First, consider the case of two resistances joined * end on ' to one 
another, or, as it is more technically termed, connected in series with 
one another. The arrangement is shown symbolically in Fig. 13, 

P where ab is one material having a resist- 

(y^AAAAAAAr<y\AAAAArO ance R^, and be the other, of resistance 

«, ,o rr, « • * I a ^ Ra- Further, let ou and cu be the re- 

Fio. 18.— Two Resistances in Series. " > -t. --g 

spective temperature coefficients of R^ 
and Rj. Required that of the combination R^ + R2, i.e, the tem- 
perature coefficient a between the points a and c. From the definition 
of temperature coefficient given on page 72 it will be at once evident 
that the total increase or decrease in the resistance of ah will be 
a^Rj ohms per 1° C, while that of he wiU be ogRj ohms per 1° C. 
Consequently the total increase or decrease in the resistance of the 
combination oc is 

(ajBi^OjRs) ohms per V C, 

where the - ^ sign is used only in the case of the resistance Rg, 
decreasing with increase of temperature, i,e, when a, is - ^. 

Should a^ also be - ^, both products must then be added together, 
and the -^ sign prefixed to it merely to indicate a decrease of 
resistance. Now since the original total resistance = R^ + Rj the 
combined temperature coefficient 

Kj + Ra 

Further, it will be seen that the total resistance of ac, namely. 




IV ELECTRICAL RESISTANCE 75 

Rj + Rg, will be perfectly constant at all temperatures providing 
a^R^ = ojRg) and this result has an important bearing on the winding 
of electrical measuring instruments 
to be dealt with later {vide p. 204). 

Next take the case shown in Fig. 
14 of the two resistances R^ and Rj 
in parallel between the points a 
and b, 

Pio. 14. — ^Two Resistances in Parallel. 

The total increase or decrease of 
these resistances will, as before, be o^Ri and o^Rg ohms per 1° C. 
respectively. Hence, by the reasoning given on page 84, we have 
the original combined resistance 

_ R1R9 
R1 + R2 

This for V C, diflTerence in temperature becomes 

(R,±aiRi) + (Ra±aaR«)' 

Then by our definition of temperature coeflficient on page 72 we have 
* combined temperature coefficient ' 

total increase or decrease of resistance per V C. 
original resistance 

, (R,±a,R,)(Ra±aaR,) RjR, 

(Ki±a,R^)-KK,±a^K,) R^ + R, 

^rrr ohm per ohm per 1 C. 



R1 + R2 

Reducing this to its lowest terms we finally have 

Ri + K,±OiRi±a,R, ^ ^ 

the - •* sign being employed only if R^ or Rg or both have negative 
temperature coefficients. 

In the above manner the value of a can be found for any combina- 
tion of resistances, providing the individual values of the coefficient 
are known. 

Example L — The field magnet coils of a shunt-wound dynamo 
have a resistance of 140 ohms at 15° C, what will be their resistance 
at 25° C, the temperature coefficient of copper being = 0*004281 

From page 74 we have 

Ra=R,{l+a(^-y}. 

Hence, substituting, we have 

Ra=140{l +0-00428(25 - 15)} 
= 140x1 -0428 = 145*992 ohms. 
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Therefore the total increase of resistance = 6*0 ohms very approxi- 
mately. 

Example 2. — If the shunt coils in the last question always have a 
P.D. of 200 volts at their terminals, what will be the value of the 
current taken by them at each temperature ? 

At 15° C. the current taken will be 

A = ? = ^-2? = 1 -429 ampere. 

At 25° C. the curi'ent taken will be 

A = 5=?^^ = 1-370 ampere. 

Example 3. — The working coil of a certain voltameter has a 
resistance of 140 ohms, and is wound with copper wire having a T.C. 
of 0*00428. It is placed in series with an extra resistance made of 
nickelin having a T.C. = 0*0003 and a resistance of 2860 ohms. 
Find the T.C. (a) of the combination. 

From page 74 we have a=?^»^-t_^. 
.*. substituting, we get 

^ ^ (0-00428 X 140) + (0-0008 x 2860) 



140 + 2860 
0-5992 + 0-8580 1-4572 



= 0-000485. 



3000 3000 

Example 4. — If the two resistances are in parallel instead of 
being in series, what will be the combined T.C. ? 

From page 75 we have 

^-(Ri + R2 )(l-tai + ag + aitt<) _j 
Hi + K^ + a^Ki + cu^Ivs 

.*. substituting, we have 

^_(140 + 2860)(l+0-00 428 + 0-0008+ 0-000001284) _ ^ 
140 + 2860 + (140 X -00428) +'(2860 x -0003) 

3000x1-004581284 3013743852 , 

-l = -oA^,^7^^o -1 



140 + 2860 + 0-5992 + 0-8580 ^~ 3001-4572 
= 1-00409-1=0 00409. 

The following table (V.) gives the specific electrical resistance 
{p) per inch cube and per cm. cube of the most important elements, 
together with the temperature coefficient (a). In the column headed 
relative resistance each substance has been expressed in terms of pure 
copper, which is taken arbitrarily as unity. This is a departure from 
the usual practice adopted in text-books, which invariably choose silver 
as the standpoint against which to compare other substances, owing 
to it having the smallest specific resistance. Copper, however, is 
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obviously the better standpoint of the two, since it is used to such an 
enormous extent in electrical engineering, and since very complete 
tables are almost always available which give every detail connected 
with copper that is likely to be required in practice. Table V. shows 
us that, of all the substances given, pure annealed silver has the least, 
and bismuth the greatest, resistance, for the same length and sectional 
area. 

TABLE V 

Volume Specific Resistance (p) and Temperature Coefficients (a) of 
Elementary Pure, Sofi', and Annealed Substances in Order of 
Increasing Resistance. 

Determined by Professors J. A, Fleming and J. Dewar. 







p in Microhms l at 










0' 


C. 




Mean a 


Substance. 


Compofsition. 






Relative 
Resistance. 


between 
0' C. and 








Per Cm. 


Per Inch 




100' C. 






Cube. 


Cube. 1 

1 






Silver 


• ■ ■ 


1-468 


1 
0-5781 


0-9406 


0-00400 


Copper 


Very soft 


1-561 


0-6146 


1 


0-00428 


Silver 2 . 


Hard drawn . 


1-692 


0-6269 1 


1-020 




E"ofr' : 


Hard drawn . 


1-592 


0-6269 


1 -020 




99*9 degrees of fineness . 


2-197 


0-8650 


1-407 


0-00377 


Gold* 


Hard drawn . 


2-234 


0-8796 1 


1-431 




Aluniininm 


Neuhausen, 99 % pure . 
Commercial, 97*6 % pure 


2-563 


1-009 


1-642 


00423 


Aluminium 


2-665 


1-049 


1-707 


000435 


Magnesium 


• ■ ■ 


4-355 


1-715 


2-790 


0-00381 


Zinc . 


■ » « 


5-751 


2-265 


3-684 


0-00406 


Iron . 


Very pure 


9-065 


3-569 


6-806 


0-00625 


Iron . 


Less pure, containing 
0-25 %Mn, 0-01 %S 


10-512 


4-138 


6-733 


0-00544 


Iron ' 


Telegraph wire 


14-910 


5-870 


9-552 




Cadmium . 


« • - 


10-023 


8-946 


6-419 


0-00419 


Palladium . 


« • • 


10-219 


.4 024 


6-546 


0-00354 


Platinum . 


• ■ • 


10-917 


4-299 


6-995 


0-00367 


Nickel . 


■ • • 


12-323 


4-851 


7 893 


0-00622 


Tin . 


• • ■ 


13-048 


5-137 


8-358 


0*00440 


Thallium . 


■ • ■ 


17-633 


6-940 


11-29 


0-00398 


Lead. 


■ ■ ■ 


20-380 


8-024 


13-05 


000411 


Antimony ^ 


Pressed. 


35-45 


13-96 


22-71 


0-00389 


Mercury . 


• ■ ■ 


94-07 


37 03 


60-26 


0-000720 


Bismuth" . 


Pressed .... 


131-18 


51-65 


84-95 


0-00353 



The resistance per cm. cube of any substance is 2*54 times the 
resistance per inch cube. Commercial metals show higher values of 
specific resistance than those given in the preceding table, owing to 
impurity. The increase is sometimes very considerable, and as an 
example pure iron and iron telegraph wire may be cited. 

^ The unit adopted is the Board of Trade or legal .standard ohm (p. 45). Hence p 
is expressed in legal standard microhms. 
* Not determined by Fleming and Dewar. 
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It will also be observed that the values given differ, in some cases 
considerably, from those noted in several other text-books, the reason 
being that at the present day increased facilities are available for 
obtaining purer elements than some years back, when the earlier 
results were deduced. 

As an instance, some ten years ago all the copper employed in the 
manufacture of electric wires and cables was guaranteed to have a 
conducting power for electricity of as much as 96 and 97 per cent of 
that of pure copper. Nowadays it has 100 per cent of that of pure 
copper, due to the development of electrolytic methods of obtaining 
this metal. 

The following table (VI.) gives the values of p and a for the most 
important alloys : — 
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In the second column of the preceding table only the chemical 
symbols (for brevity) have been used for the metals, the proportions 
of which, composing the alloys, are given. These chemical abbrevia- 
tions will be found in Table III. page 43. Besides these, the 
following are used : — 

Co for Cobalt. Rh for Rhodium. 

Ir ,, Iridinin. Mn ,, Manganese. 

Pd ,, Palladium. 

The reason why it is convenient to compare the resistances of the 
alloys with that of pure copper is similar to that given on p. 7G in 
connection with the metals. For instance, suppose that we wish 
to know the resistance of 1000 yards of platinum silver of a 
certain gauge. All we have to do is to look up in the ordinary 
tables on copper conductors the resistance of 1000 yards of copper 
wire of the given gauge and temperature. Assuming this here to 
be 196*3 ohms, the 1000 yards of platinum silver will have a 
resistance (see Table VL) of 196-3 x 2023 = 397M5 ohms, or a 
resistance of 3 '9 71 ohms per yai-d. 

The results given in Table VI. show that, of all the substances, an 
alloy of copper and manganese has the greatest resistance and one 
of the smallest temperature coefficients. The non-metal carbon 
cannot be classed, in a sense, with the alloys, though it is true that 
the carbon given is not pure. The composition of the alloys, and 
with it the resistance, often varies considerably, for the admixture of 
an extremely small amount of foreign matter considerably increases 
the resistance of the metals. 

Some interesting and extremely useful particulars and tables of 
figures relating to German silver, platinoid, galvanised iron, manganin, 
Krappin, Hadfield's ^Resister' alloy, and Bnmton's 'Beacon' alloy 
will be found in a discussion on metallic resistances by E. K. Scott 
(Electrical Review, 43. pp. 71-72, 107-108, 187-188; 1898). 

Krappin — made at Essen, Germany — is much used abroad, and it 
is claimed for this alloy that it will stand temperatures up to 600'' C. 
without injury. 

'Beacon' alloy has a specific gravity of 8*1, and has been known 
to have a specific resistance of 85*13 microhms per cm. cube at 20"" C. 

Specific Conductance — Conductivity. — The reader will at once 
see that as in the case of a supply of water or gas the conducting 
channel, Le, the supply pipes, should offer as little obstruction to the 
free passage of the flow as possible. So in the supply of electricity, 
the conductor sliould offer the greatest facility for the passage of the 
current, i.e. should have the least possible resistance. The property 

G 
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of any substance in virtue of which it allows of the passage of 
electricity through it is called its conductance. This property is 
obviously exactly the converse of resistance ; or, if K is the conductance 
of a substance having R ohms resistance, 

then K = .T(inho8), 

and .V ^~K (^hma). 

In view of this relation between conductance and resistance. Lord 
Kelvin suggested that the unit of conductance should be called a 
MHO (p. 46), which is the word OHM written in the reverse way. 

A mho therefore is the conductance of a column of pure mercury 
106*3 cms. long, 1 square mm. in sectional area, at 0*^ C. (vide p. 45). 

The above considerations lead us to the standard of reference for 
comparing the conductances of various substances. This is the con- 
ductance between opposite faces of a centimetre cube or inch cube 
of a substance in mhos, which is called the specific conductance or 
conductivity. It is the reciprocal of specific resistance or resistivity, 
consequently the reciprocal of the values of p given in Tables V. 
and VI. will be the specific conductances of the various substances in 
megamhos. 

From the above remarks it follows that if L is the length of a 
conductor of cross section S and specific resistance p, its conductance 

K = s^ mhos. 

This relation is the converse of that given on page 69 for resistance. 

In practice, the term conductance or conductivity is seldom used, 
it being customary to compare the carrying capacities of conductors 
of electricity by the smallness of their resistance and their cross- 
sectional area. 

A comparison of the relative electric and heat conductivities of 
several of the metals is interesting, showing, as it does, that they 
arrange themselves in practically the same order, with one or two 
exceptions, in the two cases. In the following table the relative heat 
conductivities are approximately those determined by Wiedemann 
and Franz, while the relative electric conductivities are proportional to 
the reciprocals of the numbers in column 3, Table Y. 
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TABLE VII 
Relative Conductivitibs foe Equal Length and Cross Section 



Substance. 


Electric. 


Heat 


Silver .... 


100 


100 


&"■: : 








94 


76 








67 


54 


Zinc 








25 


20 


Tin 








11 


15 


Iron 








16 


11 


Lead . 








7 


8 


Platinum 








13 


9 


Palladium 








14 


6 


Bismuth 








1-1 


1-9 



If the electric and heat conductivities of the alloys and of 
insulating substances be compared, it is found that the electric 
conductivity decreases far more rapidly than the heat conductivity, 
particularly in the case of insulating substances. 

Series and Parallel Circuits. — We may now consider the two 
main systems of arranging appliances to form an electric circuit, and 
the total resistance thereby introduced. 

These are (I) the series and (2) the parallel systems respectively. All 
other arrangements of circuits, of which there are almost an unlimited 
number in practical work, are merely combinations of the above. 



AC WWWW- 






-VWV\W WWW\W VWWWWV* oB 



Fig. 15.— All in Series. 



Resistanees in Series. — Taking first the case of a number of 
appliances in simple series, i.e, all joined ' end on ' to one another, as 
shown in Fig. 15, and represented by the wavy lines. 

Now, since any current which may flow between A and B will 
encounter each resistance in turn, it is evident that the total resistance 
of any number of separate appliances or conductors connected in series is 
equal to the sum of their separate resistances. 

Hence, if there are n appliances connected in series, the resistances 
of which are r^, r^^ r^, . . ., r„, respectively, then the total resistance 

R=ri + r2 + r3 + . . .+r„. 

Or, by Ohm's Law (p. 66), as follows : — 

Let V= the total potential difference between the extremities of a namber of 
resistances in series ; 

G= current flowing through them ; 

Vij v^ v^ , . ,, Vn the P.D.'s at the terminals of ri, r^, r,, . . ., r„. 
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Then since 



t.e. 



V = ri + r2 + V3+. . .+»«, 
CR=Cri + Cr2+Cr8+. . .+Cr, 
R=ri + r2+r3 + . . .+r„. 



»» 




Fio. 16.— All in Parallel. 



In Fig. 15 n=5, whence the total resistance between the points 
A and B is 

The value of R is entirely independent of the order in which the 
different resistances are connected in circuit. 

Resistances in ParalleL — Next consider the resistances r^ r^ r^, 

. . ., r„ connected up in 
parallel, branched, or divided 
drcuU, as it is variously 
termed, between the points 
A and B. 

Fig. 16 indicates the 
arrangement. Now clearly 
it would be possible to sub- 
stitute for the parallel com- 
bination between A and B a single resistance R which may be called 
the parallel, or combined, resistance of the combination, such that 
for the same P.D. (V) at its terminals the current (C) in the main or 
undivided circuit remained unaltered. 

To find this, let V be the P.D. between A and B, and Cy Cg, C^ 
. . ., C„ the currents through r^, r^, r^ • . ., ^n respectively. 
Then the current in r^ is 

by Ohm's Law, and the current in r^ is 

and so on. 

Similarly the current that would flow in R is 

V 



C = 



R 



But 

whence 

and . * . 



C=Ci + Cs+C3 + . . .+C 



«> 



V V V V 
R n ra ra 

11.1 1 

= - + - + - + . 



V 

' n 



R 



^2 



M 



In other words, the reciprocal of the combined resistance is equal to the 
sum of the reciprocals of the resistances of the respective parallels;; or, 
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again, the effective or combined conductance is equal to the sum of 
the separate conductances of the parallels. 

InFig. 16n = 5, and.-. ^=1+1+1+1+1. 
But if n = 2, 

MX Ti Tj 

or R=^i^. 

ri + rj 

Again, it will be seen that if r^ = r^ = r^=zr, say, 
then R=-, 

n 

where n = the number of equal resistances in parallel. 
Fig. 17 shows 

o V\/WW^--^7WVIWI/^^ 

Fio. 17.— Partly Series and partly Parallel. 

one combination of series and parallel circuits ; and since by the pre- 
ceding result the combined resistance between 

C and D= _, _, , ,, » 

.*. the total resistance between A and B is 

Example 1. — An electric generator supplies current merely to one 
100-volt electric glow lamp, having a resistance Tg of 300 ohms when 
glowing properly at 100 volts. What will be noticed when a voltmeter 
of 1000 ohms resistance (r„) is connected to the lamp terminals in 
order to measure the P.D. ? 

The lamp alone will take a current 

n V 100 , 

If now the voltmeter be connected, we shall have this and the 
lamp in parallel, and hence their combined resistance will be given by 

the relation « = — + - » 

R r„ r^ 

„ TgY, 300x1000 300000 ^„, , ,._ . , 

Thus the insertion of the voltmeter in parallel with the lamp has 
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reduced the resistance between the two points to which the lamp is 
connected from 300 to 231 ohms, or the whole circuit resistance by 
about 69 ohms; the result noticeable being the diminution of the 
brilliancy of the lamp, which is caused by the large alteration of circuit 
resistance. 

Example 2. — If four electric glow lamps having respectively 400, 
200, 100, and 50 ohms resistance be connected in parallel, what is 
their combined resistance ? 

We have ^ = - + -+— -t- — 

R ri r^ rs r^ 

1 1 _1 2.-1 + 2 + 4 + 8 
~ 400"*" 200"^ 100"*" 50 ~ 400 

= ^^ 
400* 

.*. the combined resistance 

R=— - =26*4 ohms. 

10 

Standard Resistances. — Having discussed the electrical properties 
of various well-known substances, we are now in a position to deal 
with another important subject, namely, standard resistances of known 
values. These are always required in the measurement of resistances, 
and often in that of E.M.F. and current. Now an ideal standard 
resistance should be one which does not alter in value from day to 
day and from year to year. We have, however, seen that all sub- 
stances change their resistance with change of temperatiu*e ; and further, 
it has recently been shown that many *age,' especially after con- 
tinued application of warmth, ie, the substance seems to undergo 
some invisible change in itself which very gradually alters its resistance 
with time. 

The material then to employ should be immune as much as possible 
from the latter property, should have a high constant specific resistance 
to obviate the necessity of having to employ great lengths for a given 
resistance, and, lastly, it should possess as small a temperature coefficient 
(p. 72) as can be accurately determined and allowed for. 

In this latter case it is far better, for very accurate work, that the 
material used should have an appreciable temperature coefficient that 
is accurately known, than a very small but less accurately known one. 
At the same time it must not be so large as to necessitate correcting 
the resistance for ordinary changes of temperature which occur in a 
testing- room and for ordinary work. Double -silk -covered wire is 
used, the material largely employed in the past being German silver. 
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This has now been superseded to a very large extent by the alloys 
platinoid, eureka, and platinum silver, all of which have high specific 
resistances and low temperature coefficients. 

The material should have as small a thermo EM.F. with copper as 
possible. Nickel, copper, and especially constantan have a high thenno 
E.M.F. with copper and are not suitable for standard resistance coils nf 
great accuracy. Manganin is better than constantan in this respect ; 
but the latter resists oxidation better, and can be heated with 
impunity to 300" C. 

The form taken by fixed master standards of resistance varies 
somewhat with the maker, that made by Mr. E. W. Paul, of 
London, being shown in Fig. 
18. It consists of a. coil of 
double- silk-covered platinum 
silver or manganin wire 
(usually the former), non- 
inductively wound in the 
form of a flat double spiral. 
This is enclosed in, but in- 
sulated (with mica) from, a 
thin flat discoidal metal box. 
This is formed of two re- 
cessed discs bolted together, 
the joint between them 
being of V form, filled in 
with special water-tight packing The two stout copper rods, held 
together rigidly by the ebonite block, pass through the ebonite top of 
the vertical metal tube which is carried by the flat box as a foot. 
These rods ai-e so fixed that the soldered joints of the coil to their ends 
cannot be strained by roughly handling the standard ; the two free 
ends being intended to dip into mercury-cups, and so make connec- 
tion to the circuit. The wire of the coil is carefully aged, and adjusted 
extremely accurately to 1 part in 10,000 at the temperature stamped 
on the standard and as measured by a standard thermometer immersed 
with the standard in a water or paraffin-oil bath. The form of all 
master standard resistances should be such that they quickly take the 
temperature of the bath, for the whole difliculty lies in accurately 
determining the temperature of the coil. An error may also creep in 
due to conduction of heat through the stout copper rods from the 
outside. 

The adjiistalile form which known standards of rfsistance most 
frequently take is shown in general principle by Fig. 19. A mahogany 
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s many more 
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box B is closed by an ebonite lid E, to the under s 
are fixed four ebonite or boxwood reels or bobbins A, or 
as may be desired. 

To the top of EE are securely fixed five (or more) brass blocks b^ to 
b^, these being at least one (usually two) more in number than the 
number of bobbins A. 
Each block is separated 
from the next by a 
narrow air-gap G, and 
the adjacent ends of 
the blocks are bored so 
as to form a small 
conical hole tapering 
downwards at each of 
the four gaps shown. 

Into these holes fit 
brass plugs p having 
exactly the same ta]>er, 
so as to fit accurately, 
each plug being provided with an ebonite handle e of some convenient 
shape, into which the shank of ^ is screwed and pinned. 

To the brass blocks at the extreme ends of the series are fixed the 
terminals T, T, the best form of these for this purpose being that 
shown in Fig. 1 9. Screwed into each block and projecting through 
the ebonite Hd E is a stout brass pin or rod K, though Eometimes 
two are screwed side by side into each block. To the ends of R are 
soldered tiie ends of the wire resistance coils, which are wound on the 
bobbins A and carefully adjusted to have an exact, even number of 
ohms resistance ; say 1, 2, 3, and 4 ohms, as marked. It will now be 
seen that a resistance coil has its ends electrically connected to two 
adjacent blocks so that the insertion of a plug in a hole, such as that 
between blocks b^ and b^ will join the ends of the 2 -ohm coil 
through a very small resistance (equal to that of the plug and its 
contacts). In other words, the coil is said to be sliort-circuited, and 
its resistance entirely cut out 

The total resistance between the terminals T, T, as indicated, is 
1 + 3 + 4, or 8 ohms ; for the current, entering at the left-hand terminal 
say, flows through coil I via h^ b^ through coils 3 and 4, and out. 

Hence the terminal resistance in all cases is equal to the sum of 
the numbers opposite unplugged holes. 

The arrangement depicted in Fig. 19 would only have a total 
resistance of 10 ohms, with any intermediate value between 1 and 10, 
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by 1 ohm at a time. By having more coils any resistance from I to, 
say, 11,110 ohms, with 1-ohm variations at a time, can be obtained. 

The usual values of the coils fitted in a box to total the above 
resistance are : — 

1, 2, 3, 4, 10, 20, 30, 40, 100, 200, 800, 400, 1000, 2000, 8000, 4000 ; or 
1, 2. 2, 6, 10, 20, 20, 60, 100, 200, 200, 600, 1000, 2000, 2000, 5000. 

But there are other values, the first set being that used in Post Office 
work, and the most convenient for summing up. Thus 16 coils will 
produce 11,110 difierent resistances, varying by 1 ohm at a time. 

In the better resistance-boxes the blocks are undercut as shown 
at D/, which is partly to facilitate removal of dust which tends to 
accumulate on the ebonite lid between the blocks, but principally to 
prevent current leaking across the film of dust or clean ebonite surface 
instead of it all going through the coil when this has a high resistance. 
Obviously the coil and such a film are in parallel, and therefore the 
resistance between these two adjacent blocks would be less than that 
of the coil (p. 84), and errors would result. 

An 'infinity' plug is usually provided, i.e, two adjacent blocks 
are not connected at all inside the box, so that the circuit is broken 
on removing the plug. 

The method of fixing the bobbins A varies with different makers. 
That shown in Fig. 19 is one method, a slight variation of it being 
to provide each coil with a pair of pins R, so that the soldered con- 
nections are independent of one another, and replacing a coil would 
in no way interfere with the adjustment of that on either side. This 
is an advantage, but two pins have to be screwed into each block. 
Another way is to slip the bobbins over the pins themselves, which 
therefore act as supports for the coils »nd connections to blocks as 
well. 

The resistance wire (double -silk -covered) is not wound on the 
bobbins in a continuous helix, for then each bobbin would become an 
electro-magnet on the passage of a current through it and would act 
magnetically on any indicating instrument in the vicinity, so making 
observation very difficult, if not erratic. To overcome this difficulty 
the wire is doubly wound, as indicated in Fig. 19, so as to be non- 
inductive ; and this is done by carefully jointing together the two 
free ends of the resistance wire on two reels, insulating the joint and 
then winding the requisite amount of double wire on to the bobbin, 
such as A, Fig. 19, off the two reels together. 

Thus the current enters one end of such a coil, flows round it in 
one direction to the loop or joint K, Fig. 1 9, and then round in the 
opposite direction. Consequently the magnetic effect due to one half 
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of the coil neutralises that due to tfae other half, and no external 
magnetic influence is produced by the coil. The bobbin thua wound 
ia adjusted carefully to the required resistance in the manner to be 
indicated later. It is then thoroughly dried or baked in a suitable 
dr)nng oven to get rid of any moisture in the insulation, and finally 
soaked in a bath of melted paraffin wax, which excludes all moisture 
when the coil is cold. 

Fig. 30 shows the general appearance of a standard parallel-plug 
resistance-box made by Messrs. Nalder Brothers and Co., of London. 
To economise space the coils 
and brass blocks are arranged in 
two rows as seen, and the plug 
on the extreme right is usually 
the ' infinity ' plug. 

Space will not permit of a 
description here of the different 
forms of plug -tops employed 
with such resistance - boxes, 
some of which, particularly 
that known as the 'dial' form, enable the resistance both to be 
varied and totalled up more rapidly. The author, moreover, must 
be pardoned for digressing from usual custom in not describing, 
with one exception, some of the many uses which these resistance- 
boxes can be put to in the measurement of current, pressure, resistance, 
and power ; suffice it here to say that such will be found fully 
described in the author's works entitled Practical Elecirkal Testing in 
PAy.sJcs and Electrical Engineering, and Electrical Engineering Testing. 

The Wheatstone Brtdgre. — The exception referred to above ia 
a specially arranged resistance- box called ^ 

a Wheatstone bridge ; and the arrange- 
ment of this, together with the principle 
involved in the use of it, is of such 
extreme importance to the electrical 
engineer that a description ia indis- 
pensable. 

The principle, which was developed I 
or brought into practical use by the late 
Sir Charles Wheatstone, and is evolved 
from an application of Ohm's Law (p. 65) d,^ j, ^principle of tha whwi^tonH 
t« divided circuits (p. 84), is as follows : — Bridge. 

Suppose that a source of electric current B be connected through 
a device K^, for making and breaking circuit, to two points a and c, 
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between which is a divided or parallel circuit abc and ode. It will be 
obvious (p. 48) that, since the two branches join one another at the 
points a and c, for every point in the branch abc there will be some 
point in the other branch adc having exactly the same potential. 
If now h and d are any two such points of equipotential, and they are 
connected together electrically through a current-detecting instrument 
or galvanometer G, as it is often called, and also through a key K^ 
similar to Kg, then no current will pass through G, i,e, from 6 to (f, on 
closing Kj, as the non-deflection of G will prove, owing to there being 
no difference of potential (p. 49). 

Thus the current flowing in ab will be the same as that in bc^ and 
the current flo^ving in ad will be the same as that in dc, when G 
indicates no current in the cross path bd. 

Now let r^ r^ r^ r^ be the respective resistances of the paths 
ab, be, cd, da; and let C^, Cg be the currents through abc and adc 
respectively. Also let v^, v^ and v^ be the potentials of the points 
a, 6, and c respectively, when v^ will also be that of the point d» 

Then we have by Ohm's Law : — 
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or by division 

whence 

This may be termed the law of ike WheaUUme bridge; and the 
bridge itself, we see, is an arrangement of six conductors joined three 
together at four points. 

The above law, it will be observed, still holds even if B and G are 
interchanged in position. Consequently balance — i,e, the adjustment 
of the arms r^, r^ r^ r^ as they are called, so that G does not indicate 
any current — ^is unaffected by interchanging B and G. We may 
now indicate the way in which a resistance can be measured by the 
Wheatstone bridge. 

Suppose Tg to be the unknown resistance to be measured, and 
that standard known resistances (Fig. 20) are inserted to compose 
the remaining three arms r^, r^ and r^ respectively. Then to make 
a measurement, suitable known resistances are inserted in r^, r^ and r^, 
the key Kg now pressed, and r^, r^ and r^ adjusted so that on pressing 
K^ in addition to Kg G does not deflect. 



Then we have ^3=-^ . r^. 

^1 
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The battery key Kg must always be pressed before the galvano- 
meter key Kj, so as to allow the currents in the arms of the bridge to 
attain their steady strengths before the galvanometer key K^ is closed. 
If a highly inductive circuit is being measured, this may take several 
seconds, due to the phenomenon of inductance (tnde p. 194). 

It must here be noted that if r^ is in ohms, r^ will also be in 
ohms, no matter what units r^ and r^ are in, so long as they are the 
same units. 

This fact makes it possible to employ what is caUed the ' metre 
form' of Wheatstone bridge, in which ode (Fig. 21) is a stretched 
wire 1 metre long, of uniform cross section, and r^ a resistance-box 
afl before, d is now a moving contact by which a point such as d 




Fio. 22.— Metre Bridge. 

can be found by trial, having the same potential as b. Thus the 

unknown resistance ri=— - rj, and ^ is now a ratio of the two lengths 

of the wire either side of the sliding contact d, 

A common form of metre bridge is shown in Fig. 22. It consists 
of a base board a little longer than 1 metre, and some 20 cms. 
wide, roughly, to which is screwed, in this instance, five separate thick 
copper strips. The end strips are bent round at right angles, and 
between the extremities is stretched a platinum-iridium wire 1 metre 
long, indicated in the figure by the white line. Capable of sliding 
over this wire throughout its whole length is a spring tapping key pro- 
vided with a terminal. Contact can therefore be made with any point 
of the wire by pressing the key, the position being noted on a metre 
scale as shown. The three intermediate copper strips are provided 
with terminals at their extremities and middle points, as also are 
the end strips. Thus four gaps in the line of strips are formed, 
enabling resistances to be connected across them. For ordinary work, 
however, only two gaps, one either side of the centre strip, are 
needed, in which are connected the unknown and standard resistances 
respectively, the two remaining gaps being bridged by massive copper 
strips seen in Fig. 22, of negligibly small resistance. From the 
previous remarks, then, the position of the sliding key will be d, and 
the centre terminal of the middle strip b, while a and c will be any 
corresponding pair of terminals on the remaining strips. 
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The reader is, however, referred to the special books mentioned 
on page 90 which deal with this all-important subject of measure- 
ment, where all the principal methods of, and precautions to be used 
in, measuring current, pressure, resistance, and power are fully 
described and explained. 

The formation of a Wheatatone bridge by separate resistance- 
boxes in the manner above mentioned would, in the majority of cases 
met with in practical work, be 
inconvenient. To obviate this, 
three of the arras and the two 
keys K, and Kj are arranged 
compactly in a somewhat similar 
form to that met with in an 
ordinary resistance-box. This 
is shown diagrammatical ly in 
Fig. 23, and in the corresponding 
general view, Fig. 24. J ^i ^» i- 

Referring to the former, F...«.-Di.«™.fFo.tom»wh«uton.Brid... 
which is lettered so as to exactly correspond with Fig. 21, it 
will be seen that the arms ab and ad, called the proportional arms, 
each consist of three resistance coils of 10, 100, and 1000 ohms 

respectively. This is 

in order to obtain al- 
ways a very simple 
and convenient ratio 
of r^ tor, (Fig. 21). 

The remaining 
three rows, comprising 
16 coils and one 'in- 
finity ' plug, form the 
adjustable or balanc- 
ing arm of the bridge. 
The unknown resist- 
ance is j-j, to be meas- 
ured as before. 

The dotted lines 
from o and 5 (Fig. 23) 
are permanent con- 
nections inside the 
box to the under contact studs of the spring lever-tapping keys K^ 
and Kj, which can be clearly seen in Figs. 23 and 24. 

A double form of terminal is fixed at C and d, so that the two 
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connecting wires which go to each of these points need not be 
clamped under one and the same nut, thereby risking a bad con- 
nection. Single terminals are provided at b, k, J, and L, though in the 
normal use of the bridge b and h are connected by a stout copper 
plate. Since the 16 coils in the adjustable arm total 11,110 ohms, 
it will be seen that this bridge, which is known commonly as the 
Post Office pattern, will measure resistances between t^^is x 1 or 
yfjth ohm, and 3-}^^^ x 11,110 or 1,233,210 ohms. 

The accurate range of measurement, however, for reasons which 
will not be discussed here, lies between about ^j^th of an ohm and 
300,000 ohms. 

It may be well to point out that the kind of ^ti^-top adjustment 
already described is always used with standard resistances of the 
highest accuracy. 

For ordinary commercial or less accurate work some makers in 
this country and abroad 
employ sliding or rubbing 
switch contacts, which they 
state have a conductivity 
and reliability equal to 
that of well-fitted plugs. 

The improved form of 
dial resistance, with en- 
closed switch, recently in- 
troduced by Mr. R. W. 
Paul, of London, is shown 
in half-side sectional eleva- 
tion (Fig. 2S) and in half 
plan of the upper and 
lower sides of the contact- 
block disc (Fig. 26). The 
coils are wound on brass 
bobbins E provided with 
lugs to which the ends of 
the coil are soldered, and with switch contact-plates or blocks D formed 
in one piece. One end of a substantial laminated switch-brush F makes 
a rubbing contact on the plates B, which are undercut where attached 
to the ebonite disc B so as to give good insulation and free circulation 
of air through the hollow core C. The other end of the brush makes 
a good rubbing contact on a central flange-plate A which supports 
the bobbins E, these latter being insulated by the ebonite disc B. 
It will thus be seen that the phosphor-bronze switch-spindle carries 
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Fio. 26.— SUding-Contact Resistance- Box 
(Half-P]an Sectional Elevation). 



no current, as the current passes between the plates D and A directly 

through F. The spindle can be turned by an ebonite knob G, its 

position, and therefore that of F on D, being indicated by an attached 

pointer H. A screw ad- 

justment, seen inside G, is ^'^ 

provided for taking up the 

wear between DA and F 

in course of use. 

Ever}^ < dial resistance ' 
is complete in itself and 
contains 10 coils non-in- 
ductively wound with silk- 
covered wire of low tem- 
perature coefficient (about 
0-000008 per 1° C), which 
is so small as to render 
any correction for ordinary 
atmospheric changes of 
temperature in this coun- 
try unnecessary. Only G and H project through the ebonite lid 
on which the values of the coils are legibly engraved. The coils 
are well baked, and coated with shellac to render them proof against 
the effects of hot or damp climates. The Universal Shunt, illustrated 
in Fig. 33, is constructed on this principle. Dial and parallel re- 
sistances with open switch-contacts are also made by different makers, 
that by Messrs. K Frank and Co., of Hanover, being shown in Fig. 27. 

Fault-Localising Bridge. — Before going further we may give 
one important application (out of many) of the Wheatstone bridge 
principle for the determination of the position or distance of a fault, 
i.e. of a bad leakage or breakdown, from the generating station in an 
electric main or cable. 

The instrument in which the principle is applied has recently been 
put on the market by Messrs. Nalder Brothers and Company, of London, 
and is known as the portable Direct-Reading Fault-Localising Bridge. 

A general view of the instrument is shown in Fig. 28, and a 
diagrammatic sketch of the arrangement and connections in Fig. 29. 

It consists of a somewhat massive guide-bar, terminating at one 
end in a terminal L and at the other in a key K. A uniform 
stretched wire rims from the terminal F, along a scale, on one side 
of the guide-bar, and back on the other side. A portable jockey or 
key P can make contact with any point of the stretched wire, while 
a sliding jockey S can be set at any position on its guide-bar. A 



96 ELECTRICAL ENGINEERING chap. 

battery has one of its poles connected to a iiKed terminal B, and 
the other to the earth or lead sheathing of the cable under test. 




Kio. 27.— 81ld(iig-Cont«t Be«istaiiw-B0);, by Mo-sra. K. Fr»iik midCa 

The faulty cable is connected to terminals F and L, and the galvano- 
meter to those mttrked GG. 

To make a test, set S to the length of the cable loop, and find the 
position of P at which no deflection on the galvanometer is obtained, 
by pressing down this jockey-key P at different positions on the wire 
and then tapping the galvanometer key K. 




The reading of the position of P on the scale when balance is thus 
obtained is the distance of the fault from the terminal F. The instru- 
ment, therefore, gives the distance of the fault from the station by a 
simple balancing test, and the test is independent of the resistance of 
the cables (which is often not known with accuracy). In this way a 
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dead earthy short circuit, or fault of appreciable resistance can be easily 
found. 

Shunts. — Resistances of known and practically constant values 
have another important application in practical work, which we will 
now consider. Suppose that it is desired to measure a certain current 
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Fio. 29.— Principle and Connections of Fftult- Localising Bridge. 

of electricity by means of some indicating instrument, or galvanometer^ 
as it is often termed, such as that described on page 206 ; also that this 
instrument is too sensitive to measure so strong a current when placed 
in series with the circuit, i,e, its indications are always off the scale, 
and cannot therefore be read. 

Now the principle of parallel circuits considered on page 84 will 
suggest that a second circuit should be formed between the terminals 
of the instrument, and therefore in parallel with it, to act as a 
* bypath ' for the excess current over and above what the instrument 
will measure. 

Such a bypath is usually termed a ^ shunt, and it is so com- 
monly employed in practice that it is important to consider what 
resistance the shunt must have, rela- 
tively to that of the instrument, in 
order that a given fraction of the total 
current may pass through the latter. 

Referring to the arrangement de- 
picted symbolically in Fig. 30, let A, 
A^ and A« be the currents in the main 
circuit, instrument, and shunt respec- 
tively, and rg, r, the resistances of galvanometer and shunt, and 
Vj, Vg the potentials of the two points a and h (the terminals of the 
instrument), between which it and the shunt are in parallel. Then 
the P.I), at the terminals of instrument or shunt = V^ - Vg ; and from 
Ohm's Law — 

H 




Fig. 30.— Theory of Shunts— Symbolical 
Sketch of Principle. 
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and a.=1l_^», 

But t^'=r^'- 

A,+A y_ ry + r, 
or A, - r, ' 

and obviously A=A, + A^. 



Whence 



A Tg + r, 
A^ " r. ' 



and.-. A,=~^^.A, 



or -^ ~ i: " • '^ff' 

From this result we see that the galvanometer current A^ must be 
multiplied by the quantity *^^^' (called the multiplying power of the 

shunt) in order to obtain the value of the total current A. The 
combined resistance R of shunt and instrument will (from p. 85) be 

r,+rg 

Now suppose it is known that the main current is roughly about 
five times stronger than a given instrument can measure. We then 
desire that A^ shall be \ of A, and therefore from the above we have 

r,-^rg A ** 

or r^^^-Tg^ 

i.e, the shunt resistance must be \ of that of the instrument. 

Obviously any standard known adjustable resistance-box can be 
employed as a shunt to an instrument if the resistance of the latter is 
known. 

Special forms of shunt-boxes (of which there are several) are, how- 
ever, supplied with the more delicate instruments, and which usually 
have three shunts, for use only with the particular instrument. The 
shunts are usually arranged so that only the convenient fractions 
tV> roTr» or 10^0 of the total current passes through the instrument, 
the remainder through the shunt, depending on which is in use. 

To obtain this, the last equation shows us that the shunt resistances 
must be -J-, -^^y and -g^J-^ of that of the instrument respectively. 

One very common form of shuiit-box is shown in Fig. 31, and the 
diagram of connections in Fig. 32. As seen, it consists of a brass 
containing-case having an ebonite top and base. 
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To the top are fixed the five separate segmental blocks A, B, C, 
D, E of a brass ring, which surround a central brass block F. 

Two double terminals, Tj, T^, are fixed to blocks A and B, and 
block B is permanently connected to F. 
By means of the one or sometimes two 
plugs that are provided, C, D, or E can 
be connected to F on inaerting the plug, 
and A can be connected to B. 

The three resistance coils r^, r^ 
and r^ having respectively |, ^Vi ^»d 
vi-f the resistance of the galvanometer, 
are connected between the common 
block A and C, D, E respectively. 
These resistances should be wound with 
the same material as that used in the 
galvanometer coils, so that they vary io 
exact proportion with that of the galvanometer for any changes of 
temperature. The shunt-box is connected to the two galvanometer 
terminals by short wires W, W. 

If a plug be inserted between A and B, the terminals T^, Tj,and there- 
fore the galvanometer, are short-circuited ; but if the plug be inserted 
instead in one or other of the remaining three holes, say between 
D and F, then the ^th shunt is connected across Tj and T^, and 
therefore shunts ^^ of the main current past the galvanometer. 

The shunt coils r^, r^ and r^ are wound to the requisite resistance 
with the same material as used in the coils 
of the instrument This obviates any errors 
that would otherwise be introduced in the 
shunting power due to the different tempera- 
ture coefficients of the two branches (inde 
p. 75). 

Universal Shunts. — The chief disad- 
vantage of the preceding form of shunt-box 
is that it can be used only with the galvano- 
meter for which it was made. 
I With a view to obviating this difficulty. 
Professor Ayrton and Mr. Mather ' devised 
the principle known as their ' universal shunt.' This device has the 
great advantage that it is available for use with any galvanometer, 
and also gives a cmistant damping effect, thus reading correctly when, 
used with ballistic galvanometers (p. 209). ] ■ -, 

' I'rat Prof. I.P..H. and KUctriciau, vol. xxxii. p. 827. 
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The priaciple ia shown diagrammatically in Fig. 33, which indi- 
cates the connections of an improved form introduced by Mr. R. W. 
Paul and illuatrated in Fig. 34. 

The galvanometer is joined to the two terminals G,, Gj, which are 
~ connected to the extremi- 
^^vH*' ^~P°y cajr /""^a ti«8 of * seriea of seven 
accurately proportioned 
and adjusted resistances^ 
The sum of all these = 
10,000 ohms, and each 
bears an exact ratio to 
the total, such as 1000, 
300, 100, etc., which are 
termed the shunting powers. 
The main circuit is joined 
to the terminals T,, Tj, 
which in turn are con- 
nected in the box as 

Fin. 38,— Principle unci ConnectlDUS of Univerwl ShuoL ghown. 

If, then, the movable contact arm is on stud marked 100 say, it 
means that only "''^ "t — or y^th of the total current is passing 
through the galvanometer, and so on with other studs. 

The instrument may be used as a ratio box for enabling a low-reading 
voltmeter (p. 230) to measure higher voltages. In this case the pressure 
to be measured is c< 
nected to G„ G^, a 
the voltmeter to Tj, Tj, 
when it will be seen , 
that the voltmeter 
measures known frac- 
tions of the total P.D. 
Change of temperature 
does not affect the 
multiplying power, and 
greater accuracy is 
obtained than with the 
previous form of shunt- 
box. If the resistance 
of the shunt is not 

■ pjore than twenty-one no. S4.— OeuomiViBivorirniytraiishimt. 

■ t^es that of the galvanometer, the resistance of the whole circuit is 
varied less than when using an ordinary shunt-box. 
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Other forms of shunt-boxes, constant current and otherwise, will 
be found described in the laboratory 
text-book, Practical Electrical Testing, by 
the author. 

The employment of a shunt with 
certain instruments may, however, intro- 
duce errors into the measurement, and in Fio.86.-DUgram of simple circuit. 

other cases may not produce the desired and looked-for effect 

As an example of the latter case, 
suppose that we have a simple seriei^ 
circuit (Fig. 35), consisting of a resistance 
R=27 ohms, source of KM.F. (E) of 2 
volts, and having an internal resistance 
B of 4 ohms, and a galvanometer G of 
,«. . r.. .. 999 ohms resistance, the connecting 

Pio. S6.— Diagram of Simple Circuit . , . . . . 

and Shunt Galvanometer. wires being of negligibly small resistance. 

Then by Ohm's Law the current (A) flowing in the circuit is 




A= 



total E.M.F. 



£ 



total resistance R + B + G ^ 

Now consider the same circuit, but with the galvanometer shunted 
(Fig. 36) with a shunt S of ^th. 

The main circuit current, i.e. the current from the battery, is 

E 2 2 



A = 



R + B + 



SG 27 + 4 + 99-9 130'9 



= 0-0153. 



S + G 



Hence shunting the galvanometer has increased the main current 
from 0*00194 to 0*0153, which, as we see, is due to the diminution of 

the galvanometer resistance from G to g -^^. 

But the fraction of this total current which now flows through G 

a 

is only «--., of the main current. Hence the galvanometer current 

S E 



S + G-^ SG 

^^^■^S + G 

= (999Ti) + 999 ^Q-Q"^^^=^^Q'Q^^^ = Q'^^^^^ *°^P^~ ^ 

and this is nearly as large as the previous total current, namely, 
001 94 ampere. 

Thus it is important to remember that under certain conditions 
the diminution of main circuit resistance due to shunting an instrument 



102 ELECTRICAL ENGINEERING chap. 

may so increase the total current that the fraction g—^ of the new total 
current is nearly as large as the original current, and hence the reading 
of the instrument is not diminished nearly as much aa required. 

If R had been large, say 3000 or 4000 ohms, it would be found 
that shunting would practically not have altered the main current, so 
that the galvanometer current would actually have been reduced in 
the desired proportion, viz. gxn- 

Standard Low Resistances. — Up to the present no special mention 
has been made of resistances having values below 1 ohm, and which are 
usually termed low resistances. We may 
confine ourselves here to that type which 
s adjusted to an accurately known value, 
and which remains cmtslaiU under the 
conditions of use imposed on it, thus 
constituting a known standard of low 
resistance. 

Such standards are usually constructed 
to carry large currents, and are mainly 
used in the measurement of other low 
resistances of unknown value and in that 
of current by potentiometer methods 

Fio. ST.— Stan.laid O-l-Ohui Lovf (W(fe p. 226), 

R«i-unc for 10 An,p««. j^^ material used in their construction 

is usually manganin or a nkl:el<«pper aUoy, which ia thoroughly 'an- 
nealed ' and ' aged ' beforehand, the cross-sectional area of metal and 
the radiating surface being so proportioned that the error in resistance 
due to rise of temperature (which is usually restricted to 30° C.) 
caused by the passage of the maximum specified current does not 
exceed 0-025%. 

For currents up to about 5 amperes, standard resistances are 
usually made in the form of open spirals of round wire, and are either 
exposed to the air or, wlien it is desirable to know their temperature, 
immersed in an oil-bath provided with a thermometer. For larger 
currents they are made of one or more broad or narrow metal strips con- 
nected in parallel between massive metal end-blocks to which the main 
circuit cable is attached. The length of the resistance wire or strip is 
in all cases made a tnfle longer than that actually required to give the 
desired resistance, and small polenltal terminals are connected at inter- 
mediate points on it, between which the exact resistance exists. 

Fig, 37 is a 01-ohm standard resistance for a maximum current 
of 10 amperes, made by Messrs. Elliott Brothers, of London. The 
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reBietance is contained in an outer case having boles in the sides, and 
its ends are clamped to the lower ends of the two massive studs. The 




main circuit cable or wire can be attached to sweating thimbles, which 
are clamped under the hexagonal nuts on the studs. The smaller 




sndiml SVOU-AmpHi 



potential terminals between which the exact resistance exists are also 
shown on the cover of the containing case, which is filled with oil. 
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Fig. 38 shows a standard 50-ainpere resistance made by Messrs. 
Crompton and Coiupuny, of Chelmsford. It consists of a broad strip, 
bent into a zigzag shape to economise space, and mounted on a light 
frame. The tsxtreme ends carry cable thimbles, and the two small 
potential terminals are on the top. This and all similarly constructed 
standards for use in the air are fixed on edge so as to facilitate cooling 
by convection, etc. 

A 2000-ampere Crompton standard is shown in Fig. 39, and 



.■J>'V 




Pio. M.— Standird O'000!-Obm Law RBsLstance for liW Amperea. 

consists of eight strips in parallel between the two thimbles, the two 
potential terminals being carried on a terminal board at the top as 
seen. 

A 1600-ampere 0'0002-ohm standard resistance made by Messrs. 
Elliott Brothers is illustrated in Fig. 40, and consists of twenty-four 
strips in parallel side by side between two massive metal end-blocks. 
Each of these blocks is provided with two bolts for clamping the ends 
of the main circuit to. 

The potential terminals are shown at the left-hand side of the 
base, and the cross-piece at the centre of the strips is for the purpose 
of keeping them rigid and equally spaced apart. 
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A similar standard to this (by the same maker) for 3000 amperes 
has a resistance of 0*0001 ohm, and would therefore have a fall 
of potential at its terminals of 3000 x 0*0001, or 0*3 volt at the 
maximum current. 

Insulation. — From what has been said in the earlier pages of this 
book the reader will at once see that to utilise electricity it is not only 
necessary to provide some kind of path for it to act along, usually 
termed a conducting path, or briefly a conductor, but also to provide 
the means, usually called insulation^ for restricting or preventing it 
acting along any other path simultaneously. Any substance which 
prevents the passage of electricity, either along or through it, in all 
but minute quantity is termed an insulator or isolator. The very best 
insulator known has, however, some conductivity, in the same way that 
the very best conductor has some resistance. 

The introduction of the higher pressures so commonly employed 
nowadays has almost simultaneously taken place with the production 
of better and cheaper insulating material, without which it would be 
dangerous, if not impossible, to work with them. 

Probably next to that of the actual production of electricity, no 
subject has received such widespread attention as that of insulation. 
Its vast importance to the electrical engineer may be judged from the 
fact that both the production and utilisation of electricity depend on 
sufliciency of insulation in one way or another. 

Properties of Insulating Materials. — In order that any particular 
insulating material may withstand the various uses to which it may be 
put at the present day, it should possess the following properties, namely, 
that it should be (1) a good insulator, i.e. should have a high insulation 
resistance, which ought not to diminish much for any rise of temperature 
that the material may have to undergo ; (2) waterproof and non-hygro- 
scopic, i,e, it should not absorb moisture of any kind ; (3) fireproof ; 
(4) tough ; (5) flexible and not brittle, so as to permit bending and 
twisting ; (6) have a dielectric strength or rigidity sufficient to prevent 
rupture from sparking at all ordinary temperatures ; (7) easily obtain- 
able in any shape or form, and easy to work. A substance possessing 
all these properties would be an ideal insulator, but probably no such 
material exists, one or more of the properties being usually absent. 

Temperature in all cases seriously diminishes the insulating pro- 
perties of a substance, and in abnormal amount may alter the chemical 
constitution of the material. On the other hand, the insulation 
resistance increases up to a certain point with the time during which 
it is subject to electrical pressure, or, shortly, to the time of electrifica- 
tion. With most insulators there is a greater change of resistance, 
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due to change of temperature, after long electrification than after a 
short time of electrification. The insulation resistance of many 
substances, and almost invariably of electrical cable insulation, is in 
this country taken after one minute's electrification, and after twenty- 
four hours' immersion in water at about 15° C. In this way a com- 
parison between the various kinds of insulation can be made. 

The specific resistance at a specified temperature is given for 
various important substances in Table VIII. The values, however, can 
only be taken as merely approximate, owing to even a slight variation 
in the composition altering the resistances considerably, and also to 
the effects of electrification and age. For instance, the resistance of 
gutta-percha increases very much with age if kept under water. 
Mechanically flexible insulation, giving tolerably high resistance, can 
be obtained by treating fibrous material with linseed or other oil, 
drying, and finally thoroughly baking it. The same fibrous material 
treated with resin, shellac, etc., has different properties, being more 
brittle and liable to crack, while having a higher insulation resistance. 

Mica, though expensive in the better qualities, is used in very large 
quantities for physical and electrical engineering appliances. It is an 
excellent insulator, does not deteriorate with high temperature, and 
has a high dielectric strength for resisting rupture due to sparking. 
Mr. T. 0. Moloney has found, however, that the dielectric strength of 
mica is reduced by fully one-half its normal value by lightly coating its 
surface with paraffin oil. Mica can be split into uniform sheets less 
than 1 mil ( = y^^n^ inch) in thickness, but is brittle, and cracks when 
bent too much. It is also practically non-hygroscopic. Many large 
firms make their own sheets of insulating material by cementing their 
irregularly shaped pieces of scrap mica together by means of thin but 
sticky insulating varnish made from shellac, resin, etc. Sheets care- 
fully built up in this way with lap joints have a dielectric strength 
and insulation resistance nearly as high as a continuous mica sheet» 
while being much more flexible and amenable to bending round corners. 
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TABLE VIII 

Appboximate Values of Specific Resistance and other Physical Propekties of 
Important Insulators (arranged in Alphabetical Order) 



Substance. 


1 
Specific Resiiitance in Megohms per 


1 

Temper- 
ature in 
'C. 


Cm. Cube. 


Inch Cube. 

1 


Benzine (lianid) 

Bitumen cable (Gallendar's) 


14 X 10« 


5-22x10* 




450 X l(fi 


177 X 10* 


15 


Colza oil 


0-lxl0«tol-5xl0« 


0-039x10* to 0-69x106 




Ebonite 




28,000 X 10« 


11,030x10* 


46 


Glass (flint) 




20,000 X 10» 


7874 X 10* 


20 


,, (ordinary) 




91x108 


35 -9x106 


20 


Gutta-percha 




25 X 10« to 450 X 10« 


0-99x10* to 177x10* 


24 


>» 




7000 X 108 


2766 X 10* 




Hooper's compound 




15,000 X 10« 


5905 X 10* 


24 


' Ice . 




2240 


882 


-12-4 


1 
>» • • • 




284 


112 


-0-2 


India-rubber (Hooper's vulc. ) . 


15,000 X 10« 


5905 X 10* 


24 


,, (crude) . 


10,901x10° 


4292 X 10* 


14-9 


M (ozokerited) . 


6601 X 10« 


2600 X 10* ' 


15*2 


,, (vulcanised) . 


3812x10* 


1501 X 10* 


15-1 


,, (Siemei/s special) . 


41,148 xlO* 


16,200x10* 


15 


ty (refined) 


16,202 x 10« 


6380x10* 


15 


Mica 


84 X 10« 


33 X 10* 


20 


Micanite 


2490 X 10« 


981 X 10* 




„ (cloth) 


310xl0« 


122x10* 




„ (paper) 


1240 xlO« 


481 X 10* 


30 


(plate) 


2067 X 10« 


814 X 10* 


30 


(' „ ) 


1727 X 10« 


680 X 10* 


100 


Oil asbestos .... 


0-85 xlO« 


0-315x10* 




Olive oil 


lxlO« 


0-894x10* 




Ozokerite 


44,000x10* 


17,347 X 10* 




Paper (parchment) 


0-03 xlO« 


0*0112x10* 


20 


,, (ordinary) 


0485x10* 


0*019x10* 


20 


,, and resin oil . 


3000 X 10« 


1181 X 10* 


15 


Paraffin 


24 X 10' to 84 X 10^ 


9449 to 13,396 


46 


Paraffin wax .... 


84,000x10* 


13,385 X 10* 


46 


Resin oil . 


320 X 10* 


126 X 10* 


18 


Shellac 


9000 X 106 to 2286 xlO« 


3543 X 10* to 9000 x 10* 


28 


Vulcanised fibre (black) 


68 X 10* 


28-6x106 




(red) 


10 X 10* 


3-9x10* 




„ (white) . 


14x10* 


5-5x10* 




Wood (ordinary) 


572 X 10* 


225 X 10* 




„ (paraffined) 


8690 X 10* 


1463 X 10* 




„ (tarred) 


1670 X 10* 


658 X 10* 




,, (walnut) 


53 X 10* 


20-8 xl0« 


1 

1 



Note» — The resistance per cm. cube of any substance is 2*54 times the resistance 

per inch cube. 

Vulcanised fibre consists of paper treated chemically and afterwards 
compressed and dried. It is very hard, and can be worked easily 
with machine and other tools. It, however, chars when heated in 
air to the higher temperatures and becomes brittle. Vulcanised fibre 
is rather hygroscopic, and when dried is liable to warp. 
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A list of special insulating materials recently introduced is given 
in Table IX., many of these being of foreign origin. 

TABLE IX 

Special Artificial and other Important Insulating Materials in 
Common Use (arranged Alphabetically) 



Ambroin 

Armacell 

Armalac 

Asbestos 

Bitumen 

Celluloid 

Dialite 

Diatrine 

Eburin 

Enamellac 

Fuller Board 

Insulite 

Isolit 



Lithin 

Litholite 

Manson tape 

Megomit 

Okonite 

Ozite 

Pitch 

Porcelain 

Press-spahn 

Psychiloid 

Resin oil 

Rhynox fibre 

Rubellite 



Sapho 

Silex 

Slate 

Stabilit 

Steatite 

Talc 

Uralite 

Velvril 

Volcnite 

Vulcabeston 

Vulcanite 

Wicksite 

Woodite 



Numerical data in connection vdtb tbe physical properties of most 
of the substances enumerated in the above table are scarce, but we 
may give some particulars of a few of them. 

Silex has recently been introduced into America, and consists of 
pulverised rock. It is used in the form of powder, being packed 
round bare conductors when laid in troughs or piping. It is non- 
hygroscopic, non-inflammable, durable, and cheap in first cost. 

Vulcabeston is a mixture of rubber and asbestos, which undergoes 
a special process. It is a good insulator, is unaffected by high 
temperatui^es, is non-hygroscopic, and is very hard and strong, but 
has a resistance to rupture less than that of mica. 

Diatrine is a good insulating material, resembling rubber in appear- 
ance, and having considerable dielectric strength. It is non-hygro- 
scopic, flexible, and possesses considerable mechanical strength, and is 
used by Messrs. Glover & Co. for insulating electric light cables. 

Ambroin is mostly composed of mica, resin, and amianth, which 
are well ground and mixed together and then treated chemically, 
being finally heated under pressure. Its specific gravity ranges from 
1*4 to 1 '8, and it can be moulded into any shape, and gives a smooth 
surface. It is unaffected by light, only slightly hygroscopic, resists 
acids, and is not much affected by heat or boiling water. Ambroin is 
stronger than ebonite mechanically, and offers greater resistance to 
compression. 

Velvril consists of nitrated castor or linseed oil mixed into a 
thoroughly homogeneous mass ^vith nitrocellulose. It is intended as 
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a substitute for india-rubber, and is more stable than either this or 
gutta-percha. The hardness of velvril can be varied by the composi- 
tion. It is inflammable, burning slowly but non-explosively. 

A new insulating compound has recently been introduced, consisting 
of granite chips, which are calcined and mixed with kaolin, powdered 
felspar, and sufficient water to make a plastic mixture. This is then 
moulded into any shape or form, heated to nearly 1700** C, and finally 
glazed. It is practically non-hygroscopic, has great tensile and com- 
pressive strength, and a high insulation. 

Ebonite and celluloid begin to soften in water at 160° F., and 
bum at 350° F. 

Okanite stands temperature extremes better and with higher 
insulation resistance than any rubber insulation. 

Leakage. — On page 105 it was stated that even the very best 
insulator, by reason of its possessing some slight electrical conduc- 
tivity, allows some, though it may be a very small quantity of 
electricity to pass it, which is called leakage. 

Now this leakage takes place in two ways : — 

1. Through the mass or whole cross section of the insulation. 

2. Along the film of moisture and dirt on the outside surface of 
the insulation. 

Though leakage always takes place in the above two ways simul- 
taneously, we often find one or other of them the main source ; for 
example, 1 almost entirely results in the case of leakage from a 
lengthy electric insulated cable, whereas it is only 2 that is met with 
principally in leakage from the overhead trolley wire to earth in an 
electric tramway system. Here the outside of each of the strain 
insulators is covered with a film of moisture and dirt, which 
forms a conducting path far exceeding in conducting power that 
through the insulator itself. The reader will not therefore have 
much difficulty in seeing that dirt and moisture are the two main 
enemies of insulation, of which the latter is the principal one. The 
best insulation results with any insulator will be obtained, so far as 
dirt is concerned, when its surface is highly polished, for then dirt will 
have much greater difficulty in adhering to it. 

It is unfortunate that many excellent insulators are hygroscopic, 
i.e, absorb moisture from the air. The best results will, however, be 
obtained from those which are hygroscopic, by polishing the surface and 
then varnishing it with a non-hygroscopic, highly insulating varnish. 

For example, glass is an excellent insulator when clean and dry, 
but it absorbs moisture very soon. If coated with shellac varnish it 
becomes a fairly good insulator, so long as the varnish remains clean. 
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The shellac varnish should, however, be made with care, and consist 
of clean lumps of what is termed * button' lac dissolved in pure 
alcohol. Under usual conditions of use, a clean and dry glass surface 
is a higher insulator than when it is coated with shellac. 

Paraffin wax is almost non-hygroscopic, and is frequently used to 
coat the end of an electrical insulated cable to prevent leakage from 
the copper core over the end of the insulating covering to the outside 
and thence to earth. In such cases, which usually occur in testing 
work, the clean paraffin wax, melted in a receptacle placed in a hot- 
water bath, should be painted over a freshly bared portion of the 
insulation at the end. 

Laws of Leakage of Electricity. — Now it is obvious that the 
longer the path of leakage the greater will be the resistance opposing 
it, both at the surface and in the mass of the insulator itself ; also the 
greater the surface, and therefore the greater the cross section, the less 
will be the resistance opposing leakage. The opposite, both in the 
case of length and surface, must also be true, so that we are able 
to formulate the following rules : — 

Let I aud s be the length and surface width respectively of any 
insulator. Then the surface or insulation resistance will be 

I 

OC -. 

S 

If the insulator be cylindrical, s will be ocn-d, where d is the 
diameter of the circular cross section. Whence the surface resistance 

will be ^—j- 

ird 

The resistance opposing leakage through the cross section of the 
material itself will be given by the rule on page 69, and 

= -^ ohms, 
A 

where A = the cross-sectional area, and p » the specific resistance of the 
material as given in Table VIII. page 107. 

If the section is circular, A=^-p» 

and the resistance becomes ^ ohms. 

/, p, and d must of course be in similar units. 

With fairly good insulators, surface leakage almost entirely eclipses 
in magnitude the leakage through mass, and is the main thing to 
guard against, so that / is the factor to make as large as possible and 
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8 that to reduce as much as is consistent with obtaining sufficient 
rigidity in the insulator. 

Now in order that /, the effective length of the path along which 
leakage may take place in any insulating pillar or support, may be 
large without the support being tall and consequently weak, recourse 
may be had to the form shown in Fig. 41. This consists, as seen, in 
deeply grooving or corrugating the pillar from one end to 
the other, the depth of the grooves depending on the out- 
side diameter of the pillar. The advantages of this con- 
struction are: — (1) The value of /, the effective length of 
surface from end to end, can easily be made at least twice 
that of a plain cylindrical rod of the same length ; (2) the 
support can be made stouter, and therefore stronger, with 
the same insulation resistance for equal length ; (3) in C 



\S 



C 



I 



I 
1 



Fio. 41.— Cor- 
rugated In- 
s u 1 at ing 
Pillar. 



handling the support the recesses will escape being soiled 
by contact with the hand, though the outer ridges will be 
dirtied by touching, consequently a continuous film of dirt 
will not be formed from end to end, and the insulation 
of the support will in a great measure be maintained. 
Supports of this kind are always fixed by metal thread- 
screws s, s screwed into the ends. The hole required 
for the thread inside it should on no account be drilled 
right through the support, but only just so far as is 
necessary for obtaining a sufficient number of threads to 
enable the screw to get a firm hold of the support A 
hole right through the centre will in a great measure 
nullify the good insulating effect due to corrugating. 

Insulators for supporting Electrical Conductors. — We may now 
consider briefly the main characteristics pertaining to insulators when 
used for supporting electrical conductors, as distinguished from the 
insulating covering of the conductors themselves. Supporting insula- 
tors are used in the open air and also under cover or indoors ; but as 
the conditions of use in open air are so vastly more severe than those 
met with under cover, any insulator capable of coping with the 
former will all the more easily cope with the latter. We may 
therefore confine our attention more particularly to those intended 
for use in the open air for supporting bare conductors. Much attention 
has of late years been given to this subject by engineers with a view 
to enabling electrical power at high pressures to be transmitted over 
long distances with very little leakage. The trouble in the past was 
the somewhat wide variation of insulation resistance with the changes 
of weather, but this trouble has practically been overcome now by 
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properly designed insulators, which are lighter and have better electrical 
properties and can be carried, even by good conducting supports, with 
equally good results. The attributes of an ideal insulator are that 
it should be : — (1) Hard but not brittle ; (2) made of a non-hygroscopic 
substance ; (3) made of an anti-acid-proof material ; (4) very smooth, 
to prevent accumulation of dust and dirt, and be easily cleansed by 
rain ; (5) very strong, to enable it to withstand crushing due to the 
dead-weight of the wire when still and also fracture through lateral 
strain when the line is swaying in a wind, or abrasion by the line ; (6) 
to have maximum length of total surface opposing leakage combined 
with minimum periphery of transverse section, or, in other words, with 
minimum cross section of material; (7) constructed as to prevent 
insects from settling in any recesses and so reducing the resistance ; 
(8) so constructed that a flaw in one part cannot ruin the insulating 
properties of the whole insulator. 

Material employed for Insulators. — Various materials have been 
used in the manufacture of insulators, such as glass, ebonite, white and 
brown porcelain, white and brown stoneware, while for electric railways 
and tramways a special compound is employed which is homogeneous 
and moulded under pressure from a plastic condition. It is well 
suited for withstanding rough use, being very tough, strong, durable, 
and hard but not brittle. Further, it is practically non-hygroscopic 
and unaffected by climatic changes. 

Hitherto the main objections to the use of glass have been its 
hygroscopic natiu*e, due to the alkali in it having great affinity for 
moisture, and the liability which it has to *fly' or split. Further, 
since the angle of contact between water and glass is zero, a drop of 
water spreads almost indefinitely, thus creating a moist conducting 
film which directly promotes leakage. On the other hand, glass in 
certain qualities is one of the best insulators, so far as leakage 
through its mass goes, and within the last three or four years 
insulators have been introduced made of a coarse kind of glass. 
The composition of this glass is a trade secret, but alkaline con- 
stituents have been avoided, so that no film of water condenses on the 
surface. Further, the difficulty of casting caused by this is overcome, 
and by a special annealing process the liability of the insulator to 
* fly ' has been got over. Results of tests on these show that both in 
dry and wet weather they are between two and ten times better in 
insulation than similar porcelain samples, also that no brush discharge, 
at high voltage, occurred with glass as it did with porcelain, and that 
higher pressures were resisted better with the former than with the 
latter. In some parts of Western America where the air is exceptionally 
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pure and dry, power is transmitted at 60,000 volts through wires 
insulated only by ordinary telegraph insulators made of glass. We may 
therefore conclude that the new form of glass insulator lias probably a 
great future before it for insulating high-pressure wires and even 
telegraph wires, seeing that with these siurface leakage, especially in 
damp weather, is the main source of trouble. 

Ebonite is objectionable for aerial insulators, because it is costly 
and its surface becomes acid. Owing also to rain adhering to it, the 
surface soon becomes covered with a dirty and spongy conducting 
film. 

Porcelain with a non-alkaline glaze makes an extremely good 
insulator. White and brown glazed porcelain, and stoneware or earthen- 
ware, are by far the two most widely used materials for line insulators. 
Porcelain, as now made, is the better and most widely used of the two, 
owing to its insulating qualities being much better than those of 
earthenware, and to them being to a great extent independent of the 
outer glaze. The material, however, varies considerably, and with it 
the insulating properties ; and the material under the glaze may even 
be porous and spongy, so that if this glaze cracks, moisture is rapidly 
absorbed and the insulator ruined. Brown earthenware made from 
clay, being very hard and durable, is a good material for insulators, 
and is cheap. Although it is incapable of taking as good a glaze as 
porcelain, the glaze is not so liable to crack. Porcelain, however, has 
the advantage that its specific resistance is higher than tlfit of 
earthenware. 

The best insulators are handrtumedy and not moulded^ as many of 
the commoner ones are ; and it should be remembered that, as surface 
conduction is the main trouble in all insulators, the point of first 
imi)ortance is the condition of the surface. The higher the glaze 
the better, for then the moisture drops* off and the surface is more 
thoroughly cleansed by rain. Now, in order to combine the two very 
important attributes (5) and (6) mentioned on page 112, the most 
commonly used insulators are made in the form of a simple cup, or 
as many as two and three cups, one inside the other. There are, 
however, many different forms in use, and space will only permit of 
the description of some of those used extensively. Of the two 
distinct classes of insulators made, namely (1) those used with oil 
and (2) those in which no oil is employed, the latter are the simplest 
in construction. These insulators are mostly of the double -cup 
form, the single- and triple-cup forms not having been adopted to 
any great extent so far in practice. Multiple-cup insulators of this 
class are made either in one piece or built up of cups made separately 
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Fio. 42.— Etouble-Cup 
Noii-fluid Iiiaulator. 



and afterwards cemented together. The latter arrangement is to be 
preferred, because a flaw in one cup does not utterly ruin the whole 
insulator as it might if this were made in one piece. 

Fig. 42 shows a common form of Post Office Telegraph insulator 

of the double-cup or shed type. The galvanised 
wrought-iron bolt (not shown) which cariies it has 
a jagged end, similar to that of the bolt shown in 
Fig. 46 at K, for the purpose of being gripped by 
the current. This end is cemented into the hole 
H, which is provided with two annular grooves G, 
G for the purpose of keying-in the cement. As seen 
(Fig. 42), the two cups B and C are made in 
one piece, the body of which has a circular groove 
AA to which the wire to be supported and insulated 
is fixed. The lip of the outer cup B, at least, should be shaped as 
shown, so that drops of water hanging from the rim are merely blown 
a little way up the bevelled edge inside without being broken and thus 
wetting the inside of the insulator. The path of surface leakage 
from the wire at A to the supporting bolt is in the direction of the 
arrows, and is of considerable length, as it 
should preferably be. Moreover, the inner 
cup C, being shallower than B, is mostly 
dry,- and therefore insulates very highly. 
This form of insulator, often called a Uei'- 
minal insulator,^ is nearly always made in 
white glazed porcelain, and measures about 
A\" high X 3J" outside diameter. 

Fig. 43 illustrates a triple -shed glazed 
porcelain insulator for high-pressure electrical 
transmission of energy. As* seen, there are 
three distinct cups made in one piece, and the interior S is screwed 
for the reception of a screw -threaded bolt. Such a *" screw -holt' 
insulator, as it is called, whether of a single- or multiple-cup form, is 
all but universally adopted on account of the facility with which 
renewals can be made. The form in Fig. 43 is often called a ^iop- 
gi'oove ' insulator, on account of a groove T being provided at the top, 
usually to take a cable f" or 1" diameter. It also has a side groove 
CW-, and the path of surface leakage is as shown by the arrows, being 
extra long, and consequently giving extra high insulation. An in- 
sulator somewhat similar to this, and of the triple-shed form, when 
tested with an alternating pressure having a constant rate of reversal 
of 50 periods per second, and ranging from 5000 to 50,000 volts, has 
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been shown by Mr, R. M. Friese ' to have an insulation resiat&nce 
of a.bout 1000 megohms and an electro-static capacity of 0000026 
microfarads. 

A somewhat similar insulator to this last one, made of highly 
vitreous porcelain, and intended for high pressures, is supplied by 
Messrs. Bullers, Ltd. It is of the trtple-shed type, 
but the lower portion of the innermost cup extends 
below the lowest edge of the middle one, and that 
of the latter below the lowest edge of the outermost i 
cup. It is stated to be extremely strong and tough I 
and suited to all climates, while its insulation resist- 
ance is said to not depend on the outer glaze. 

A simple but very effective ' oil ' insulator is shown 
in Pig. 44, and is of the single-cup type. It will j 
be seen that the lip of the cup hends up inwards, 
forming' an annular channel in which a n on -evaporative highly 
insulating oil is placed. The insulator is often made with a fop 
yroove, though only one at the side is shown in the figure. Either 
a screwed or cemented ja^ed bolt is used, and the illustration 
indicntes the latter. Any leakage of current from groove to bolt is 
shown by the arrows, and bos to take place across the clean surface of 
the highly insulating oil O. 
The insulation resistance of 
this class of insulator is con- 
sequently high, and it is there- 
forewellsuited for high-pressure 

Fig. 4.^) illustrates the form 
of Fhillips'soil or fluid insulator 
supplied by Messrs. Johnson 
and Phillips to the Oerlikon 
Company for the transmission 
\ of power at high pressure 
ween Kriegstetten and 
Solothurn. The line, 8 kilo- 
metres long, consists of bare 
copper conductors supported on these insulators. At a pressure of 
2000 volts the leakage was practically nothing, thus showing the 
perfect insulating qualities of this form of insulator. As will be seen, 
it is made in two distinct part«, A and B, which are cemented together 
as indicated at C. The outer cup A is practically the cover, and is 
' IScklmlff-hii. ZciliobT. 24. [ij-. 1028-30, Dec, 1»03. 
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provided with both top and side grooves. The inner part B is 
provided with a screw-thread S to enable the insulator to be screwed 
on to a bolt, and on the outer periphery of B are formed three annular 
channels or ciips, P, Q, and R, in 
which oil is placed. Leakage between 
conductor and bolt takes place in the 
direction of the arrows, but has now to 
cross three distinct oil surfaces in P, Q, 
and R. 

Another form of Phillips's fluid 

I insulator, in throe pieces, with sliding 

' cup, is shown in Fig. 46. The outer 

cup A has a side groove and a section 

similar to chat shown in the figure. Into 

this is cemented the cup B, the lip of 

which dips into a third or sliding eup 

C, which like A contains oil. A bolt 

R has its jagged end K cemented into 

the inner cup B, and supports the 

whole insulator. The sliding cup C is 

lowered to be filled with oil, and then 

slid up R, being supported in position 

which passes through the side of the bolt. 

s shown by the arrows. 

1 insulator with protection 




§ 



!ia shown by a pin (p) \ 
The direction of leakage i: 

It is sometimes necessary to provide a 
against malicious injury by attaching 
it to a metal cap. Fig, 47 shows 
such an aiTangement, or a hooded 
insulator with what is called a ^'' 
pigtail or hook. The hood now sup- 
[Htrts the insulator, and is bolted to 
tlie post. 

When heavy conductors have to 
be supported, a different form of 
insulator for standing the heavy 
strain is often used. This is com- 
monly known as the shackle insulator, 
and may be of the fluid type or 
otherwise. The fluid or oil type of 
such an insulator is shown in Fig. 4( 
:ind is of the double-cup form. As actually depicted, we have what 
is known as the (iuuWf- shackle form, consisting of two porcelain 
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insulators I, I, each being clamped between the ends of a. pair o( 
galvanised wrought-iron straps S, S by the stout iron bolts shown. 
The other ends of the straps S are drilled with holes to take a stout 




bolt, which passes through the hole in the projecting lug B of a clamp. 
This clamp is in two halves, and when these are bolted together the 
post P is firmly gripped. The cable W h bent once round each 
insulator and bound by small wire, as at 
b, b, a loop L being formed. Each 
shackle insulator I is free to swivel on 
the bolt at B, and hence such an arrange- 
ment is a convenient one to employ at 
corners, and it will be seen that the 
bolts through each insulator practically 
take all the strain. 

Bare aerial mains or electrical con- 
ductors are bound to the grooves of 
insulators such as those shown in Figs. 
42 to 48, or run as indicated in Fig. 47. 
In the case of insulated cables, however, 
this method would damage the insula- 
tion on the cable at the insulators, due 
to friction introduced by the cable 
swaying to and fro in the wind. In 
such a case the insulated copper cable 
is suspended by a special form of sus- 
pender from either a solid or stranded 
steel cable carried by the insulators adopted. One form such a sus- 
pender takes is shown in Fig. 49. Here the copper cable is supported 
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in what may be termed a * running noose ' made out of a leather thong. 
A split double eye of steel carries the thong and hangs on the steel 
suspension wire. Thus the copper cable can swing in the wind 
without any part of its insulation being chafed. 

QUESTIONS ON CHAPTER IV 
[Supplement all Ansicers with Sketches when jxfssible,] 

1. What cari'ent will an E.M.F. of 100 volts send through an electric circuit of 
5 ohms resistance ? 

2. A circuit has a resistance of 2 ohms, and the current flowing through it is 10 
amperes. Find the E. M . F, 

3. If the circuit in the last question had a back E.M.F. of 50 volts, what must 
the value of the impressed E.M.F. be ? 

4. What will be the resistance of a circuit which carries 100 amperes when the 
P. D. at its terminals is 100 volts ? 

5. State the laws of resistance for any electrical circuit, and show how they can 
be used for finding its resistance. 

6. A conductor, composed of a material having a temperature coefficient = 0*389% 
per degree Centigrade, has a resistance of 1000 ohms at 15° 0. What will be its resist- 
ance at 30° C. ? 

7. Find the rise of temperature necessary to cause a resistance of 5000 ohms to 
rise to 5200 ohms. 

8. An electrical circuit is constructed of two different materials in series, one 
having a resistance of 50 ohms with a temperature coefficient (T.C.) = 0*00389, the 
other of 3000 ohms with a T.C. =0*00044. What is the combined T.C. of the whole 
circuit ? 

9. Find the combined T.C. of the two materials mentioned in Question 8, when 
placed in parallel. 

10. What is the combined resistance of three circuits of 3, 6, and 9 ohms respect- 
ively in parallel ? 

11. Find the combined resistance of a circuit composed of 3 ohms in series with 
a parallel combination of 6 and 9 ohms. 

12. What must be the resistance of a shunt so that /^ths of the total current 
may pass through a galvanometer of 1000 ohms resistance ? 

13. What fractions of the total current pass through a galvanometer and shunt, 
respectively, when their resistances are 5 and 20 ohms ? 

14. Find the multiplying power of the shunt in Question 13. 

15. If the current through a galvanometer is to be yijrth of the total current, 
what must be the ratio of the shunt and galvanometer resistances ? 

16. Find the current which 5 Leclanch^ cells (in series), each having a resistance 
of 2 ohms and an E.M.F. of 1*47 volts, can send through a circuit comprising a 
galvanometer of 20 ohms resistance, shunted with a ^th shunt, there being 10 ohms 
in a resistance-box connected in series with the circuit. 

17. A pair of feeder mains, each half a mile long, have to deliver 100 kilowatts 
at 440 volts. What cross section must they have so that the loss in them may not 
exceed 5 % of the power delivered ? (1 cubic inch of copper has a resistance of Jrd 
microhm.) (Prelim. 1902 of the City and Guilds.) 

18. State Ohm's Law, and say whether it applies accurately to varying or alter- 
nating currents as well as to steady currents. If not, why not ? (Prelim. 1902.) 

19. What is meant by ' drop ' on electric conductors ? How does the cross section 
of a conductor, and the current passing through it, affect the drop ? How is the 
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importance of a certain drop in a given case affected by the voltage of the circuit ? 
(Prelim. 1901.) 

20. If the resistance of a cubic inch of copper is 0'66 microhm, and the diameter 
of each of a pair of >vires be 0'064 inch, what length of circuit can be used so that 
the drop shall be 2 % when the pressure between the wires at one end is 200 volts, 
and the current flowing through lamps connected between the wires at the other end 
is 2 amperes ? (Prelim. 1901.) 

21 An electric glow lamp taking 0*5 ampere when supplied with 100 volts at its 
terminals is connected with 100-volt constant-pressure mains by means of 2 leads 
having together a resistance of §rd ohm. What will be the current through this 
lamp connected alone, and also when 1, 2, 3, 4, 5, and 6 exactly similar lam])s 
respectively are turned on in parallel with the first, assuming that the resistance of 
the carbon filament remain constant at all currents ? (Prelim. 1901.) 

22. Three lengths of cable, of which the resistances are respectively 0*085, 0*025, 
and 0*013 ohm, are connected in parallel and used to carry a current of 80 amperes. 
How much of this current flows through each of the three cables, and what is the 
P.D. between the ends of the combination ? (Prelim. 1901.) 

23. What is the approximate resistance of 1 mile of No. 16 S.W.G. (0*064-inch 
diameter) high conductivity copper wire ? What current will flow if its ends are 
connected with a pair of terminals having a P.D. of 50 volts ? The resistance of 1 
inch cube of copper = frds microhm. (Prelim. 1903.) 

24. A pair of cables, each 100 yards long, supply 350 amperes to a distributing- 
box, and the ' drop ' in the cables is 5 volts. What would be the * drop ' if the 
current was reduced to 225 ? (Prelim. 1903.) 

25. Why are shunts for sensitive galvanometers usually f , ^Vi ^^^ vhr of ^^^^ 
resistance of the instrument ? Of what material should such be made ? Give reasons 
for your answers. (Prelim. 1903.) 

26. A group of ten 60- watt 110-volt lamps is 90 feet from the distributing- board. 
What must be the diameter of the wires so that the fall of pressure between board 
and lamps shall be 1*1 volts ? (Prelim. 1903.) 

27. How does the resistance of the following substances vary with the tempera- 
ture : — Carbon, copper, glass, gutta-percha, iron, manganin, platinoid ? (Prelim. 
1897.) 

28. A group of twenty- five 16-c.p. 100-volt lamps, each taking 0*55 ampere, are 
run from a dynamo 50 yards away. What must be the cross section of the cable if the 
*drop* is not to exceed ^ volt? (The resistance of a cubic inch of copper = 0*66 
microhm.) (Prelim. 1897.) 

29. A 90- volt 8-c.p. glow lamp in series with a resistance is placed across lOO-volt 
constant-pressure mains. On applying a voltmeter between the lamp terminals to 
ascertain if the pressure is correct the light diminishes. Explain exactly how this 
occurs. (Prelim. 1899.) 

30. How would you readily calculate the resistance of circuits made up of a number 
of separate known resistances joined in multiple arc ? (Ord. T. and T. 1897.) 

31. Calculate the value of the resistances required for the iVth and ^th constant- 
resistance shunts for a galvanometer of 5000 ohms resistance. (Ord. T. and T. 
1897.) 

32. What would be the current in milliamperes sent by a 10-cell bichromate 
battery through a resistance of 100 ohms, each cell of the battery having a resistance 
of 5 ohms ? (Ord. T. and T. 1897.) 

33. Describe the best forms and materials used for insulators for aerial telegraph 
lines. (Ord. T. and T. 1897.) 

34. In a water-power plant the dynamo, which [iroduces a fixed P.D. between its 
terminals of 120 volts, is 300 yards away from the house. The usual load consists of 
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200 100-volt 35-watt glow lamps. What size of leads should be used if the resist- 
ance of an inch cube of copper be 0*66 microhm ? (Ord. 1897.) 

35. A compound- wound dynamo producing a terminal P.D. of 150 volts is used to 
charge 60 storage cells, each having an E.M.F. of 2*2 volts and a resistance of 0*001 
ohm. If the leads joining the dynamo and cells have a resistance of 0*2 ohm, what 
will be the current generated ? (Ord. 1897.) 

36. The key for a Wheatstone bridge makes two contacts in succession. What 
are the circuits that are closed by each of these contacts, and is there any reason for 
closing one before the other ? (Ord. 1897.) 

87. You are required to construct a resistance-box for ordinary use. What 
material should the wire be composed of? What resistance would you make the 
coils have I What gauges of wire would you employ for the different coils ? How 
would you adjust them ? And what arrangement would you construct for enabling 
the number of coils in the circuit to be altered in the ordinary use of the box? 
(Hous. Sect. I. 1897.) 

38. Write down the names of the following elements in the order of their con- 
ducting power for electricity: — Gold, aluminium, carbon, copper, iron, bismuth, 
platinum. (Elec.-Metall. Ord. 1897.) 

39. State the general effects of alterations in temperature upon the electrical 
conductance of pure metals and of aqueous solutions. (Elec.-Metall. Hons. 1897.) 

40. A gradual change is found to occur with ebonite. What is the cause, what 
effect does it produce, and how can it be prevented ? (Hons. Sect. I. 1898.) 

41. Give sketches of the parts of a resistance- box with which a resistance of 1 to 
10,000 ohms can be obtained. Give a list of the res]>ective resistances of the various 
coils, and describe in detail the precautions to bo taken in the conistruction and in 
the use of the box, so that any resistance may be truly that indicated on the box. 
(Hons. Sect. I. 1899.) 

42. Describe a 'universal shunt box,' and discuss its advantages and disadvan- 
tAgen as compared with the ordinary shunt box. (Hons. Sect. I. 1899.) 

43. State what information you possess regarding the relative advantages of 
india-rubber, bituminous compounds, and impregnated fibrous materials as materials 
for insulating underground conductors. (Hons. Sect. III. 1899.) 

44. A dynamo maintaining a constant pressure of 220 volts between its teiminals 
supplies a power of 18,000 watts to a house 200 yards away. What must be the 
cross section of the copper of the leads so that not more than 4 % ^^ ^^^^ power 
may be wasted in them ? (Resistance of an inch cube of copper may be taken as 0*66 
microhm.) (Prelim. 1899.) 

45. Discuss the relative merits and demerits, electrical and mechanical, of the 
following materials for use in insulating the windings, commutator, brush -carriers, 
terminals, etc., of dynamos for pressui-e up to 500 volts : — Presspahu, mica, ebonite, 
vulcanised fibre, cotton, and jmper varnished with shellac, or cloth treated with 
boiled linseed oil. Give some examples of cases where one or other material would 
be preferable. (Hons. Sect. II. 1900.) 

46. If you had to select two forms of insulators for two aerial lines, one of which 
had to be erected in a dry and the other in a moist climate, what two forms would 
you select ? (Ord. T. and T. 19.0.) 

47. What is meant by the 'specific resistance' and 'specific electro-static 
capacity ' of an insulating substance, and how can they be measured ? (Ord. T. and 
T. 1901.) 

48. What is a megohm, and also a microhm ? If three lengths of cable having 
re8i)ectively an insulation resistance of 300, 400, and 500 megohms be joined in a 
continuous length, what will be the insulation resistance of the whole cable ? (Ord. 
T. and T. 1902.) 
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49. Having given a galvanometer tbe coils of which have 5000 ohms resistance, 
state what will be the resistances of ^ and ^Ij^ shunts. If a current were flowing 
through the galvanometer coils, would the insertion of tlie ^ shunt decrease the 
deflection to j^th its previous value ? Give a reason for your answer. (Ord. T. and 
T. 1902.) 

50. If the diameter of an iron wire weighing 200 lbs. per mile be 121 mils, what 
will be the weight per mile of another iron wire whose diameter is 181 mils ? The 
i-esistance of the 200-lbs. wire is 27 ohms ; what is the resistance per mile of another 
wire weighing 400 lbs. ? (Ord. T. and T. 1902.) 

51. What mechanical and electrical qualities are required in (a) iron wire used 
for open telegraph lines, {b) copper wire for open telephone lines ? (Hons. T. and T. 
1902.) 

52. Prove that the joint resistance of two resistances joined in multiple is the 
product of the two divided by their sum. (Hons. Teleg. 1902.) 

58. If the resistance of a length of pure copper wire at 32° F. be 10 ohms, what 
will be its resistance at 52° F. ; having given 
Resistance at any temperature 

^ = R, = R^l + •0028708(< - 82) + -0000003454 8(< - 82)«] ? 

What will be the resistance at 12° F. ? (Ord. T. and T. 1908.) 

54. Explain the qualities required in a 'resistance coil' employed for testing 
purposes. Give details of the materials that may be most suitably used and of the 
))rocess of manufacture. (Hons. Teleg. 1903.) 

55. Express the relations in regard to wires of circular section between : — (1) 
Resistance and diameter with equal lengths ; (2) weight and resistance with equal 
diameter ; (8) length and resistance with equal weights. A copper wire weighing 
131 lbs. has 9*684 ohms resistance ; an equal length of pure copper wire weighing 
1 lb. would give a resistance of 1196*7 ohms. What, in com ])arison with pure copper, 
is the percentage conductivity of the wire ? (Hons. Teleg. 1903.) 

56. Four 200-volt glow lamps of 5, 8, 16, and 32 o.p. respectively are connected 
in parallel on a 200-volt circuit. Make a diagram showing the connections, and And 
the current passing through each lamp as well as the current required by the four. 
(Inefliciency of lamps 3 "5 watts per candle.) (Prelim. 1904.) 

57. The electrical installations of two detached buildings, one 200 and the other 
700 yards from the source of supply, require maximum currents of 150 and 50 
amperes resfiectivcly. What cross-sectional areas of copper should be employed in 
the supply circuits to give * drops ' of 5 and 7 volts respectively at full load ? 
(Prelim. 1904.) 

58. Calculate the resistance of one mile of copper conductor having a cross- 
sectional area of 0*137 sq. inch. (The resistance of an inch cube of copper between 
opposite faces is 0*66 microhm.) (Prelim. 1904.) 

59. The specified resistance per mile of a wire 0*171 inch in diameter is 13*5 
ohms. What is the diameter of a wire of same description and length, the resistance 
of which is 27 ohms ? (T. and T. Ord. 1904.) 

60. (a) What is to be understood by the term ' j^ir shunt ' of a galvanometer ? 
{b) What proportionate value would it have relatively to the galvanometer ? 
(c) * G ' being the resistance of the galvanometer, what will be the resistance 

between its terminals when the y^ shunt is applied ? (T. and T. Ord. 
1904.) 
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The magnetic effect of an electric current has been referred to on 
page 35, but no attempt was made to indicate the principles under- 
lying it. The actual reason why an electric current should invariably 
be accompanied by the presence of a magnetic field is as much a matter 
of hypothesis as the nature of an electric current is itself. All we 
know for certain is that an extremely close connection exists between 
electricity and magnetism, which is the foundation of the whole elec- 
trical engineering industry. We shall therefore now consider the form 
or forms taken by the effects above mentioned. 

Magnetic Field of a Current in a Straight Wire. — Let us first 

take the simplest case, namely, the magnetic 
effect of a unidirectional or continuous 
current flowing in a straight conductor. 

If such a conductor ab is passed per- 
pendicularly through a hole in the centre 
of a sheet of cardboard CC and fine iron 
filings are sifted sparingly over the card- 
board, then, on sending a current through ab 
in the direction shown by the arrow, the 
tilings will arrange themselves in concentric 
circles around ab, thus showing that a 
magnetic field surrounds the conductor. 
The dotted curves represent the paths of the 

Fio. 50.— Field of a straight Wire, t e .• r j . • 

hues of magnetic force and are concentric 
with ab. The arrow-heads on these curves show the direction in 
which the lines of force act or flow when the current flows in the 
direction from b to a. 

If the direction in which the current flows is reversed, the direc- 
tion taken by the lines of force is also reversed. The stronger the 
current in ab, the greater will be the number of lines of force produced, 
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i,e, the stronger will be the magnetic field and also the greater will be 
the distance to which the lines radiate. Now though in Fig. 50 only 
an element, so to speak, of the magnetic field is indicated, due to the 
current flowing in ab at the point where the plane of the cardboard 
cuts the conductor perpendicularly, yet it must be remembered that 
the same effect is produced at every other point along cJk 

Hence whenever a contintums cwrent of electricity flows through a 
straight cojuiuctor, this conductor is completely smrounded along its whole 
length by a cylindrical magnetic field concentric with it 

If a conductor, carrying a suflSciently strong current, be dipped 
into iron filings, a quantity of these will adhere to it. This is of 
course owing to the lines of force trying to take the easiest and 
shortest path, which is now through the filings closest to the con- 
ductor. 

Hand Rule for Directions of Field and Current. — Perhaps the 
simplest and most easily remembered rule for determining the direction 
of the lines of force for Lines of 

any direction of current ^^^® 

is that shown in Fig. 5 1 , M }l T "^ ^\ \ ^\ Conductor) 

and is as follows : — ^^r= 

Corrent 

Grasp the conductor 
with the right hand in 
such a way that the thumb, 
when turned avMy from 

the hand, points in the Fio. si.— Hand Rulft for direction of Field due to a 

direction in which the ™^^ ""*** * 

current isflotving; then the direction along tJie fingers towards their tips U 

tlmt of the lines of magnetic force. 

In Fig. 51 the reader is looking at the back of the hand; but if 
instead it had been the palm, the same rule being observed, then the 
current would be flowing along the conductor from left to right, and 
the direction of the lines of force set up would just be reversed. 

Magnetic -Needle Rule for Direction of Current. — We can now 
understand the behaviour of a freely suspended or pivoted magnetic 
needle when placed near a conductor carrying a continuous current. 
Remembering the fact that whenever two difl^erent magnetic fields are 
in the vicinity of and are capable of influencing one another, one being 
fixed and the other movable, the latter will always tend to move into 
such a position as will cause the two fields to have one common path 
in one direction. Now let Fig. 52 represent, in plan and elevation, 
a conductor c running north and south and carrying a current which 
flows in the direction from N to S over the magnetic needle ns\ 
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then, in order that the lines of force due to ns and the current in c 
may have a common direction and path, the north-seeking pole n 

of the needle must turn towards the east, E, which 

it does. If the direction of the current in c is 
reversed, then the pole n turns towards the west, W. 
Those actions will each be reversed if the wire is 
under the needle, and it will be seen that they 
form a useful method of finding the direction of a 
current in a conductor, if a magnetic needle is 
available. 

Electro -dynamic Action between Conductors 
carrying Currents. — The fundamental principles 
p set forth in the preceding pages will enable us to 
see how two neighbouring conductors, carrying 
current, will affect one another. Let cd) and cd 
(Fig. 53) be two conductors carrying currents, which 
flow in the same direction, as indicated by the 
arrows. Then a magnetic field will be created 
c« TV.- *, # around each conductor, but the usual form of 

Fio. 52.— Deflection of ' ^ ^ 

Needle by Current in circular liuos of forcc coucentric with their respective 
stTRight Wire. conductors will be distorted. Now in the space 

between ah and cd the linos due to each will meet, flowing in opposite 
directions. The opposition which they thus meet with will cause all 
those which would meet to be diverted along an easier path, viz. that 
shown, embracing both conductors, by the outer curved lines, and in a 
direction indicated by the arrow-heads on these curves. 

Further, the tendency of lines of force to find the shortest path, i.e, 
the one of least resistance, will cause 
a force to be exerted tending to bring 
ab closer to cd, which is the only way 
in which their paths can be shortened. 
If ab and cd were to approach one 
another so close as to touch, the outer 
paths would take the ordinary cir- 
cular concentric form. We thus have 
the following rule : — Tv}o parallel 
conductors wUl attract one another, if the 
cwrrerUs flowing in them are flowing in 
the same direction. The rule will of course apply either to two totally 
diflferent currents and conductors, or to two different portions of 
the same circuit carrying the same current. 

If the currents flow in opposite directions in the conductors ef and 
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Fio. 53.— Electro-dynamic EfTect of two 
Parnllel Currents in Mame Direction. . 
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Fia. 54.— ElectrcMiynaniic Effect of 
Opposite Currents, etc. 



gh, as in Fig. 54, the lines of force due to the current in each con- 
ductor still continue to encircle it, but those of each field now have a 
common direction in the space between 
the conductors. The lines of force now 
tend to push one another aside, and in 
their endeavour to maintain a path con- 
centric with their conductors these last- 
named are repelled away from one 
another. We therefore have the fol- 
lowing rule : — Tvx) parallel conductors wUl 
repel one another if the currents flowing 
in them are flowing in opposite directions. 
Though the fields and conductors are shown in perspective in ligs. 
53 and 54, it must be understood that they act in planes perpendicular 
to the length of the conductors at every point in their length. 

The reader will now be able to see the way in which oblique 
circuits, or those crossing one another, will act on one another. Let 

d ac and bd (Fig. 55) be two conductors crossing 
one another obliquely at o, and carrying 
currents the directions of which are shown by 
the arrows. If A indicates attraction and R 
repulsion, then the conductors will experience 
a force or forces tending to make them turn 
about as a centre and tending to cause them to close up and coincide. 
In reality they will tend to move so that a and b approach one another, 
as also c and d; and this motion will tend, not only to make the 
currents and conductors parallel, but also the currents to flow in 
the same direction. 

Mag'netic Field of a Current in a Coiled Conductor. — Wo may 
now consider the form of the magnetic field produced by a continuous 
current flowing in a helical conductor, and which can be at once 
deduced from the foregoing principles. Let Fig. 56 represent a side 
sectional elevation, through a vertical diameter, of a continuous spiral 
conductor c of three turns wound on, say, a brass tube T. 

If the current flows round the conductor in the direction indicated 
by the arrows, then by the hand rule given on page 123 the lines of 
force produced in a vertical plane around each conductor c at this 
point will tend to flow, as shown by the arrow-heads on their circular 
paths, concentric with c. For simplicity, only one line of force is 
shown in Fig. 56 around each conductor, but there would be several, 
the number depending on the current strength. Now it will be 
observed that all the lines have a common direction inside the helix. 




Fio. 65. — Dynamic Action of 
Oblique Circuits. 
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Fia. 66.— Field of a Helical Current. 



as at h^ and also outside it, as at d, but that between the turns, as at 
a, they have opposite directions. 

At such points as a, therefore, the lines of force of two adjacent 
turns tend to neutralise one another, whereas at h and d respectively 
the lines of force have a common resultant line of force, which is 

really a tangent to the 
curves at these points, 
and is nearly parallel to 
the axis of T. For 
clearness this line is 
represented by NFS, 
and the direction is 
similar to that of the 
component lines pro- 
ducing it. The number 
of such resultant lines 
of force NFS depends 
on the number of lines 
around each conductor, i.e. on the current strength. Thus the stronger 
the current the greater the number of lines of force flowing through T, 
i.e. the interior of the helical coil, and emanating from the end N. 
These lines complete their paths outside the coil, some at a consider- 
able distance from it, and re-enter again at the end S. 

The south-seeking end of a freely suspended magnetic needle will 
be attracted toward the end N and repelled from end S. Hence, from 
the rules on page 4, the end N must be a north-seeking magnetic pole 
and S a south-seeking pole. But we see precisely the same general 
distribution of linos of force in an ordinary bar magnet (Fig. 2, p. 5). 
Consequently a spiral coil or helix carrying a continuous current is a 
form of bar magnet. 

Magnetic Field and Polarity of a Solenoid. — In Fig. 56 we have 
merely indicated the principle underlying the production of the 
magnetic field due to a helical conductor, but not the actual distribu- 
tion of such a field. Referring to Fig. 57, let an insulated conductor be 
wound round some non-magiieiic rod or erne so as to form a helix of several 
turns as shown. Such an arrangement is commonly termed a solenoid, 
and if a continuous cunent be sent through it the magnetic field wnll 
take approximately the configuration shown in Fig. 57. 

Now the current flowing in the solenoid in the direction indicated 
by the arrows w^ill, according to what has already been said above, 
produce a field the lines of force of which all flow through the 
centre of the solenoid and out at the end region N. They will then 
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complete their paths through the air outside the solenoid and enter it 
»gam at the end region S. The end N is therefore the north-seeking 
polo, and S the south- 
seeking pole, of the solenoid. , /y"^-:::----—-^^-:- ■:■.•■. 
'^Ve therefore have the fol- ':■ ^ / ^y''-'':— -'■—::-- \-V''''',\ 
loiring rule :—I/ o» looUng 
o^nally thrmtgh a solenoid the 
current iijlomng iu Us same 
directitm. as that in which the 

hatuU of a dt^t more (i.i. ',■';;■■;■ / -. -.— .-.- A .■■,■.','■.•., ■ 
clodcmiae), then the end nearest ' ■ '; ': '■ /■;;--::^---"-"-V-'-'--^'.--.'-V,.' ; i : / 
thg obseirer will be a south- ' \"V -"-V.---- V-"'-'-'-'-'-'''-^-' ' 

seeking pole. The converse ' 

IS also true, namely: If on ■'"'■" -"'"'"'>""'"">f*'i™o«FieM-cmia«. 

I^ing a^l, through a solenoid the current circnlale, round U counter- 

bJiLST," ? '"" ""l"""" »' ^'"'■l'" the turn, of 4e 

^:rx t™ ;.f • " - ''""'^" "■""■ '-" - '-^-^ ■>■««»■»- 

through tbeinlenorof the solenoid at the centre ofits len.th i, il. 

and end. they emerge fron. the side. „, the solenoid, and oni; eo^ 

parutively fe«- leave and enter the 

extreme ends. Thi« is due to the 

endeavour of the lines of force to hud 

' ""> shortest and easiest path, the 

direct result of this being that free 

magnetiem is exhibited along the 

"hole length of the solenoid except 

Its central region, and that the poles 

solenoid with a „on-mag„.tic co«".„"r aT'tb'' ■ ".'"T "^ " 

practice, BO that ». rfl no* pi ' " ' ""'" """' '" 

ofTect of substituting . magnetic core h.'lt^H"" """''"•"™ »' "" 

A solenoid having a core of maff f 
solenoidal electro-magnet, and FiiTTs' h """«"al is usually termed a 
in the distribution of the magnetic g^, ?"' "" ^"y ""''"'l 'heration 
any magnetic material has many time**tb '^'^'^^ *" '^^^^^°"- Since 
of force that air ha,, the easiest path' "^"'"iMMng power for lines 

whole length of the interior or core f "**^ ^^^ ^^^ ''"'^^ '^ through the 
enuanatc, completing their paths in'tb""" ""* "'"*' »' "■•''"h n<»«ly sU 
the „,„al „,y jt„„g^ jj^ ^^ ^ 
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side. Since very few lines leak out sideways, the poles are practically 
at the ends, and their strength is far greater than those of the 
arrangement of Fig. 57. In all cases the strongest points of any 
magnetic field existent in a non-closed or non-continuous magnetic 
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Fio. 59— Field of a Cored Solenoid. 



conductor are those points from which the greatest number of lines 
of force tend to leak out into air ; in other words, the points at which 
the greatest amount of 'free' magnetism exists. Such points are 
termed the poles of the field (vide p. 5), and these are not usually at 
the extreme ends of the mt^gnetic conductor. 

Consequent Poles. — A bar of magnetic material may, however, 
be wound in a special manner so that when magnetised more than 
two poles are produced. Fig. 60 shows such an arrangement of a bar 
of iron, say, wound with, what may be regarded for simplicity, three 
coils A, B, and C. Applying the rule given on page 127 for the 
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Fio. 60.— Consequent Poles. 



direction of current indicated in the coils, we see that A and B will 
each produce a north pole N at a, while B and C will each give a 
south pole S at b. These are called * consequent poles,' and the 
direction of the magnetic lines of force are shown by the dotted 
lines. There is therefore * free ' magnetism at the extreme ends of the 
bar S and N as also at a and b ; in other words, there are two north 
and two south poles. Consequent poles are met with in all dynamos 
having double and multiple magnetic circuits. 

Relation between Current and Magnetic Force Produced. — 
Having seen, in the preceding pages, that the flow of an electric 
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current is invariably accompanied by the production of a magnetic 

field or lines of magnetic force, and also the general form of the field 

so produced in several instances, we are now in a position to consider 

the relation which exists between the strength 

of the current and the intensity of the magnetic 

field produced. ^ 

Let WW (Fig. 61) be a very long straight ^>^ 

wire in which is Rowing a current C, the return ^^^^^^^^-^^ 

being so far away as to exert no magnetic .^^^^^ 
influence in the vicinity of WW. ^ 

To find the intensity of the magnetic field 
at any point 0, due to the current C in WW, „ «, t * ,» # « i^ 

, , ^^o- d.—Intenaity of Field 

we will first consider the intensity at O, due due to current ins straight 
to a very short length ac. Join Oa, Oc, and ' ^ 

O to the mid-point h of ac. Draw cd and Om perpendicular to 06 and 
WW respectively. 

Then the intensity !« of the magnetic field at O, due to the short 
length or element ac, is directly oc cd, and also to C, and inversely 
oc (Oby. Hence 

- cdxC 

^•°^ (Ofc)2 • 

Now the wire WW is made up of a large number of very 
small elements siich as ac. Consequently the total magnetic force at 
O due to the whole wire WW will be the sum of all the effects or 
quantities, such as the above, of as many elements as compose the 
whole wire ; or, the total magnetic force I at O can be shown to be 

2C ■ • 

loc^^ absolute units, 
Om 

where C is the current in absolute electro-magnetic measure, and Om 
is the perpendicular distance in centimetres. 

The foregoing considerations show us why a freely suspended 
magnetic needle (p. 124) tends to turn at right angles to a conductor 
carrying a current; for, the magnetic force at all points being per- 
pendicular to the conductor, its direction of action must be everywhere 
a tangent to a circle concentric with the wire, and having its plane 
perpendicular to the length of the wire. By means of the preceding 
fundamental proposition we may now deduce results of great 
importance in connection with looped conductors. 

Let PQR be a wire, bent into a circle, and carrying a current C 
which enters and leaves at P. 

To find the total intensity I at the centre of the circle due to 
the whole loop we may again consider a short length or element (u\ 

K 
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Join rtc, and from its mid-point b di'aw bO, which is therefore the 

radius r in cms. of the circle and perpen- 
dicular to ac (by Euclid). 

Now the intensity I^ of the magnetic 
field at due to ac is evidently, by the 
I above results, 

- ac X C ac X C 

But the circle PQR is made up of such 
elements as ac, which are all at the same 
distance from the centre 0. Hence the 
magnetic force at due to the whole wire is 

. PQRxC 2irrxC 2irC 

. Fio. 62.— Intensity of Field due to * °*= ^5 ^~ r^ ^ ~ ' 

current i» I>ooped Gouductora. 

If the current flows through n turns 
wound close together, instead of only through one, then 




2irnC 



oc 



Similarly, the intensity of the magnetic force at any point in the 
axis of the circular coil may be found. Thus : — Draw the axis O'O of 
the loop perpendicular to its plane, and through the centre 0. Join 
0% and let O'O = a: in centimetres. 

Then O'Ob being a right-angled triangle, by geometry we have 

(0'fc)2=(0'0)« + (06)2=a:»+ra, 
or (^'^) = v'^ + 1^ = (aj" + r«)l. 

Hence the intensity of the magnetic field at O' due to the element 



ac IS 



ac X C ac X C 



I««=/i^/ri*«= 



This force, however, acts in a direction perpendicular to the plane 
passing through O' and b ; and its component along the axis O'O, which 
is the direction we are most concerned with in practice, is 



I. 



oc 



acxC rxacxC 
X - *=*= 



^{x^ + r')''(x' + r') (x^ + r«)?'* 



But the sum of the several quantities similar to that last given 
for each of the elements such as ac composing the loop gives the total 
resultant force I along the axis O'O. 



I 



oc 



^- oc 2rC X . 



cc2irC , -_.— 



\/(a^ + r»)«* 



Magnetising Force. — The above result, important in itself, leads 
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us to an extremely important fundamental relation, as follows : — 
Let SS (Fig. 63) be a very long solenoid of comparatively small 
diameter, consisting of a number of turns (T) of insulated wire wound 
closely and uniformly upon a tube of non-magnetic material. Let 
the mean radius of the turns or 



TynnnnnnnnnnI 



winding, whether consisting of one or itynrrt 

more layers, be r cms. from the axis j » 

ab. If a current C flows through the a^-\ — -o ^—3 

solenoid, the total intensity of the 



magnetic field, i,e. the magnetic force IXJOCXXXXXJOTOTOCa 

at some point on the axis ah, near " " 

the centre of the solenoid, will be given 

, , - 1 Fio. es.—H for Solenoid. 

by the sum of as many such terms as 

rj— ^ as there are turns T on the solenoid. Each turn, the plane 

of which is at a different axial distance x from O, exerts a magnetic 
force which is represented by such an expression as the above, this 
force decreasing with the distance of the turn from 0. 

If / is the length of the solenoidal winding, then the sum of all 
the magnetic forces at due to the same ciurent in each of the 

individual turns can be written — ^ — absolute units. This is almost 

universally denoted by the letter H, and is called the total magnetising 
force of the solenoid. But 1 ampere = ^ of an absolute unit of current, 
and if C is the current in amperes, we have 

„4irCT_ l -25707 

or H= 1*257 x ampere turns per centimetre length of axis, where / is 
in centimetres and the product CT is called the ampere turns. 

It may here be mentioned that for a given solenoid, H will be a 
constant for all combinations of C and T which make the product 
CT constant Thus 1 ampere through 100 turns will produce the 
same magnetising force H as 5*0 amperes through 20 turns. The 
value for H obtained from the above relations is only true for 
solenoids which are very long compared with the length of diameter, 
and for points on the axis. The magnetic force inside a solenoid is 
greatest in the centre of the solenoid, and is a little greater near the 
inner turns than on the axis. 

If the solenoid is about 15 diameters long, the variation of the 
magnetic force inside to within about one-quarter of the length of 
axis from each end is not greater than about 1 % of that at the 
centre. The falling off between these points and the ends is due to 
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the demagnetising action of the ends of the solenoid on the magnetic 
field within. It may here be noted that, since the interior of the 
solenoid is of non-magnetic material, the value of the magnetic — or 
magnetising — force H is the same as the number of lines of force per 
square centimetre at the centre and for a certain distance either side of 
the centre, depending on the ratio of the length of the solenoid to its 
diameter. 

Magnetic Circuit. — Assuming that the reader has already perused 
Chapter I. on magnetism, he will readily realise the meaning of many 
of the terms or phrases used in the present one. We shall, however, 
have occasion to again allude to some, and deal with others more 
fully, in the following pages. Now, from considerations dealt with so 
far, the reader cannot fail to see that whenever a current flows either 
in a straight or a coiled conductor, the space surrounding it is the seat 
of the so-called magnetic field created by the cun-ent, and which com- 
pletely disappears as soon as the current stops. At every point in 
this magnetic field a perfectly definite magnetic force is set up, which 
has not merely a certain fixed magnitude or intensity for a given 
current strength, but which also has a definite direction, acting along 
lines commonly teiined lines of magnetic force, or, more briefly, lines 
of force. Thus the space surrounding any conductor carrying a 
current is pervaded by lines of magnetic force, which are invisible, but 
whose presence can be made apparent by, for instance, iron filings or a 
magnetic needle, in the manner already indicated. 

Lines of magnetic force are continuous unbroken lines throughout 
their entire length, and for the sake of convenience in treating the sub- 
ject they may conventionally be supposed to have a material existence 
and flow in definite number along a certain path in a given direction. 
In a similar manner it has been found convenient to deal with an 
electric current (vide p. 35) ; and as in this latter case the path taken 
by it was termed an electric circuit, so also the path taken by lines of 
farce is called a rmcgnetic circuit, A magnetic circuit cannot, in many 
cases, be so well defined as an electrical circuit, but there is neverthe- 
less a most remarkable similarity between them. Leakage from the 
main path or circuit occurs with each ; namely, of lines of force with 
the former, and of current in the case of the latter. This leakage 
obeys the same kind of law in each instance ; namely, that it follows 
paths of least resistance, and occurs most at points in the main circuit 
which offer most resistance. In Figs. 57 and 59 it will be seen that 
the magnetic circuit is most indefinite, rather less so in Fig. 5, and 
well defined in Fig. 6. Whatever form, however, a magnetic circuit 
takes, its function is to carry the lines of force, and, as in the case of 
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an electric circuit, its resistance can be made almost anything we 
desire. 

Now it is customary to speak of the total number of lines of force 
threading through the cross section of a magnetic circuit at any point 
in its length as the magnetic flux^ though some people term it the 
total induction in the circuit. The reader is strongly recommended 
to use the expression flux for this total number of lines in order to 
avoid any possible confusion with another term, namely, induction- 
density or flux-densUy, which is otherwise called by some people the 
induction. This induction-density is the number of lines of force passing 
through 1 square cm. or 1 square inch of cross section of the magnetic 
circuit, and is usually denoted by the block symbol B. 

Magneto-motive Force. — At this stage it may be convenient to 
introduce a somewhat diflferent form of magnetic circuit to that 
hitherto indicated, by means of 
which other well-known quantities 
connected with a magnetic circuit 
may be dealt with. 

Fig. 64 shows the form in 
question, consisting of a circular 
ring K of non-magnetic material 
having a circular cross section and 
closely overwound with contiguous 
turns of insulated wire in one or 
more layers. For convenience, 

only a few turns of the winding, , p,^. e4.-8olenoid cLlt on Coreless Ring. 

which completely envelops the 

ring, is shown at P. Thus we have a circular or endless solenoid in 
the form of a closed ring, possessing no poles. The magnetic field 
set up by the current forms a circular magnetic circuit, the mean 
path m of which is the mean perimeter m of the ring K. Now 
let m be divided throughout" its length into a large number of 
parts or elements oi, be, cd, . , ., etc. of lengths l^, l^ l^ etc. respec- 
tively ; and let the magnetic forces at the centres 1, 2, 3, . . ., etc. 
of these elements, resolved in the directions of these latter, be 

^i» h^ K ' ' "> ®^^- '^^^^ Vi + ^2^2 + ^8+ • • •» ®*^- throughout 
the whole length of m is what is termed, in mathematical language, 
tlie line integral of tlie magnetic force, or commonly the magneto- 
motive force (usually abbreviated to the letters M.M.F.), along the 
line m. If now our solenoid is uniformly wound, which we 
have assumed it to be, the magnetic force is the same at the centre 
of each of the very short elements, or, in other words, it has a 
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uniform value in the direction of the mean path of the magnetic 
circuit 

Hence in this case we have 

^=7*2=^3= . . . etc. = H, 
the magnetising or magnetic force due to the solenoid. 

where the sum of all the elements l^, l^ l^ etc. of the mean path is 
equal to the length I of this path. Now on page 1 30 we saw that the 
total magnetic force due to the whole wire, at any point at a distance 

r from the axis of a straight wire carrying a current C, was — units. 

If we draw a circle round the wire of radius r from its axis, this 
circle will represent the path of a line of force of length L 

Hence by the preceding proposition the line integral of the 
magnetic force right round this circle, i.e. the 

M. M. F. = — = = 4TrC. 

r r 

Hence the M.M.F. along the line m (Fig. 64), which threads through 
T turns of the magnetising coil P, is 

M.M.F. ='^'^ = 1 -25707, 

where C is now expressed in amperes, 1 ampere being = -j^ ^^ * C.G.S. 

unit of current Thus we see that unit M.M.F. is given by tt^^i or 

0'795 of an ampei'e turn. But we have already seen that the 

M. M. F. = H7 = total magnetising force, 

where I is the mean length of the magnetic circuit. Therefore the 
magnetising force per cm. of mean length of the magnetic circuit 

M.M.F. 4irCT 



H = 



I lo; 



Magnetic Potential. — We are now led to a stage at which it is 
convenient to consider another quantity connected with any magnetic 
circuit, and which, unfortunately, is much more difficult of conception. 
This is Magnetic FotentiaL Now in the transformation of any one kind 
of energy into another kind, a certain force is invariably exerted, 
resulting in a certain amount of work being done. The latter is there- 
fore a measure of the former. On page 1 5 we defined a unit magnetic 
pole, and the intensity of any magnetic field is measured by the force 
in dynes which it exerts upon such a unit pole. We have also seen 
(p. 17) that iir lines of force emanate from a unit magnetic pole. 
Consequently one ampere turn in C.G.S. measure creates unit pole. 
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Now the fundamental definition of magnetic potential is that it is 
measured by the work done in ergs in moving a unit magnetic pole 
against the magnetic forces. Hence if a unit pole travels along any 
magnetic circuit surrounded by one turn carrying one ampere, the 
work done = 4^- ergs, which is a measure of the magnetic potential 
created by that one current turn. Thus the total magnetic potential 
of such a circuit, for instance, as shown in Fig. 64 is 4fl-CT, where 
C is the current in C.G.S. units flowing through T turns. In other 
words, the line integral of the magnetic force round the mean path m 
(Fig. 64), Le. the M.M.F., is the work done in taking a free unit 
magnetic pole once completely round. Thus the total difference of 
magnetic potential in a magnetic circuit is equal to the M.M.F. acting 
on that circuit. 

As in the case of electricity we have seen (p. 49) that no current 
can flow unless there is a difference of electric potential, so in the case 
of magnetic fields no lines of force are produced and flow unless there 
is a difference of magnetic potential. It will therefore be seen that 
magneto-motive force — the extreme difference of magnetic potential 
in a magnetic circuit — is an exactly similar quantity to electro-motive 
force — the extreme difference of electric potential in an electric 
circuit: a M.M.F. causing a flow of lines of force, an E.M.F. causing 
a flow of current. 

Mafirnetic Permeability. — We have already seen that all substances 
conduct electricity to a certain extent, — some very readily, others very 
badly, — ^and that their conductance was one of degree compared with 
some substance taken as a basis. Conversely, all substances offer a 
certain resistance to the passage of electricity, this resistance being 
likewise one of degree. In magnetism we have precisely the same kind 
of behaviour; for all substances conduct lines of force to a certain 
extent, — some very readily, others very poorly, — and this magnetic 
conductance, as we may term it, is one of degree only, compared with a 
substance (in this case, ordinary air) taken as a standpoint and unity. 
Conversely, therefore, all substances offer some resistance to lines of 
magnetic force, which resistance is also one of degree merely. 

Now whenever a M.M.F. acts on any substance whatsoever it sets 
up an effect termed magnetic induction, and the quality of a substance 
in virtue of which this effect takes place is termed its magnetic induc- 
tivity or permeability. Thus if the same M.M.F. produces a gi*eater 
flux in a substance A than in another one £ of exactly the same form, 
A would be said to have a greater magnetic permeability than B. 

For iron and steel (in all forms), nickel, cobalt, manganese, chromium, 
cerium, titanium, many ores and salts of these metals, and for oxygen 
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the magnetic conductance, or, as it is sometimes called, the permeance, is 
greater than that of air, i.e, greater than 1. Such substances were 
termed by Faraday paramagnetic, while all other substances, including 
liquids, which conduct magnetic lines more poorly than air, he termed 
diamagnetic. 

Of the paramagnetic materials, soft annealed Swedish charcoal iron, 
very hard Allevard steel, mild cast-steel, and ordinary soft wrought- 
and cast-iron are the most important and widely used materials for 
magnetic purposes at the present day. 

Now, as in the case of electricity, 

electric conductance = -j — t-t — \ i-r — , 

electrical resistance 

SO 

(maimetic conductance or iiermeance) = ; -. 7— 5 — : r. 

° ' (magnetic resistance or reluctance) 

The magnetic permeability, usually represented by the letter ^ 
is the magnetic conductance of a magnetic circuit of unit length and 
unit cross-sectional area ; and it is the reciprocal of specific magnetic 
resistance, which may be denoted by p. 

Hence P=-, or =-. 

/* p 

Laws of Mafirnetic Reluctance or Resistance. — These are similar 
to the laws given on page 69 for electrical resistance, namely, magnetic 
reluctance or resistance R is : — 

1. Directly proportional to the length / of magnetic circuit. 

2. Directly proportional to the specific magnetic resistance p of the 
material composing that circuit. 

3. Inversely proportional to the cross-sectional area S of the circuit. 
In symbols, we have 

Law of the Magnetic Circuit. — Now in an electrical circuit we 
have seen {vide p. 66) that 

, , . , I . the total E.M.F. acting 

the total ciirrent= -^ -- .- , ^ . , . ^ -. 

the total electrical resistance 

Likewise, in a magnetic circuit we have 

., . . ^ a thd total M.M.F. acting 

the total flux=-T — —r—. -; : ,.— — . 

the total magnetic resistance 

Expressing this most important fundamental relation in the usual 
symbols, we find that if a given M.M.F. causes a total number of lines 
of force N to flow through a circuit of reluctance R, 



then N = 
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M.M.F. 



K 



Now consider the form of magnetic circuit depicted in Fig. 64, 
consisting of a circular ring (of iron, for instance) of circular cross 
section, overwound uniformly with insulated wire. If a magnetising 
force H sets up a M.M.F. which produces an induction -density B, 
and, further, if the mean length of the magnetic circuit be /, its cross 
section S, and its permeability /i, 

then N=^?^i^. 

But ^ "^ S " /^' *"^ ^- ^* ^- " ^^' *^*^ N = BS. 

or B=mH. 

This is a relation of great importance inasmuch that it provides us 
with the means of determining the permeability /jl of magnetic 

materials; for m=it» ^^^ both B and H can be determined ex- 
perimentaUy. 

Again, smce N= — g^ , 

and M.M.F. = H/^4irCT-i-10, 

where C is the current in amperes flowing through T turns, 

therefore the flux N= — j- C.G.S. lines of force. 

<- 

This last equation and that for B above are the two fundamental 
relations pertaining to magnetic circuits. The former, as it is here 
written, is strictly true for such a magnetic circuit as shown in Fig. 64, 
but when applied to such a one as shown in Fig. 6, supposing the 
magnetic field to be produced by a coil or coils of wire wound on the 
two limbs of the U magnet, carrying a current, then the value for 
R requires modification. 

Here we are dealing with three materials — the hard steel of NS> 
the air-gaps, and the soft iron armature A. 

If sufiixes m, ^, and a respectively denote the various quantities 
connected with these three parts of the circuit, 

then »=„-"- +o^ +6- ^ 

where ^^=the sum of the two sir-lengths either side of A, 

and Aiy=l for these gaps. 
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Hence fluxN=- ^"^ -- lines. 

\ Sm/X^ Sg Sofia ) 

This formula was introduced by Hopkinson, and is the one used 
in the design of dynamos and electro-magnetic mechanisms. It may 
be written in a general form, namely, 

XT 4irCT 

where the symbol 2 denotes the sum of all such terms as g- for- any 

number of parts composing the circuit. 

Before going further it may be well to familiarise the reader with 
the preceding principles by taking a few numerical examples, as 
follows : — 

Example 1. A solenoid 10 inches in length is wound on a wooden 
rod 2 inches diameter, with 2000 turns of wire. If a current of 
0*5 ampere passes through it, what is the value of the magnetising 
force and induction-density and flux near the centre ? 

Since magnetising force H = -^ . -y , 

and in our case i = 10" = 10 x 2 -64 = 26 -4 cms. , 

where l inch = 2*54 centimetres, 

„ 4. IT. 0-5. 2000 ,n r n r. a i. 

H = — TTT — iiv- i — = 49 '5 C.G.S. units. 
10x25*4 

Again, since the solenoid has a non-magnetic core, the induction- 
density B near the centre is the same as H, so that 

B = H = 49 *5 lines per square cm. 
Tj . ^, *• 1 t 4.U ^<^ 81416x(2x2'54)» 

But the sectional area s of the core = -r = \ ^• 

.4 4 

.-. the flux N = BS = 49-5x^-^li^'^i^^'=1002 lines. 

4 

Example 2. If, in the preceding question, the core was of good 
soft wrought-iron having a permeability ^ = 300, what would be the 
induction-density and flux in the core 1 

Since B=/iaH, 

by substitution we have 

B = 300 X 49 "5 = 14, 850 lines per square cm. 
.*. the flux 

N = BS = 14,850 X ^-^^-^ ^ ^^-^®^'= 301,000 lines. 
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Example 3. A closed magnetic circuit of mild cast -steel has a 
mean length of 50 cms., with an average cross-sectional area of 20 
square cms. It is wound with 1000 turns of wire, which carry a 
current of 5 amperes. Find the value of the magnetising force, flux, 
and induction-density in the magnetic circuit if its permeability = 1 25. 

From page 134 we see that the magnetising force 

H = -r7r7-=l*257x — ^ - =126-7 C.G.S. units. 

Hence the induction-density 

B=mH = 125x 125*7 = 15,712*6 lines per square cm. 
.-. the flux N = BS = 15,712*5x 20=314,250 lines. 

Example 4. In the last question, what would have to be the 
number of ampere turns to produce a total flux of 50,000 lines of 
force in the same steel ring, the permeability /x being = 3000 1 

Since N = 50,000, we have 

^ N 50,000 _^-,. 

^ = a^ = — oA~" = 2600 lines per square cm. 

Hence the magnetising force 

„^4irCT^B^2500 
10/ ~M 3000' 

and .*. the ampere turns 

10Z.2500 _10x 50x25 00 
4ir . 3000" 12'57 x 3000 ~ 

From Examples 3 and 4 it will be seen that while in the former 
instance 5000 ampere turns ai-e required to produce an induction of 
15,712 lines per square cm., in the latter only 33 ampere turns are 
needed to give an induction of 2500 lines per square cm. 

In other words, ^\th of the number of ampere turns will give ^th 
of the induction for the two values in question. This is due to the 
enormous decrease in the value of /x as the induction in the iron 
rises. 

Open and Closed Magnetic Circuits. — In practice, two main classes 
of magnetic circuit are met with, namely ; — (1) Closed or nonrpolar mag- 
netic circuUSy or those in which the lines of force flow round a complete 
iron path ; (2) open or polar magnetic circuits, or those in which the 
continuity of the iron path is broken by an air-space. One form is 
quite as important as the other in the practical applications made of 
them, but it should be remembered that the former type of circuit 
exhibits practically no free magnetism (p. 5), and consequently no 
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magnetic leakage if the flux -density is not too large. In the open 
typo all the flux produced is /ree, thereby creating definite polarity. 
Further, that a greater number of ampere turns is required to pro- 
duce a given flux in the open than in the closed type for the same 
induction B in each case. Closed magnetic circuits are little used 
with continuous currents of electricity, but they are extensively used 
in alternating current appliances. 

Strikingly similar as the considerations pertaining to electric and 
magnetic circuits appear to be, there is, however, a great difference, 
inasmuch that in the former its electrical resistance at constant 
temperature is independent of the current strength, whereas in the 
latter the magnetic resistance is wholly dependent on the induction- 
density B in the circuit. 

Variation of Magnetic Induction with Magnetising Force. — ^We 
may now consider how the magnetisation, i.e. the amount of magnetism 
or number of lines of force, of a piece of magnetic material varies when 
the magnetising force producing it varies. It is unfortunate that there 
is no simple relation between magnetising force applied and induction 
produced, and that every specimen of magnetic material possesses 
a different relation. 

Now, without actually describing any of the several methods of 
measuring the magnetic induction produced by given magnetising 
forces, and which can be much better obtained from a reference to 
practical books on the subject (as, for instance, the author's Practical 
Electrical Testing)^ we may assume that we can readily measure both 
quantities. A table showing the various values of magnetising force 
H oc current and the corresponding inductions B can then be compiled, 
which is useful. The most convenient way, however, of seeing at a 
glance how B varies with H is to graphically depict it in the form of 
a * curve,' obtained by plotting ^ to two rectangular axes the values of 
H and B. 

Let OC and Od (Fig. 65) be two such straight lines at right 
angles, or rectangular axes, as they are called, each being divided 
into any convenient number of equal parts (not shown). We 
will suppose that the magnetic material under consideration is 

4xPT 

very good soft iron, and that H (which = -jQf) varies from to a 

value 0(i= 150 in C.G.S. units. If the iron has not been previously 
magnetised, the value of the flux, which is directly proportional to the 
flux-density B, will = before any magnetising force H is applied. 

^ A detailed description of curve-plotting will be found in the author's work above 
mentioned. 
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Next take any pair of values of B and H from the table, and mark the 
point P^ where the two perpendicular lines through the points repre- 
senting these values B^ and H^ on the respective scales intersect. 
Repeating the operation for other pairs of values BgH^, Cdy etc., 
we obtain a series of points P^, Pg, ^, etc. Then on joining these 
latter points a curve similar to OP^Pg^ is obtained, which shows very 
clearly how B varies with H at any stage of the magnetising process. 
For the material in question the length OC may represent a i, value of 
B= 18,000 lines per square centimetre of cross section corresponding 
to Od, i.e. H = 150 C.G.S. units. 

Now from page 132 we see that the magnetising coil by itself, with 




O H^ H2 Magnettshig Force (H) d 

Fio. 65. — Fundamental Magnetisation Curves. 

the iron removed, will give an induction B = H at any stage, so that 
the straight line Oe will show the variation of B with different values 
of H, the coil alone producing an induction B = c^e for H = Od, If, 
then, from the perpendicular at any point, such as Pj, Pg, etc., on the 
curve OPjPg^ we deduct the intercept or portion of this perpendicular 
included between the line Oe and axis Od, the series of points so 
obtained will lie on the dotted curve Of. This latter curve 0/ 
is what may be termed the net effect of the material alone. In 
materials having a high permeance, gf, which = de, is so small com- 
pared with gd that the cui've OP^Pg^ is taken as the true magnetisa- 
tion curve of the specimen. 

Studying this last-named curve further we see that, just at first, 
for a very small value of H ( = OHj) there is a very rapid increase of 
induction B ( = OBj). The curve then begins to bend sharply from 
this point P^ to some other point Pg, resulting in only a small incre- 
ment of induction B^Bg for double or treble as much magnetising 
force H^Hg. From Pg the increase of B is very small for very large 
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increases of H, and at g we see that increasing H only adds very little 
to B, indicating, as is shown by the curve Of becoming nearly 
horizontal, that the iron is almost ' saturated,' and is unable to allow 
many more lines of force to pass through it. The main increase at 
this stage is due to the coil alone. 

Fig. 65 therefore is a most important object leaaon, in that, since 
energy is expended in applying a magnetising force, it is obviously 
uneconomical to magnetise soft iron to a value lower than that repre- 
sented by OBj, or to a value higher than OBj, which latter value is over 
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the brow of the curve and near the saturation point The lines 0/ and 
Oe would, if the magnetising force H were increased sufficiently, meet 
in a point which would be the saturation point of the iron, and at 
which its permeability would be the same as that of air. 

Fig. 66 affords a means of readily comparing the shapes of the 
curvea of magnetisation of some of the most important magnetic 
materials employed in electrical engineering. The curves are plotted 
on what is termed squared paper, to the scale of the axes shown ; the 
heights of all points on the curves, measured vertically, and other- 
wise called ordinale.1, represent flux -density, while their distances, 
measured horizontally, and otherwise termed abscissa, represent 
magnetising or magnetic force. The curves are those for averagely 
good quality materials as employed at the present time, and it will at 
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once be seen that of the substances represented, and, indeed, of all 
magnetisable materials, wrought-iron sheet and mild cast -steel are 
not only much alike in their magnetic property, but are also the best ; 
further, that the harder a material is, the poorer is its magnetic quality, 
e,g, steel untempered but glass-hardened is extremely hard, while 
being one of the worst materials to employ for electro-magnetic 
purposes. To see that this is the case, we have only to compare the 
induction-density in the various materials produced by a magnetising 
force H = say 10 C.6.S. units. For wrought-iron sheet and mild cast- 
steel B is about the same, viz. 12,000 lines per square cm.; while 
for cast - iron B = 4000, annealed steel 3000, and glass-hard steel 
1000. For higher values of H, however, the case is different: e.g. 
when H = 60, the value of B with the materials, excepting cast-iron, 
is about the same, viz. 16,000 to 17,000; B for cast-iron now being 
only half as great, or about 8000. The order in which they can be 
placed in increasing magnetic merit therefore depends on the value of 
H used. 

The shapes of the curves for the two most important of all 
magnetisable substances, viz. wrought-iron sheet and mild cast-steel, 
show us that it is uneconomical in magnetising force employed to use 
these materials at a lower value of B than 11,000 or a higher one 
than about 17,000, these two values being represented by points just 
under and over the brow of the bend of the curves respectively. In 
fact, we see that increasing H from 40 to 120, or threefold, only 
increases B from 16,000 to about 18,000, or J more induction. In 
other words, these materials are approaching their magnetic saturation 
points for H = 40 or 50. 

Variation of Magrnetic Permeability with Magnetic Induction. 
— Now it was stated on page 140 that although the resistance of an 
electrical conductor at constant temperature was independent of the 
strength of the current flowing in it, the reluctance of a magnetic 
conductor changed with every alteration of the induction - density 
in it. This change in the conducting power is well illustrated in Fig. 
67, which gives the curves between fx and B for the three most 
important magnetisable materials of average good quality as met with 
at the present day. 

Comparing the permeabilities (/x), i.e. the specific magnetic con- 
ductances, we see that this reaches a maximum of about 500 for cast- 
iron at B= 1800, of about 2100 for wrought sheet-iron at B = 6000, 
and of about 3000 for mild cast -steel at B = 4000. Further, 
that from B = about 12,000 and upwards there is no difference 
between mild cast -steel and the wrought-iron sheet These 
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curves, particularly in the case of the two last-named materials, 
show in a marked way how rapidly the permeability diminishes from 
the maximum values as the induction- or flux -density increases. 
We shall see presently that not only does the value of fi vary in 
the way shown in Fig. 67 when the magnetising force is gradually 
increased, but that it also depends on the direction of and method of 
applying the force immediately preceding any determination. 




2000 4000 6000 8000 10,00012,000 14,000 16,000 18.000 

Values of /nduothn Density B in lines persq.cm. 
Fia. 67.— fi-B Cun'w. 



Messrs. J. Sankey and Sons of Bilston make a special soft iron for 
the armature cores of dynamos, which for H = 2*14 gives B = 6000 
and ^= 2800, but fi as high as 3510 has been obtained by them for 
B = 5000. 

Magnetic Hysteresis. — ^We may now deal with an important 
phenomenon met with in the magnetisation of magnetic substances. 
Take, say, annealed steel, in the form of an endless ring (Fig. 64), 
overwound uniformly with an insulated current-carrying conductor. 
If this ring, to commence with, be devoid of magnetism, then on 
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gradually applying a continuously increasing magnetising force H 
(in one direction, usually taken as + ^) by means of an electric current 
in the coil, the induction density B will increase in the way already 
described, and the curve OA will be obtained. 

Now, without stopping the current, let it and the resulting mag- 
netising force H be gradually reduced from A to O again. The curve 
between H and B will be found to follow some such path as AB. 
On reversing the direction of flow of the current and increasing it 
from (but in what may be termed a - ^ direction) to the same 
maximum value as before, the curve BCD will be obtained. If now, 
without breaking circuit, the magnetising force be reduced to 
again, we get the curve DE ; and lastly, by reversing the direction 
of current and increasing it from to the same + ^ maximum as 
at first, the curve EFA is obtained. 

These operations, which constitute what is termed a cycle of 
magnetising force, give us the curve or loop ABCDEFA (Fig. 68), 
which is likewise known as a complete magnetic cycle. If the above ring 
consisted of soft, annealed wrought-iron instead of annealed steel, some 
such loop as abcdefa would represent the magnetic cycle produced by 
a cycle of magnetising force similar to that mentioned above. In 
fact, every magnetisable substance exhibits the same kind of 
phenomena whether in a greater degree as indicated by the curve 
ABCDEFA, or in a less degree by the curve abcdefa. In other 
words, the magnetic induction evoked in a substance by a cyclic 
magnetising force has a greater value at all points during the decrease 
of the force than during the increase of it. 

Prof. Ewing, who first pointed out this lagging of the induction 
behind the magnetising force, i.e, the lagging of the magnetic effect 
behind the cause, has termed it magnetic hysteresis; and the loop 
enclosing the particular area, the B-H curve of hysteresis for the 
magnetic substance. Studying the phenomena of hysteresis by 
means of the curve (say, ABCDEFA) we see that when H has been 
decreased to 0, B still has a considerable value OB, which is termed the 
remanence or retentivUy. To reduce the remanence to zero it requires 
the application of a demagnetising force or - ^ magnetising force = 
OC, which is usually termed the coercive force or coercivity. The 
induction B changes its direction or reverses sign at the point C, and 
reaches a maximum value in this negative direction at D f or a - ^ 
value of H = the + value of H, which produced the h maximum induction 
at A. The return half DEFA of the curve is merely a repetition of 
the first half ABCD, OE, which = OB, being the - ^ remanence, while 
OF, which = OC, is the + ^ coercive force. 

L 
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The foregoing considerations apply in a similar manner to the 
curve abcdefa for auft wroughtiron and to all other hysteresis loops. 
Now, if the molecular theory of magnetism (p. 11) be accepted 
as the correct one, the molecules of the material ivill have all their 
like poles pointing in one direction during that part of the magnetic 




cycle EFAB, and in the opposite direction during the remaining 
portion BODE. Consequently, energy must be expended and work 
must bo done in causing this reversal of their direction. Further, we 
have just considered the effect produced on the magnetic induction by 
constantly varying the magnetising force in a systematic manner, so as 
to form a cycle of operations represented by the cyclic curve (Fig. 68). 
If this cycle of operations is repeated over and over again, as it 
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would be if an alternating current were used, the magnetising force 
is said to act periodically, and the magnetic induction in the specimen 
will go through a periodic cycle. Now, practical operation proves 
that at whatever rate the cycle is performed, heat invariably makes 
its appearance in the iron to some extent, whether in very small 
amount or othervrise. The energy thus appearing in the form of heat 
in the iron must result from the expenditure of energy in some other 
form, for the law of the conservation of energy tells us that tw energy is 
ever lost, and that energy is convertible one form into another. Hence, 
whenever the phenomenon of magnetic hysteresis occurs, energy is 
always expended and work is done. 

Now if a magnetising force H produces a magnetic induction 6, 
and this latter changes by a very small amount ^B in the very small 

interval of time dt, the time rate of change of induction will be -^• 

Also if 5 is the mean cross-sectional area in sq. cms of the iron 
path having a mean length I cms, then it can be shown mathematically 
that the whole energy wasted in heat in the iron or absorbed by the 
iron, due to the hysteretic effect in the very small time dt 

_ji.J_.HdB joules. 

Now the product si = V, the volume of the iron in c.c. Hence the 
whole energy expended on the iron in the time limits of the integral 
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where the sign y or integral, in mathematical language, denotes the 
summation of the many changes in the term which follows during a 
period known as the time limits of the integral. 

Now the term --/HrfB by itself represents the energy (in ergs) 

expended per unit volume (1 c.c.) of the iix)n core in one cycle of 
magnetisation, when the time limit of the integral J is the interval of 
time taken in making one complete magnetic cycle. Since also 
the loop is drawn to two axes representing H and B respectively, 
the integral or quantity yH(iB taken over the limits of the whole 
cycle is the area of this loop. Hopkinson gives this area as also 
approximately equal to that of a rectangle, the sides of which are 
respectively equal to twice the remanence and twice the coercive force ; 
e.g. in the curve ABCDEFA (Fig. G8), the value of /HeZB, or the 
area, would be approximately = the area 20B x 20C = (BE x CF). 
From a reference to the figure and from the preceding remarks it 
vnW be seen that the area of the loop, and therefore the value of 
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T-jB-dB, depends, in the first instance, on the kind of material in 

use, and this determines the values of the coercivity and remanence, 

Mr. C. P. Steinmetz has determined empirically an equivalent to 
the above expression, in terms of the maximum value of the induction- 
density, which we will call 6, and a constant rj depending on the kind 
of material, namely — 

The energy (in ergs) expended per unit volume (1 c.c.) of the 
iron core during one complete cycle 

This is sufficiently correct for all practical purposes, and the 
following values of the hysteretic constant ?/, which hold for induc- 
tions up to just over the brow of the magnetisation curve, may be 
taken : — 

Best soft annealed Swedish charcoal -iron sheet 
Good soft wronght-iron sheet 
Ordinary soft wronght-iron bar 



Thin tin-plate 
Grey cast-iron 
Very soft annealed cast-steel 



>» 



j> 



j> 



>> 



>} 



n 



Tool-steel, annealed . 

Tool-steel, glass-hardened and tempered in cold water 



0-0015 

0-0026 

0-00315 

000290 

0-0150 

0-0032 

0-0045 

0085 

0-0190 

-0760 



H. Maurach^ has determined the value of the exponent z in 
Steinmetz's formula w = t/B^ for different values of B. The measure- 
ments were made by the ballistic method on a sample of transformer 
iron, and show that x decreases as B increases. He obtained values 
for X, which are given in the annexed table : — 

TABLE X 



H. Probable Value of B. 

1 


X. 


0-3 

3-0 

12-0 

28 


500 

2,000 

12.400 

15,000 


2-47 
1-94 
1-33 
1-22 



The decreiise in the value of x is rapid between the first two values 
of H, and less rapid afterwards. The variation in the hysteresis loss, 
which occurs in a rotatory and alternating field, is mentioned on page 

1 Ann. d. Physik, 6. 3, pp. 580-589, Nov. 1901. 
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149. R Niethammer ^ has investigated the hysteresis loss in an 
alternating field, and finds that the coefficient 77 = 000259 when 
B=1400; t; = 0-00291 when B= 2700; i; = 0-00257 when B= 7600 ; 
and ?; = 0-00368 when B= 13,600. He further finds that the form 
of variation of such a current does not affect the value of tj much. 
With rotatory fields, such as that met with in the armature of 
dynamos, he finds that rj varies from 0-00305 to 0001 19 when B 
changes from 14,010 to 4495 respectively. 

Expenditure or waste of energy due to the hysteretic effect, and 
usually termed hysteresis loss, invariably occurs in all magnetisable 
substances when their magnetisation is changed or reversed, and however 
slowly the magnetic cycle is performed. The loss from hysteresis 
is due solely to such change or reversal, and in no way depends on 
the construction of the magnetic circuit, i,e, whether it be solid 
or built up of the finest subdivision. The researches of Drs. J. 
and E. Hopkinson, practically confirmed by Steinmetz and others, 
show that for flux - densities not exceeding about 4000 or 4500 
lines per square centimetre, the area of the loop, and consequently 
the hysteresis loss, is the same whether the magnetic cycle is per- 
formed very slowly or at the rate of 100 cycles or more per second. 
Ewing has found that hysteresis loss is considerably reduced by 
mechanical vibration, and also by rise of temperature; but ^the 
diminution from the latter effect is small within the limits of temper- 
ature met with in practice for electrical engineering appliances. 
Hysteresis loss occurs in all electro-magnetic appliances using or 
producing intermittent or alternating current, also in the armature 
cores of direct-current dynamos in which a complete magnetic cycle 
takes place for each pair of poles in the field magnets per revolution. 
The vibration of the machine in this case, for example, considerably 
reduces the effective value of the hysteresis loss, which in this and all 
other instances results in the production of heat in the iron. 

It is instnictive to compare the losses, caused by magnetic 
hysteresis in various materials, given in the following table taken 
from the researches ^ of Prof. Ewing : — 

1 Wusd, Annalciiy 66. 1, pp. 29-48 (1898). 

- ' Researches in Magnetism/ by J. A. Ewing — Philosophical Transactions^ Part II. 
(1885). 
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TABLE XI 



Material. 




Hysteresis Loss per c.c. for Strong 
Magnetisation. 




In Brgs per Cycle. 


In Watts per 100 
Cycles per Second. 


Very soft annealed iron . 
Less ,, ,, ,, 
Hard-drawn iron wire 
Annealed steel wire 

,, ,, ,, glass- hardened 
Pianoforte steel wire (annealed) 

,, ,, ,, (ordinary) 
„ (glass-hard) 
Tungsten steel (oil-hardened) ^ 




9,300 

16,300 

60,000 

70,600 

76,000 

94,000 

116,000 

117,000 

216,864 


0-093 

0-163 

0-600 

0-705 

0-76 

0-94 

1-16 

1-17 

2-16 



The hysteresis loss is often expressed as so many toatts per lb, 

xpended in overcoming hysteresis if the iron were made to go through 

100 cycles per second. In an extraordinarily good brand of iron 

made by Messrs. J. Sankey and Sons, of Bilston, for transformer work 

the following results were obtained : — 

TABLE XII 





Hysteresis Loss. 


1 


Magnetising 

Force 

H. 




Limits of B. 


1 


Permeability 






Ergs per c.c. 
per Cycle. 


aWattsperlb. atlOO 


H- 






Cycles per Second. 






1,000 


■ • • 


■ ■ • 


1610 


0-62 




2,000 


220 


0-129 


2560 


0-78 




2,500 ^ 


• • • 


0-185 


« ■ ■ 


• • • 




3,000 


410 


0-242 


3340 


0-90 




4,000 


640 


0-376 


3880 


103 




5,000 


910 


0-535 


4230 


1-18 




6,000 


1200 0-706 


4410 


1-86 




7,000 


1520 


0-895 


4450 


1-57 




8,000 


1900 


1-120 


4330 


1-85 




9,000 


2310 


1-860 


4090 


2-20 




10,000 


■ ■ ■ 


• ■ • 

1 


3790 


2-64 





Magnetic Lag. — Under this heading we must explain another 
phenomenon met with in electro-magnetism, but so far not considered. 
The phenomenon dealt with in the preceding pages is that of the 

^ Determined by Hopkinson, the material being that nsed for permanent magnets, 
and having a high retentivity. 

* Watts per lb. per 100 cycles per second = 0-000589 x ergs per c.c. per cycle. 

^ This induction is sometimes taken as a standard condition for comparison. Messrs. 
Turner Bros., of London, supply * improved non-ageing transformer sheets ' which have 
a hysteresis loss of 480 ergs per c.c. per cycle, or 0*28 watts per lb. at 100 cycles per 
second, when B = 4000, which is unaffected by temperature up to 160° F. 
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difference in the value of the induction-density when the magnetising 
force has been raised to some particular value, and when it has been 
reduced to exactly the same value. This may conveniently be termed 
static hysteresis. If, on the other hand, the magnetising force be altered 
to some different value, and be maintained at that value with great 
constancy, it is noticed that the induction-density gradually creeps to 
the new corresponding value, and finally remains constant in value. The 
creeping may take many minutes, and amount to several per cent of the 
final value. This * time lag ' of the induction has been termed ' magnetic 
lag,' or magnetic creeping, and, by Prof. Ewing, viscous hysttrisis. 

There are, in addition, two other effects observable, namely, the 
apparent lag caused by the self-induction of the magnetising coil 
retarding the rise and fall of the current in it and the apparent lag 
met with in magnetising solid magnetic cores caused by the demag- 
netising effect of induced, eddy, or Foucault currents, as they are 
termed, flowing in the core, especially when the magnetic circuit is 
an open one (p. 139). The last effect depends on the self -inductive 
one, and both cease to act when the current reaches its steady value. 
Magnetic hysteresis only becomes of real importance with inter- 
mittent or alternating current, and in appliances worked by the latter 
every endeavour is made to reduce it to a minimum by employing 
very soft iron, as little of it as possible, and as low a number of 
complete magnetic cycles per second as possible, coupled with a 
smaller induction - density than would be used with a continuous 
current It should also be remembered that high permeability is not 
necessarily or invariably accompanied by small hysteresis. 

Electro-magnets. — We are now in a position to consider electro- 
magnets, and the form they should take for any particular purpose, 
which in a great measure depends upon the winding of the coils and 
the magnetic properties of the core. Such appliances are essentially 
intended to exert a force of attraction on, or a pull, causing the 
motion of, a piece of soft iron, commonly called the armature. The 
efficacy of the action must therefore depend on the amount of 
free magnetism available, and hence the presence of 'free' poles 
capable of exerting a force of attraction on the armature. Thus from 
principles already enunciated we see that the actuating portion of the 
electro -magnet must possess an *open magnetic circuit' capable of 
being closed by the armature. 

In practice we meet with both slow- and quick-acting electro-magnets, 
more particularly the latter, which is the kind required for 'time- 
recording' apparatus, telegraph instruments, etc. The requirements 
for obtaining rapidity of action are : — 
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1. The careful balancing of the moving parts, and by making these 
light and with as little inertia as possible. 

2. The use of the best and softest iron obtainable for the magnetic 
circuit in order that it may possess maximum permeability, combined 
with minimum retentivity or residual magnetism. This last-named 
property causes the armatures of electro-magnets to stick to the poles, 
unless separated therefrom by a very small air-gap or its equivalent. 
For this reason the poles should be capped with a very small thickness 
of some non-magnetic material, such as copper or brass, which has the 
same effect as an equivalent thickness of air-space. The greater the 
gap or gaps the more rapidly will the electro-magnet acquire and lose 
its magnetism. Well-fitting, continuous magnetic circuits, even when 
made of the softest Swedish charcoal iron, always retain a large per- 
centage of their magnetisation after the magnetising force has ceased. 
On breaking the magnetic circuit, however, most of this disappears, 
leaving what may strictly be termed the residual magnetism. 

3. The use of polarised armatures, in which the movable soft iron 
armature is maintained in a magnetised condition inductively (vide 
p. S) by a separate permanent steel magnet. The attraction between 
the poles thus induced in the armature, and those of the magnet cores, 
is delicately balanced by a spring, so that very feeble currents in the 
magnet coils suffice to overcome the balance and produce a rapid 
motion of the armature between fixed limits or stops. In this way 
great sensitiveness and rapidity of action is obtained in, for instance, 
the telephone bell, and relays used on long telegraph lines. 

4. The use of short compact magnetic circuits, for a self-demagne- 
tising tendency always exists in short non- closed cores, due to the 
poles being closer together, and tending to neutralise one another. 
Thus the shorter the magnetic circuit the more rapidly does it acquire 
and lose its magnetisation. 

5. Minimum self-induction in the electro-magnet. For a complete 
explanation of the phenomenon of self-induction the reader is referred 
to p. Idi et seq. Suffice it here to say, that it is a property possessed 
by a coil of wire, whether surroundiug iron or not, in virtue of which 
the current in the coil is unable to rise to its full strength, or die out, 
instantaneously. Since the self-induction of a current-carrying coil, of 
the form used in electro -magnets generally, is proportional to the 
permeability fi of the core, and also to the square of the number of 
turns in the coil, the rapidity of action will be increased principally 
by using fewer turns when this is possible. 

Electro-magnets with movable armatures may be classified accord- 
ing to the range of motion of the latter into those of — (1) short range. 
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(2) moderate range, (3) long range ; but it should be remembered that 
the range depends on the relative dispositions of the magnetising coils, 
and the iron parts of the magnetic circuit, and not on whether the 
coil is wound with many turns of fine wire or a few turns of thick 
wire. The force of attraction between the poles of an electro-magnet 
and its armature varies considerably with the range and construction, 
being greatest in (1) and least of all in (3). It is also generally the 
case that the stronger the pull the shorter the range, and vice versa. 

In Fig. 69 we have a typical instance of a short-range electro- 
magnet capable of exerting a powerful pull over this range. It consists 
of two similar coils C, each wound with a number 
of turns of either silk- or cotton-covered copper 
wire on a bobbin, of which / are tlie flanges. 
The bobbins C are slipped over soft iron rods or 
cores I, as they are commonly termed, which are 
best screwed into a bottom cross-bar of soft iron 
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(y) called the yoke. The aj-mcUure A, or moving fio. 69. -ordinary DouWe- 

- ^, , , , . . P p. Coil Blectiro-Maguet. 

portion of the electro-magnet, consists of a soft 
iron bar of rectangular section sufficiently long to rather more than 
bridge across between the outside edges of the poles n and s. The coils 
C, C are connected in series with one another in such a way that 
a current flowing through them creates a north pole at n and a 
south pole at s, or ince versa. This is a form of electro-magnet largely 
used in electric bells and other appliances. The rationale of the action 
of the electro-magnet when a current flows through it is that the lines 
of force emanating from n flow into one end of A (if this be close 
enough), then through it and out of the other end into s, thus com- 
pleting their path through lyl. The armature A, which is thus 
magnetised by induction, or becomes polarised^ develops at its ends 
opposite polarity respectively to that of the poles n and 8, and is 
consequently attracted {vide p. 4). 

Another way of regarding the action is that the lines of magnetic 
force which gather up in A exert a dragging force on it by reason of 
their ever-present tendency to shorten their path to the minimum. 
The lines thus behave like cords in tension, tending to pull A 
towards the poles n, s. Now principles already dealt with in the 
earlier stages of this chapter tell us that the force of attraction will 
depend on the strength of the poles n and s, and hence on the total 
number of lines of force emanating from them. For a given number 
of ampere turns provided by C, C the number of lines will be greater, 
the softer and purer the iron used for A, I, and y, and the larger the 
cross section and shorter the lengths of these parts. It is no use 
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making I, I large in cross section unless A and y are each at least 
equal in section to them, or vice versa. To get the best results out 
of any electro-magnet of a given form there should be the fewest 
number of joints in the magnetic circuit, and these should be faced 
so as to give the maximum amount of surface contact. 

Fig. 70 illustrates what is often termed the club-foot electro-magnet, 
in which only one magnetising coil C is used. I is now the soft iron 
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core proper, the yoke comprising not merely the part 
marked y, but in addition a soft iron bar or rod B, which 
helps to complete the magnetic circuit, and gives a south 
^ pole $. In this case the saving of copper wire is at the 
expense of a diminished pull on the armature A, otherwise 
the arrangement is more compact than that of Fig. 69. 

Another form in which only one coil C is used, and 
that on the yoke, is shown in Fig. 7L The yoke, 
which is really now the core I, is terminated by end-plates D, D, giving 
the poles n and s as shown. 

This is a good arrangement, and is used to a large extent in start- 
ing switch resistances for electro -motors, and a 
number of other appliances. 

Another form which is also used for the purpose 
just mentioned is indicated in Fig. 72, and is known 
as the pot or irovrclad electro-magnet. In this form 
the iron core is let into the bottom of an iron pot P, 
and is concentric with it. The magnetising coil C fio. 71.— Eiectro-Mag- 

!• J .1 • • i. AT. i. J • net with Coil on Yoke. 

IS slipped over this core into the pot, and is com- 
pletely enveloped by it. Thus the upper end of the core forms one 
pole, while the whole rim of the pot forms the opposite pole, and is on 
the same level with the top of the central core n. The armature 

consists of a substantial soft iron disc or lid of the 
same diameter as the pot, and sufficiently thick. The 
iron pot is cut away at the side to show the coil C. 
The foregoing electro-magnets are instances of forms 
capable of exerting a strong pull over a short range. 

A type of electro-magnet capable of exerting a 
medium pull over a moderate range is shown in Fig. 
73, and is known as a stopped solenoid. In this the 
magnetising coil C is slipped over a fixed soft 
iron core E, which extends only a short distance up the coil. E is 
fixed to an iron yoke -piece yy, terminating in iron limbs L, L on 
opposite sides of the coil, which form poles of similar polarity. 
The armature A is attached to a soft iron plunger core I, capable 
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of being sucked into the coil C, the approaching ends of I and E 
touching when A touches the outer poles 7i, n. The arrangement is 
an instance of what is termed a double magnetic circuit, or two 
magnetic circuits in parallel, for the lines through IE divide at the 
yoke and flow up the right- and left-hand limbs 
L, L, then through AA to I again. 

To obtain a weaker pull over a longer range 
still, recourse may be had to a long solenoid (Fig. 
74), sucking into it a still longer soft iron core I. 
The pull is greatest when the entrant end reaches 
the farther end of the coil. Sometimes the end 
of the core entering the coil is caiud for a con- 
siderable length from the end in order to equalise 
more nearly the pull over the long range of 
suction. Sometimes the coils are wound in a 
conical manner to eflect the same result. The 
force of suction or attraction which such a 
tubular coil or solenoid exerts upon its iron plunger core is not, in 
any position of the latter, nearly as great as that of an electro-magnet 
of the form shown in Fig. 69 for the same amount of metal used in 
its construction, and for the same current, but the range is much 
greater. Both of the last-named forms are largely used in electric arc 
lamps, as well as in many other appliances. 

Now the attraction of a horseshoe-shaped magnet, or of that shown 
in Fig. 69, varies enormously with the position of the armature A, 

being very great when the latter is close to the poles, 
but diminishing extremely rapidly as the distance be- 
tween armatures and poles is increased. Special devices 
of a mechanical nature have been introduced for the 
purpose of equalising this otherwise unequal pull on the 
armature, and they are called equalisers. Space, how- 
Q ever, will not permit of a wider treatment of this 
important subject, and the student is therefore referred 
to such a work as The Electro-Magnet, by Professor S. P. 
Thomson, for greater detail. 

Electro -Magnets for alternating Currents may 
have any of the preceding forms, but special care has to 
be taken in constructing them, and they differ somewhat in detail 
from direct-current forms. In the last-named we are principally 
concerned with obtaining *free* magnetism in certain magnitude 
by an induction - density in the magnetic circuit of something 
like 16,000 lines per square centimetre. We naturally desire to 
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obtain this result with the expenditure of as little electrical 
energy as possible, for part of such is spent continuously in over- 
coming the resistance (R) of the coils due to the term C^R, and 
part in first momentarily creating the magnetic field. Now, if an 
instniment capable of measuring both continuous and alternating 
current equally accurately be placed in the circuit of an electro- 
magnet, it would indicate a smaller current when this was alter- 
nating than when continuous for the same E.M.F. Obviously, then, 
the electro-magnet offers extra resistance to the flow of alternating 
currents through it ; but, although we cannot at this stage explain what 
is occurring, it may be stated that the extra resistance is of the form 
of a back E.M.F., caused by the phenomenon of self-induction in the 
electro-magnet (vide p. 194). Consequently an electro-magnet for alter- 
nating currents must be designed so as to allow the necessary current 
to flow through it, for on this depends its strength. 

Owing to magnetic hysteresis, the loss of power due to which we 
have seen is oc B^"^ the induction-density B in an alternating ciurent 
electro-magnet is usually restricted to a maximum of about 10,000 
lines per square centimetre. The iron circuit, including cores, yoke, 
and armature, should be made of the best soft iron, and carefully 
laminated, for if of solid cross section, induced or eddy currents will be 
set up transversely in the iron, and it will become very hot, perhaps 
sufficiently so to burn the insulation of the coils. This heat not only 
reduces the susceptibility of the iron, thus weakening the magnetic 
field, but it also represents an expenditure of energy which can only 
be minimised by the efficient lamination of the iron. Even when the 
laminations are ever so lightly insulated from one another, the strength 
of the eddy currents is reduced. Further, these currents tend to 
demagnetise the iron, so that this and the preceding remarks at once 
show us why an electro-magnet with a solid core is so much poorer 
in its action than if this core was laminated. 

Lifting Power of Electro-Magnets. — Aiter a reference to p. 10, 
Chap. I., the reader will realise that the lifting power of an electro-magnet 
depends on (a) its magnetic strength, (h) the shape of its poles, (c) its 
general form, (d) the form and nature of the armature attracted, (e) the 
area of contact, (/) the mass of the armature. Electro-magnets of the 
double-limb type, when properly designed, exert a force of attraction as 
high as 240 lbs. per square inch, with the cores over-saturated magneti- 
cally. In a paper on the * Constniction of Electro- Magnets,' by A- J. 
Conor, ^ the author points out that in electro-magnets with armature in 
contact, if B = the induction, S = sectional area in square centimetres, 

' Electricien, 22, p. 344. 1901. 
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and F the tractive force in kilogrammes: then B-4965 ^^/ggaues 
(1 kilogramme = 2'2Q4 lbs, (avoir.) and 1 gauss = 10* lines of force). 
A, Gu^n^e, in an article on ' Industrial Electro-Magnets ' (Ind. Ekd. 9, 
Oct. 10, 1900), gives the best form {Fig. 75) 
of long-i-ange electro- magnet as consisting of an 
ironclad coil, sucking a soft iron plunger N into 
its interior. The plunger workB backwards 
and forwards through one end of the ironclad 
shell A, which is mther massive at the ends, 
and butts up against the other end of the shell. 
This back end of the plunger consists, for about 
one-third of the length CD of coil, of separated 
discs of soft iron E, E. The most powerful 
mi^net made gave a constant effort of G50 kilo- 
grammes, with a travel of 32 centimetres, total 
weight 207 kilogrammes, excitation 30 amperes 
at 220 volts. 

In an interesting discussion on 'Electro- 
Magnets for Lifting,' by E. B. Clark,' the iuithor ^''"R^^^i^t^lisKneL""' 
points out that rolling mills, locomotive and 

boiler shops are well siiited for electro magnetic lifting. The mass 
lifted should have a fairly smooth surface on which to apply the magnets, 
which latter for plate-work may comprise a group of rectangular poles, 
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say 12, each 3J" long and 5" k 1" in section, bolted to a soft iron plate 
' Amtr. Eltcf. 12, p. 558, 1900, and 13, p. 64, 1901. 



158 ELECTRICAL ENGINEERING chap. 

provided with an eye-bolt for slinging from cranes. Each pole may 
be wound to a depth of f ", no bobbin being used. A lifting electro- 
magnet built up in this way, and weighing 300 lbs., should lift 27 
times its own weight, and take about 4*4 amperes at 250 volts. 

Uses of Electro-Magnets. — These are multitudinous, and the ex- 
treme importance of such appliances may be judged from a rough 
estimation that probably 75 per cent or more of all the various 
electrical engineering appliances and apparatus in existence employ an 
electro-magnet of one form or another, without which it would cease to 
exist Another recent use to which the electro-magnet has been put 
in some modern marine yards, iron and other works, is its extensive 
employment for lifting, adjusting, and removing, etc., work to and 
from machine tools, and about the shops, thus effecting great economy 
in both time and labour {vide p. 157). In a recent article by Mr. F. C. 
Perkins ^ it was shown that in a certain instance the attractive power 
of the magnets was equal to a weight of 3901 lbs., the total power 
absorbed for this with a drill in addition was 1*3 h.p. In some 
steel-works in this coimtry and the States, a single magnet is used for 
lifting as many as twenty steel or iron plates at a time, totalling some 
3450 lbs. 

Winding of Electro-Magnet Coils. — For a given iron core or 
magnetic circuit, we have seen (p. 137) that the number of lines of 
force passing through it depends on the number of ampere turns, and 
for a given current also, on the number of turns in the exciting coil. 
Naturally it is desirable to obtain these turns with minimum weight 
of copper wire used, and this leads us to considerations relating to 
the shape or form which the coil ought to have, and to other 
important details. Obviously it is possible to have two main forms 
of winding as shown at A and B respectively. Fig. 77. In A all the 
turns line up with one another in two directions at right angles, 
and large interstices, or air-gaps, are obtained at the side of the 
turns. In B the turns of any one layer lie in the interstices formed 
between the surface and points of contact of turns in the under 
layer. 

Now from a mere inspection of these two forms of winding. 
Fig. 77, it is seen that in B a less depth of winding space is required 
than in A, but with a loss of one turn for every two layers. The 
fact, however, that in B the mean radius of the turns is smaller than 
in A, may more than compensate for the loss of the few extra turns, 
since the turns are, on the whole, closer to the magnetic axis or core 
of the coil {vide p. 131). In the case shown, B (Fig. 77), if a triangle 

1 ikctricUn, 27, pp. 17-19, Jan. 1904. 
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abc be drawn between the centres a, b, c of the three wire turns c^ 6, 
and c, this, by the geometry of the figure, is obviously an equilateral 
triangle. Drawing the perpendicular af we find that 

^=^'5 = ^*1^? = 0-866 (Euc, Bk. i. 47), 
ab S 2 ' 

or a/=0'866a6. 

If now d = outside diameter of the insulated wire, then 

ab = Zd and . '. af= '866 x Bd. 

i^-=a/+rf = 2*598d + rf = 3-598c?, 

t = Ad. 

A B 

\^dJ> 



Hence in form B 
whereas in form A 
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Fio. 77.— Section of Coil Windings. 



It can therefore be seen that, for an equal winding depth (i^ = /), 
one extra layer can be wound on B more than on A every 10 layers. 

Thus while a total of 5 turns will have been lost in the 10 layers 
under form B, the extra layer mentioned above will have added 6. 
This difference, both in number of turns and weight of copper is so 
small that clearly it will make no appreciable error whichever form of 
winding A or B is taken for future discussion. Consequently we will 
consider A, although B, no doubt, is the usual form which the turns 
on a coil take in practice. Let the various dimensions be as indicated 
in Fig. 77, all, in the same units — inchesy or otherwise. 
Further, let D = the mean diameter of the coil. 
m = the length of a mean turn. 
I = the total length of the wire in the whole coil. 
T = the total number of turns in the whole coiJ. 
X = the number of turns per layer. 
y = the number of layers. 
d = the diameter of the insulated wire. 
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^ To find the Total Length of Wire (l) in a Coil. — Given the 
diameter (rf) of covered wire and size of winding space. 
The number of turns per layer 

L 

and the number of layers y=-7. 

Hence the total numl)er of turns on the bobbin 

Further, since the length of a mean turn 

?n, = TD = T4(Di + D2), 

the total length of wire on the coil is 

where all the symbols represent quantities in similar units, e,g. in inch 
or in cm. measure, and V = the volume of space occupied by winding 

from the equation '^=^5' 

we have d= . / ~, 

V T 

which is therefore the diameter of the wire that would fill a coil of 
given dimensions with a given number of turns. 

To find the Resistance (R) of a Coil. — Given the dimensions of 
the coil, the specific resistance (p) of the material with which it is 
wound, and the diameters ^^, and d of the bare and insulated wire. 

We have just seen that the total length of wire on the coil is 

Therefore, from p. 69, 

/p _ TUpjD^ + Da) _irL/p(Di + Dg) 



2AcP vd 



2 f-cP 

where the cross section of the wire 

TT^ ^« T, 2L<p(D, + Do) 4Vp , 

Hence R= -^^^^=^^-^,^^^, ohms, 

p being in ohms per inch cube, and the other dimensions in 
inches, or p being in ohms per cm. cube, and the other dimensions 
in cms. 

Now the increase in diameter of the bare wire due to insulation 
is d- c?j, which may or may not be small compared with d^, depending 
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on the gauge of wire and nature of the insulation used, whether silk 
or cotton, etc. 

If the increase of diameter due to insulation be so small compared 
with d^ that it can be neglected, then d-d^ approximately, 

and therefore ^^^^A^J^-Ti ^^^^ approximately, 



or 



?i= W^-^ approximately, 



which gives the diameter of the wire filling a given coil space V and 
offering a resistance K. 

The last equation for K shows us that for a given winding space 
the resistant is invei'sely proportional (approximately) to the 4th power of 
the diameter of the wire employed^ the resistance of the coil is directly 
proportional to the volume of the ml, 

m 

It can also easily be shown under the above assumption that d 
and dj^ are practically equal, and therefore that the resistance of a coil 
of fixed dimensions is directly proportional T^ 

To find the Weight (tv) of Wire of given Diameter necessary to 
nil a Coil of given Dimensions. — First determine the total length 
of wire (/) on the coil from the relation given on p. 160. From 
reference to any wire table, as, for instance, those met with in price 
lists of wire and cable manufacturers, the number of feet or yards per 
lb. (k) for the diameter or gauge of iron in question can be seen. 

Hence i/?=t lbs. 

It should here be noted that if k refers to the bare Avire, the value 
of w will be the weight of metal in the coil, whereas it will be the 
weight of metal + insulation if k refers to covered wire. 

The following figures are taken from the report of the Committee 
on Standards for Copper Conductors, and have been adopted by all 
the leading cable and wire manufacturers of this country. 

High conductivity commercial copper weighs 555 lbs. per cubic 
ft. at 60"* F., with a corresponding specific gravity = 8*912. 

The average temperature coefficient = 0*00238 per T F. = 0004285 
per 1° C. Weight in lbs. per yard = 11*5625 x area in sq. ins. 
Resistance in standard ohms per yard = 0*000024044 -r area in sq. ins. 
Specific resistance p (per in. cube) of annealed copper = 0*00000066788 
ohm at 60"" F., and p (per cm. cube) = 0*0000016964 ohm at 
60° F. 

To find the weight (w) of metal in a coil, given I and d, in inches 
(say), we find that ^J?, cubic feet or ^sSh^ cubic inches Aveigh 1 lb. 

M 
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Also that the volume of copper on the coil 

Ye = /A = —7- cubic inches, 
4 

therefore w = ;^|^ . cPl=0 •252dd^l lbs. 

1728x4 

If I is in feet and d in inches, 

then «7 = 1 2 X '2b2Zd*l = 3 •0276rf«Z lbs. 

Relation of Diameters of Core and Coil. — It may be well to 
point out here that for a given E.M.F. available for sending current 
through a given coil, it is useless to try and effectively increase the 
magnetising force by adding layers of wire after reaching a certain 
radius. Obviously, by so doing, the resistance of the whole coil 
increases at a faster rate than the number of turns, since the turns 
are added in direct proportion to the addition of layers. The re- 
sistance of every added layer, instead of being equal to that of the 
last one, is greater because of the diameter, and therefore the length 
of wire in the layer being greater than in the preceding one. 
Thus for the same E.M.F. at its terminals the ampere turns, and 
therefore the magnetising force, actually diminish. For a given 
length of coil the practical limit of usefulness in adding layers is 
reached when Dg = 3D, (Fig. 77), or when the outside diameter of the 
coil is about three times that of the iron core. Thus the thickness (t) 
of winding should be about equal to the diameter of the iron core, 
but there is no fixed rule for the length of core expressed in diameters 
long. It is common to meet straight forms of electro-magnets with 
cores ranging from 1 to 5 diameters long. This relation of length 
to diameter must necessarily depend on what the electro-magnet is 
intended to do. 

Power Wasted in a Coil and its Rise of Temperature. — The 
considerations on page 57 at once show us that if a current of C 
amperes flows through a resistance of R ohms at the terminals of 
which there is a P.D. of E volts, the power expended 

W=C*R=^ watts. 

If the current is a continuous and steady one, Joule's law, p. 55, 
tells us that the whole of this power is spent in heating the coil. 
The resulting rise of temperature will go on until the rate of dissipa- 
tion of heat due to radiation, conduction, and convection is equal to 
the rate of production, when the coil will remain at this constant 
or working temperature. For a given power expended, the final 
temperature will depend on the amount of external surface of the coil 
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exposed to, or in contact with, the air, i.e, the cooling surface ; the 
thickness (i), Fig. 77, of the winding ; the temperature of the air 
at the time ; the emissivity for heat of the coil, ie, the facility with 
which the coil, having the particular nature of surface in question, 
parts with the heat. 

It is, of course, imperative that the final working temperature of 
any electro-magnet coil should not be too high, since not only might 
the insulation of turns be damaged, but the increase of their resist- 
ance might be sufficient to so reduce the strength of current which a 
given E.M.F. can send through that the magnetising force would be 
seriously diminished. If a temperature limit is fixed upon, a cooling 
surface proportional to the power wasted in heating the coil must be 
provided. A number of rules have been formulated for obtaining the 
rise of temperature in coils. E§son gives ^^ of a watt as the rate of 
emission per square cm. per 1° C. from surfaces consisting of double- 
cotton-covered wire varnished, allowing for facilities to cooling given 
by the bobbin ends and metal core. 

If T'' C. is the rise of temperature in degrees Centigrade, W the 
watts wasted in heat in the coil, and S the surface of the winding in 
square inches, then the rule is — 

where K is the resistance of the coil (hot) in ohms. 
Further, if R^ is the resistance cold. 



1 + -,r^ j ohms approximately. 



When T° is fixed at the commencement, Professor S. P. Thompson 
gives the following rules : — 

If we assume that 90'' F. (or 50° C.) higher than the surrounding 
air is the safe limit of temperature which may be used with a given 
electro-magnet coil, then for thick wire or series coils — 

Maximum permissible current = 0*95 . /p amperes, 

and for thin wire or shunt coils — 

Maximum jiermissible pressure = 0*95 j^'SK volts. 

Roughly speaking, experience dictates that any given coil should 
have a radiating surface of at least 1 square inch per watt wasted, 
though preferably from 2 to 3 square inches per watt, in order to 
keep it comparatively cool. 
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The following are a few examples of the application of the preced- 
ing relations : — 

Example 1. — A coil of wire, having a winding length of 4" and 
an outside diameter of 3", is wound on a cylindrical surface 1" in 
diameter. What must be the diameter of the covered wire in order 
that 1 000 turns may be wound on ? 

From page 160 we have T=%r' 

whence the diameter required d= /[liI, 

Substituting, we therefore have 



d=j./^''^}= x/O -004 --=0 0632 inch. 
V 1000 



Example 2. — In the last question, if the diameter of the bare 
wire = 0*050", what would be the resistance of the coil if wound 
with copper wire, and what the power wasted in it if 5 amperes 
passed through it ? 

From page 160 we have 

^" d{'d^ 

Therefore, by substitution, we have the required resistance 

,. 2 X 4 X 1 X 0-00000066788 x 4 „ . . , 

1*= , ^^,o — r-;rTi;-r:5 = 2"14 ohms. 

(•OS)-* X (•0632)-' 

Therefore the power wasted in heat is 

W = CR = (5)« X 2-1 4 = 53 -5 watts. 

On applying the formula on page 163 for the rise of temperature 
of the coil due to this waste of power, namely, 

T"C.=53'5^, 

since the radiating surface of the coil = Ijird^ = 4 x tt . 3 = 1 27r sq. ins. 
Therefore the rise of temperature of the coil 

r C. =53-55'= 53-5 X ^'^'1=76" C. 

S 12jr 

Ex^imple 3. — How many turns of No. 22 S.W.G. copper wire 
(diam. = 0*028") double-cotton-covered to 0*033" can be wound on a 
bobbin, the net winding length of which = 3" and the extreme dia- 
meters of winding V and 3" respectively? 

From page 1 60 we have the total number of turns 

rw\ Ju.t 0X1 o f>— •» . 
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Example 4. — What is the maximum current which can be sent 
through the above coil in order that its temperature rise may not be 

greater than 50° C. above that of the air ? 

The resistance (R) of the coil must first be found ; thus 

n=l^=^lP ohms, 

and / = mT = ir(?i±5?) T = ir. ^ . 2755 = 6510ir inches, 

,, 4 . 5510ir X -00000066788 , «..« , _„ 
^^= ,r.C028)« =18 .3 ohms. 

and the surface of the winding 

S = tDq L = ir3 X 3 = 9t square inches. 

Hence the maximum current 

= 0«\/|=x/>3 = l-51 ampere. 

QUESTIONS ON CHAPTER V 
[Supplement all Anstcers icith Sketches when possible,] 

1. Find both the magneto-motive force and the magnetising force per unit length 
acting in a magnetic circuit 80 cms. long, and which is energised by a current of 
2 amperes flowing round the 1000 turns surrounding the circuit. 

2. In the above question, how many ampere turns would be required to produce 
a magnetising force (per unit length) of 100 C.G.S. units ? 

8. Find the number of lines of force produced when a current of 5 amperes flows 
through 200 turns of wire surrounding a magnetic circuit, the length of which = 25 
cms., cross section 15 sq. cms., fi=1000. Give also tlie induction-density in the 
magnetic circuit. 

4. If a magnetising force of 50 C.G.S. units produces an induction -density of 
16,000 lines per sq. cm. in a magnetic circuit, what is the value of the permeability fil 

5. Find the loss of power due to magnetic hysteresis in a cylinder of soft iron 
which rotates at a si)eed of 1200 revolutions per minute between the two poles of an 
electro-magnet. The volume of iron is 1000 cc, and the specific magnetic hys- 
teresis 9000 ergs per cc. per cycle per sec. 

6. How many turns of wire, insulated to 0'05" diameter, can be wound on a 
bobbin, the net winding length of which = 3" and the inner and outer winding 
diameter J" and 14" respectively ? 

7. Find the total length of wire on the coil in the last question, together with 
its resistance, if the material is copper, having a diameter bare of 0'04''. 

8. What must be the diameter of the copper wire on a bobbin so that its resist- 
ance may be 5 ohms, if the winding length = 4", winding depth 2", inside diameter 
i", thickness of insulation on the wire 15 % on the diameter of the bare wire ? 

9. In the last question, what is the weight of copper on the coil if copper weighs 
555 lbs. per cubic foot ? 

10. A coil is 6" long, i" outside diameter, and has a resistance of 5 ohms. Find 
the maximum permissible cuiTent for a rise of temperature of 50° C. 

11. Show by means of curves the approximate numerical relations between mag- 
netic induction and permeability for good specimens of cast-iron, wrought-iron, and 
cast dynamo steel respectively. (Ord. Grade, E.L., C. and G., 1902.) 

12. An electro-magnet is required to work quickly and to let go the armature 
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instautly on the cessation of the current. How could this result be obtained ? 
(Prelim- Grade, C. and G., 1901.) 

13. An electro-magnet has to be designed to produce an approximately uniform 
field of 10,000 lines per sq. cm. over an area of 12 sq. cms. in an air-gap half a cm. 
long. Sketch an electro-magnet approximately to scale, with which this result can 
be obtained without undue heating of the coils. State the gauge of wire, number of 
turns, current, etc., that may be used, and describe in detail how your results are 
obtained. (Hons. Grade, C. and G., 1900.) 

1 4. What magnetic quantities are denoted by the symbols H, B, and fi, and how 
are they related to one another? (Ord. Grade, C. and G., 1895.) 

16. Calculate the number of ampere turns of excitation required to magnetise up 
to 14,000 lines per sq. cm. a soft iron ring 20" in mean diameter, made of round iron 
1* thick. (Assume permeability =800.) (Ord. Grade, C. and G., 1894.) 

16. A closed soft iron ring, 100 cms. mean circumference and 5 sq. cms. cross 
section, is uniformly wound with 200 turns of insulated wire. Suppose you have 
fonnd that the following relations exist in iron of this quality — 

B= 10,200 12,000 13,700 

fi= 2000 1500 1000 

Calculate the current (C) at which the total flux of magnetic lines is 65,000 C.G.S. 

lines. (Ord. Grade, C. and G., 1892.) 

17. Calculate the size, resistance, and weight of copper wire such that, if wound 
on a magnet core 7" x 3^', and hanng a P. D. of 25 volts maintained between the ter- 
minals, 6000 ampere turns will be produced. (Length inside 'former* is 8".) (Ord. 
1898.) 

18. Calculate the size, resistance, and weight of copper wire such that, if wound 
on a cylindrical iron core 6" long, 3J" diameter, and having a P.D. of 50 volts between 
its terminals, 4400 ampere turns will be produced. The diameter of the completed 
coil is to be 7i". A cubic foot of copper weighs 560 lbs. (Ord. 1900.) 

19. Explain why an electro-magnet with a total resistance of 50 ohms, connected 
direct to a battery of very low resistance, will be more powerfully magnetised if its 
two coils are joined up in 'multiple arc,' than would be the case if the coils are 
joined up in 'series.' Also explain why the reverse is the case if the battery and 
electro-magnet be in circuit, with a resistance which is very high compared with the 
resistance of the electro-magnet. (Hons. Teleg. 1900.) 

20. How would you calculate the length and diameter of a copper wire required 
to completely fill a bobbin of a given size to a given total resistance ; the thickness 
of the silk covering of the wire a being t^ken into account, h being taken as 
negligible 1 (Hons. T. and T. 1901.) 

21. What is known by the symbols ' H ' and ' B ' in electro-magnetics ? State 
what effect the introduction of iron has on the lines of force in a solenoid traversed 
by a current. (Ord. T. and T. 1901.) 

22. Calculate approximately the strength of the magnetic field produced at the 
centre of a solenoid 4" long, the coils of which are IJ" thick and have a mean 
diameter of 7^', when the current density taken over wire and insulation together 
and measured on a plane containing the axis of the solenoid is 750 amperes per sq. 
in. Could a coil so constructed and working with this current density be used for 
long periods without undue heating? (Hons. Sect. I. 1901.) 

23. The resistance of the wire on a bobbin fully wound with silk-covered wire 
7 mils diameter is found to be 120 ohms; what will be the resistance if the same 
bobbin be equally wound with 10-mil wire ? The thickness of covering to be taken 
as 1 mil in each case, what will be the relative numbers of convolutions in the two 
cases? (Hons. Teleg. 1902.) 

24. How do you picture to yourself the change which occurs in the core of an 
electro-magnet when the current is turned on ? (Prelim. 1904.) 



CHAPTER VI 

ELECTROSTATIC AND ELECTRO-MAGNETIC INDUCTION 

Electro-Static Induction. — In the present chapter the fundamental 
principles involved in the production of transient or momentary 
currents of electricity will be considered. The subject is both interest- 
ing and of the greatest practical importance, forming as it does the 
basis of the action of important electrical engineering appliances. 

We have already defined the unit of electric quantity called a 
* coulomb ' as the quaniiti/ of electricity which flows pei' second past any point 
of a conductor carrying one ampere. It is therefore an easy matter to 
evaluate the number of coulombs of electricity given to a circuit in a 
specified time when the current is constant in strength, the measure- 
ments required in such cases being that of the time of duration of the 
flow and the current strength, which latter is easily obtainable. 

Measurement of Transient or Induced Currents. — When, how- 
ever, it is desired to ascertain the charge or quantity of electricity on 
a charged body, this must be emptied of its charge, so to speak, through 
some measuring arrangement. A difficulty arises or may arise now, 
owing to the current produced by the discharge, in the first place, 
lasting an extremely short time ; and, secondly, to its diminishing in 
strength extremely rapidly during this time of discharge. The 
effect may be likened to a bucket of water being quickly emptied 
into a slanting gutter with a drain at the lower end, the rush of 
water down the drain very rapidly diminishing to a mere trickle. 
Clearly in this case the measurement of the quantity of water passing 
the drain would not be correct unless the receptacle employed to catch 
it was kept there long enough to catch the last drop. 

The measurement of electric quantities is obtained by connecting, 
in the circuit through which the discharge is to take place, the coils 
of a suitable measuring instrument, arranged so that the whole of the 
discharge and resulting current passes through before the instrument 
begins to indicate. In this case the total effect of the rapidly 
diminishing current of discharge is proportional to the first fling or 
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deflection of the instrument, and we have therefore a measure of the 
quantity which has passed. The instrument for effecting the measure- 
ment of such transient or momentary currents of rapidly varying 
strength is termed a * ballistic galvaiimneter^^ and the description of a 
commonly used form will be found on page 209, Chapter VIL, on 
measuring instruments. 

Referring to page 29 «/ seq., it was pointed out that any insulated 
electrical conductor is able to hold a greater charge or quantity of 
electricity for the same potential difference between it and a similar 
neighbouring conductor when it is closer to this latter conductor than 
when farther away from it. Further, it was mentioned that the 
nature of the intervening space played an important part in deter- 
mining the magnitude of the charge, other things being the same. 
The nature or quality of the separating substance in virtue of which 
this influence takes place across it is termed the ^specific inductive 
capacity ' of the medium. The Greek letter cr is often employed to 
denote the magnitude of this specific quality, and the value of o- is 
given on page 30 for a number of important substances. 

Conditions for obtaining Capacity. Condensers. — Now any 
arrangement of two neighbouring conductors separated by an insu- 
lator is called an * electrical condenser^! the conductors themselves being 
termed the two coatings of the condenser, while the separating insulator 
or medium is called the dielecti-ic. Any given condenser is capable of 
holding a certain charge of electricity when subjected to a certain 
electrical pressure, and the charge or quantity of electricity in 
coulombs required to be given to one of the coatings of a condenser 
in order to raise the P.D. between the coatings to 1 volt is called the 
electro-static capacity, or briefly the capacity^ of the condenser. The 
capacity of a condenser depends, amongst other things, on the shape 
and relative positions of its coatings with regard to one another. 

Methods of Building Condensers. — In practice there are two main 
forms of condensers, namely, (1) the flat plate or sheet form and (2) 
the concentric cylinders form. 

Fig. 78 represents in perspective elevation one complete element 
of the flat form of condenser, while at the same time indicating a very 
common method of building such an appliance. It consists of two 
distinct metallic plates or sheets T and /, which need only be of the 
thinnest material obtainable. For this reason tinfoU (often only about 
0'0003" thick) is almost invariably used. These metallic coatings are 
insulated or separated from one another by the dielectric or sheet of 
insulating material I . It is important for the thickness of I to be as 
uniform and as thin as possible in order that the coatings may be close 



VI ELECTRO-STATIC AND -MAGNETIC INDUCTION 169 




Fio. 78.— Elements of Condonser in Per9i)ective. 



together. Though any insulating substance can be used as a dielectric, 
mica is the best, and is always used in the best condensers, because 
(a) its specific inductive capacity 
is high, (b) on account of its 
natural mechanical rigidity it 
offers great resistance to nip- 
ture — i.e. to being pierced — ^by 
the passage of a spark across 
it from T to /, (c) it offers 
special facilities in the produc- 
tion of thin sheets of uniform 
thickness and considerable size. The thickness of sheet used in prac- 
tice varies with the electrical pressure to be employed with the con- 
denser : the greater the latter, the thicker the. sheet used. The same 
thickness is of course used throughout the same condenser, and for 
ordinary work this may be anything from 0*002" to 0*008" thick. 

As the specific inductive capacity of any substance is expressed in 
terms of that of air, which is taken to be unity or 1, it may be repre- 
sented by the ratio of two quantities in the same units, and is therefore 
simply a number. 

The specific indiiciive capacity of any dielectric svhstance is the numeral 
expressing the ratio of the capacity of any condenser using this substance as 
dielectric to the capacity of the same cxmdenser using tJie same thickness of 
air as dielectric instead. 

Referring to the method of building a condenser indicated in Figs. 
78 and 79, the sheets of dielectric I may conveniently be made square 
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Fio. 79.— Thrw^ Sections of Condenser. 



and the coatings T and / oblong^ but 
of equal size. The top tinfoil sheet 
t is then placed on I so that I over- 
laps it by an equal margin (J" wide 
or more) on three sides, / overlapping 
I on the fourth side by any convenient 
desired amount The same arrangement is adopted with the other 
coating T placed on the other face of I, but the overlap of foil T is on 
the opposite edge of I to that of t . The object in having an overlap 
of the dielectric on three sides and of the foil on opposite edges is 
to minimise leakage of charge between the coatings, which is fatal to 
the satisfactory working of any condenser. 

Action In a Condenser. — The coatings or terminals of the con- 
denser are therefore T and t , and if these are connected to a source of 
E.M.F. a certain charge or quantity of electricity is imparted to one 
coating, thereby raising its potential above that of the other coating by 
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an amount equal to the E.M.F. of the source. A corresponding charge, 
of opposite sign, is induced by electro-static attraction across I on the 
opposing face of the other coating (vide p. 28). If now the KM.F. be 
removed and T, t connected together, the two charges combine and 
neutralise one another, and the condenser is said to be discharged. 

Another way of viewing the action of a condenser is as follows : — 
Let T and / be connected to the same KM.F. and be separated by a 
considerable distance. If / is connected to the + ^ end of the E.M.F., 
electricity will flow into t, quickly raising its potential to the maximum 
of the source, while the potential of T and the induced charge on it 
will be very small As T approaches t, the charge of opposite sign on 
it, which is induced by t, gradually increases, and the potential at t 
due to it tends to diminish the potential of t itself, more electricity 
flowing into t in order to maintain its original potential. 

A small fraction of a second usually suffices to charge and discharge 
a condenser, but the quantity discharged is always slightly less than 
that employed to charge a previously perfectly discharged condenser, 
owing to a phenomenon met with in all condensers and known as 
residuol ahsoiytion. This, in a measure, is somewhat analogous to the 
residual magnetism exhibited in an electro-magnet, or, again, to the 
temporary set in a wire after torsion, but it is not altogether a happy 
term. There is no absorption of electricity actually, but apparently it 
would seem that some small proportion of the original charge remains 
^ hound ^ {vide p. 29) after the first discharge, and this may more cor- 
rectly be termed the residual charge. More correctly, this so-called 
* residual charge ' is due to the gradual recovery of the dielectric from 
the strain caused by the stress imposed through the force of attraction 
of the charges of opposite sign on the coatings of the condenser. 

Since the 'residual charge ' increases with the magnitude of the 
charge, and also with the time for which the condenser remains 
charged, and moreover depends on the nature of the substance used as 
a dielectric, the measarement of capacity by comparison with standards 
will be complicated when the condensers are built with different kinds 
of dielectrics. This can be seen from the fact that the capacity 
will vary with the time of charging with such conditions present. 
The difficulty in the measurement is got over by methods of com- 
parison, in which the condensers are charged only for an extremely 
small fraction of a second, and the effects of absorption thereby reduced 
to a minimum. 

There is no absorption in an * air ' condenser, and the phenomenon 
seems to become more pronounced as the rigidity of dielectric used 
increases. In papers read before the Hungarian Academy of Science 
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on May 20, 1901, and June 18, 1900 {EUktrotechn, Zeitschr. xxii. 
pp. 170-215 and 716-785, 1901), M. v. Hoor pointed out that con- 
siderable variation occurred in the capacity of a condenser with change 
of pressure employed in charging it. In paraffined paper condensers 
and paper-insulated cables the charge increased only about 3 % 
between 5 and 30 seconds, and at higher P.D.'s only 0*2 %. In 
glass and megohmit condensers the time required to charge is much 
increased. The difference between the quantity of charge and dis- 
charge >vas 2 y/ with paper and megohmit condensers and 6 ^ with 
glass. Most of this is got rid of by discharging the condenser a 
second time. 

Another phenomenon met with in all condensers which are employed 
with alternating currents is that known as * dielectric hysteresis,* in virtue 
of which the condenser becomes warm, due to an expenditure of 
energy in rapidly reversing the sign of the charge with respect to the 
two coatings. It is analogous to magnetic hysteresis, and cannot be 
got rid of. It may be minimised by employing a dielectric having a 
small specific dielectric hysteresis, and by using as little of the dielectric 
as possible. There seems to be the same kind of relationship between 
residual charge and dielectric hysteresis as there is between residual 
magnetism and magnetic hysteresis. The same authority (M. v. Hoor) 
finds that by varjring the charging potential in steps a hysteresis curve 
is obtained which is exactly similar to the ordinary loop curve of 
magnetic hysteresis (tide p. 146). Still more cm-ious is the analogy 
between the expressions giving the losses of energy due to dielectric 
hysteresis, which he finds is proportional e,^*^ (where 6, stands for 
electro-static induction), and that due to magnetic hysteresis, which 
we have seen is proportional B^'^. 

Now the definition of the capacity of a condenser given on page 
168 furnishes us with a very simple relation connecting capacity C, 
quantity Q, and voltage V. 

Suppose that a condenser of capacity C farads is charged and dis- 
charged by the application of different pressures Vj, Vg, V3, . . . volts, 
and that the quantities of electricity in coulombs flowing into or out 
of the condenser for these P.D.'s are Q^, Q2) Q^ • • • Then it will be 
found that 

p_Qi_Q2_Q3_ . 

which shows us that the capacity of a condenser is always constant. 
The above rule corresponds with the definition of capacity, and writing 
it in a more general form we have 

C=^, orQ=CV. 
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Unit of Capacity. — If we make Q=l aad V=l in the above 
relation, the definition of the practical unit of capacity (called a 
* farad *) is obtained ; thus, a farad is the capacity existent in a condenser 
which requires a P.D. of 1 volt between Us coatings to charge each of them 
with 1 coulomb of electricity. Such a unit is, however, far too large for 
practical purposes, and therefore a * microfarad ' (ue, one-millionth of 
a farad) is always used to express the valae of capacities. Now, 
referring to Fig. 78, it will be seen that the active or effective area 
of either metallic coating is equivalent to the area of one face of 
the dielectric covered by tinfoil on both sides — ue. to the whole 
area of one face of I minus the area of one face of the margin all 
round. 

The final building size of the * large-type ' Swinburne high-pressure 
condensers for 2000 volts was 20" x 10", that of the small -type 
10" X 7 1", while the effective size of coating in each type was a little 
less than the above dimensions by the margin of dielectric allowed. 
Owing to the difficulty and expense in obtaining mica in such large 
sheets the dielectric employed in these condensers is a form of 
parchmentised paper, known commercially as manilla paper, or com- 
monly as butterskin. This was found to have a specific inductive 
capacity of 1'86, and when properly dry, six thicknesses (each 0011" 
thick) broke down and were pierced by 1800 volts roughly. In 
order to exclude moisture from the dielectric, after the condensers 
had been baked or dried (paper being hygroscopic), they were 
immersed in dehydrated paraffin oil contained in suitably sealed 
receptacles. 

In small condensers used with induction coils and such - like, 
ordinary paper is used for the dielectric, but after first being examined 
against the light for holes it is soaked in melted paraffin wax to 

(1) fill up the pores of the paper, and thus make it more homogeneous, 

(2) make it less hygroscopic, (3) increase its specific inductive 
capacity. For equal P.D.'s between the coatings a greater thickness 
of dielectric must be allowed, if prepared paper is used, than if mica 
is employed, in order to avoid it being pierced by a spark and the 
condenser breaking down. This is due to the mechanical rigidity of 
such paper being inferior to that of mica. Owing also to the smaller 
specific inductive capacity of prepared paper, a condenser made with 
it would be much more bulky than one using mica for the same 
capacity and voltage. 

Relation between the Capacity of a Condenser and its Dimen- 
sions. — In the case of a spherical air-condenser consisting of two 
concentric spherical metallic surfaces of radii R and r respectively, 
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separated by air as a dielectric and charged by a source of E.M.F., it 
can readily be shown ^ that the capacity of such a condenser is 

c= «'• . 

R-r 

If R and r are nearly equal, ue, if the thickness i of the layer of 

air between the spheres is very small, we may call R^^ the mean radius 

between R and r, and the last formula becomes 

pa 
C= — - approximately. 

But the area A of the surface of a sphere of radius R|„ is 

and this is approximately the area of the' surface of either spherical 
coating of radius R or r. 

Hence substituting the value of 

in the previous relation we have the capacity 

C= ^—: in electro-static units. 

Since the specific inductive capacity a- for air =1, and that for any 
other dielectric is reckoned in terms of this value for air, and further, 
since 1 practical unit of capacity (a farad) is equivalent to 9 x 10^^ 
electro-static C.G.S. units, we have a general expression for the 
capacity of any condenser, namely — 

p_ A<r A^ - , __ A<r ^. 

^ " 4V , 9 . l6^t - 1 1^097 X WH '*''*'^^ "" 1 •13097irm "*'"*'•* 

where t is in cms. and A in square cms. ; 

., _ _ _ J2;5399)»A^^ _ _ A<r A<r 

^^ ^~ 1 -13097 X lO^'xix 2-5399 "4 -4528 xlO»2^ ^ 4-4528xl0«^ " 

where t is in inches, A in square inches, and 1 inch = 2*5399 cms. 

The above relations, it must be remembered, are close approxima- 
tions to the truth in the case of spherical condensers and under the 
assumptions or conditions named. It can, however, be shown that 
these relations are also approximately true for condensei's of any form, 
whether flat, cylindrical, or otherwise, providing t is small compared 
with the linear dimensions of the plates. 

"We may here with advantage take a few examples of the applica- 
tion of the preceding formulae : — 

^ The detail of the proof may be found in almost any text-book on electricity 
and magnetism, space not permitting of it being given here. 



174 ELECTRICAL ENGINEERING chap. 

Example 1. — What would be the capacity of a condenser consisting 
of 1000 plates altogether, each fi'' x i"" in effective size, the dielectric 
being mica 005" thick ? Specific inductive capacity of mica to be 
taken as 5. 

Since the dimensions are in inch units, we take the last formula 
and substitute the values of the symbols, remembering that there will 
be 500 plates to each coating, and that the effective area of one plate 
is twice the area of one side. 

Hence the capacity 

^ 4-4528 X lO**^ 4-4528 x 10« x -005" 

Example 2. — How many plates altogether will be required for a 
condenser giving a capacity of 10 mfds., each plate being 10" x 8" in 
effective size, the dielectric used being of the same size and material 
as in Example 1 1 

The total effective area A of either coating must be found first. 
Thus 

, 4 -4528 X 10« X ^C 4*4528 x 10« x -005 x 10 , , ^„. 

A = = = = 44,528 sq. ms. 

<r 5 * 

The number of plates per coating will therefore be 

and the number of plates altogether will be 279 x 2 = 55 8. 

Example 3. — If the condenser in Example 1 be charged at a P.D. 
of 10 volts, what will be the charge ] 

Since Q=CV, 

the charge will be 

4*49 44*9 

Q=CV= j^ X 10 = -::-p- coulombs = 44 '9 microcoulombs. 

Example 4. — What must be the capacity of a condenser which 
requires a P.D. of 100 volts to charge it with 10 coulombs 1 
Here the required capacity 

^ = Y = fOO = 10^*~^- 

Rules governing Capaxiity of Condensers. — These are three in 
number, and may now be enunciated as follows : — 

1. The capacity of a condenser is directly proportional to the 
effective area of either of its coatings. 

2. The capacity of a condenser with flat parallel plates is inversely 
proportional to the distance between the plates of the two coatings. 
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3. The capacity of a condenser is directly proportional to the 
specific inductive capacity of the dielectric separating the coatings. 

The somewhat striking analogy between the foregoing rules and 
those in connection with the resistance of a conductor (p. 68) is worth 
noting. 

Now bearing in mind the constnicdon shown in Fig. 78, it will 
be seen that for a given dielectric (e.g. the best) a lai^e capacity can 
only be obtained by having the plates or coatings of a condenser very 
large or very close together. A limit to both is, however, soon 
reached — to the former, owing to bulkiness, to the latter, owing to the 
"at of the dielectric being pierced by the charge. Such an arrange- 
ment ae shown in Fig. 78 would have a capacity of only a very small 
traction of a microfarad ; but a large capacity having a convenient 
size and thickness of dielectric can easily be made by combining a large 
number of such elements as indicated in aide-sectional elevation by Fig. 
79, which shows three plates per coating. In this manner a condenser 
can be made, each coating of which may consist of hundreds of tin- 
foil sheets connected together as at ( or T to form one of the two 
terminals. The sheets of one coating are interleaved alternately with 
those of the other coating, and separated from them by the sheets of 
dielectric. The effective area of each sheet of foil is equal to the 
sum of its two faces actually covered on each side by the tinfoil 
sheets of the other coating ; or, if is the effective area of one face of 
one plate, then the number of plates in each coating = .*■ 

Fig. 80 shows the general view of a tinfoil and mica condenser in 
a containing, box the outside dimen- 
sions of which are 13' x 8" x 14" deep. 
It is built up in sections having six 
separate capacities of 0-5, 0-5 2 3 
4, and 10 mfds., respectively, and 
connected to a special form of plug 
switchboard on the top, designed by 
the author for the purpose of enabling 
the several capacities to be used singly 
or in any combination series, pamllel 
or parallel series so as to multipi; 
the number of different values of 
capacity obtainable. With p„re par- 
allel combmations only, any capadty "■" 
from I to 20 mfds bv i ™*j ^ . 

The plates of foil and ? . ' ^ ''""- "^^ ^ '*^^'"'^- 

tightly a^inst one TotW byttb, '", '^" -""'r" T T^. 
=> oy suitable clamping plates and rods. A 
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description of the Kelvin brass plate *air* condenser, for use as a 
standard in measuring the small capacities of short lengths of electric 
light cables, will be found in Electrical Enginetiing Testing^ by the 
author; its capacity being 0*0025 mfd. To give the reader an idea 
of the quantities pertaining to a Swinburne high-pressure large-type 
condenser for use with alternating currents, the following figures are 
given : For 2000 volts and 7 mfds. capacity, 8000 sheets of 
butterskin and 666 sheets of tinfoil are employed, the current of 
charge and discharge at 50 complete cycles of alternation per second 
being 4*4 amperes. For 500 volts and 100 mfds. capacity, 7500 
sheets of butterskin and 2500 sheets of foil are used, the current 
being 15*71 amperes. 

L. Lombardi, in an article on high-tension condensers {Elettridtdy 
Milan, 19. Oct. 6, 1900), uses tinfoil sheets and paraffin-wax sheets 
prepared by a special process, and which are thin and perfectly homo- 
geneous. Sheets 36 x 49 cms. and 1*2 mm. thipk were tested at 17^000 
volts, and made up into 10 condenser sections of 50 sheets each. The 
rise of temperature (measured by a thermocouple) of each section after 
10 hours at 5000 volts was 14° C. at the centre of the sheets and 
3*2° C. at the edge. The loss in the whole condenser at 50 cycles per 
second was 100 watts. A condenser capable of working continuously 
on 10,000 volts would have a thickness of dielectric = 2 mms., and a 
1-mfd. condenser would require a little over 200 lbs. of this dielectric, 
the total cost of all materials not exceeding £14. 

Cylindrical Condensers — Capacity of Electric Mains. — Remem- 
bering the principles and definitions already enunciated, we are able 
to see that any so-called electrical conductor or cable, consisting in its 
simplest form of a copper or metallic conductor insulated all over with 
some insulating substance, may possess electro-static capacity. For 
instance, such a cable lying on the ground has a capacity which depends 
primarily on its geometrical form, Le, whether it is coiled up or is 
lying straight, for the copper core and earth form the two coatings 
which are separated by the insulating covering acting as the dielectric. 
A submarine telegraph cable possesses capacity to a very much 
greater degree, and here the water and earth together form the outer 
coating. The capacity of a single insulated conductor such as that 
first mentioned is so small that it can be neglected, but that of the 
so-called concentric cable, a form introduced of recent years, and now 
used so extensively, is much too large to neglect. As the considerations 
relating to the effect of" capacity in bi-concentric and triple-concentric 
cables is of great moment to electrical engineers nowadays, we may 
perhaps profitably consider the expression for the capacity of such a cable. 
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Let Fig. 81 represent a piece of bi-concentric oable consisting of a 
central stranded conductor m^, and an outer stranded one m^ insulated 
from the inner by the insula- 
tion S which acts as the ~i -f 

dielectric. The outer insula- 
tion I takes no part in the 
production of capacity. 

Let K = radius in cms. of 



1. 








the inner surface of the Fio. si.- Sj-mboUc sketch of concentric Cable. 

outer main m^ and r = radius in cms. of the outer surface of the inner 
main m^ ; D and d being the diameters of the surfaces corresponding 
to the above radii respectively. Let L = length of either conductor or 
main in cms., and o- = specific inductive capacity of the dielectric 3. 

Then it can be shown ^ that the capacity C is given by the 
standard relation 

,,_ ffL _ ffL 

iTloge R/r ~ 2logeD/G; 

in electro-static C.G.S. units. 

But 1 fai-ad = 9 x 10^^ electro-static units of capacity, and 

where tf= 2*71828 . . . the base of the Napierian — and 10 the base 
of the ordinary common logarithms. 

^' = j.^AKi — UT C-G, S. units = ^ -T/m — /ta afi — oT" fHi'^ds 
4 'COS log K/r 9 . 10" . 4 '605 log R/r 

lOVL 2-413 ffL ,, 

mfds. 



■" 9 . 10" . 4-606 log R/r"" 10^ log K/r 

But 1 English statute mile= 160,933 cms. 

_ 2-413x160,933 <r <' rj -i 

C= - -,— — • ,— tir = nr Tei — iTT ^Ws. per niilo. 
10' log R/r 25 -76 log R/r * 

« 

Capacity of Two- Wire Non-concentric Cables. — J. B. Pomey'^ 
has deduced an expression for the electro-static capacity of a two-core 
non-concentric cable in which the conductors are parallel. 

Thus if o- = the specific inductive capacity of the surrounding 
insulation, and d = the distance in cms. between the centres of the 
conductors, whose radii = K^ and R^ cms., then the capacity per cm. 
length of the cable is 

2log(K+N/K^-l)' 

^ Deschanel's Xaiural PhUoaophy — Electricity, part 3, 1901, p. 62. 
» Jtcl, tUctr. 19. pp. 131-138, 1899. 

N 
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where K = '-f^^'- 

If the conductors were of equal size, as is most probable, then R^ = R^ 



and K = 



2V 



The capacity of ordinary high-tension bi-concentric electric light 
cable about 19/18 gauge varies, depending on the maker of it, from 
about 0*30 to 0*37 mfd. per mile with paper or its compositions as 
insulation. The same cable having vulcanised rubber insulation 
instead has about double the above capacity. The capacity of the 
* direct Atlantic ' telegraph cable between Ireland and Nova Scotia is 
almost 1000 mfds. 

In telegraphing through such a submarine cable, the whole cable 
has first to be charged, in a similar way to that in which a con- 
denser having a capacity of 1000 mfds. would be charged, before 
the message is received at the other end ; or, in the case of its being 
tested for insulation resistance, before readings could be taken. This 
charging of a cable under test for insulation resistance is often termed 
its * electrifimtiony and is allowed to go on for one minute, in the case 
of electric light and power cables, before readings are taken on which 
its insulation resistance is to be calculated. The ' soaking in,' so to 
speak, of the charge may, and usually does, go on for several minutes 
{vide p. 170), but the greater part occurs in the first minute, and hence this 
is made a standard time interval and basis of measurement. Since the 
outer sheathing and water, as we have already remarked, forms one of the 
coatings of the cable condenser, the copper core being the inner or other 
coating, we have practically the previous formula for its capacity ; or, in 
the case of an ordinary single-core cable on land or in the sea, we have — 

-,, . ^ 2-413 X 2029 X 91-44 <rL„ ,, 4-476 (rL„ 

The capacity C= ^^, _^_„,fd8. = — .^_^, 

where 1 nautical mile (the knot) = (2029 yds. x 91 '44 cms. per yd.) cms., 
Lrt = the length of cable in knots, <r = the specific inductive capacity 
of the insulation used, R and r having the same meaning as before. 

In long-distance telephony it is of the utmost importance to 
neutralise or minimise to the utmost the electro-static capacity and 
electro-magnetic induction (p. 182 et seq.) of the circuit, since telephone 
currents are rapidly fluctuating ones. The methods of elimination, how- 
ever, cannot be considered here, but a few particulars of one prominent 
telephone line, * the London and Paris,^ will be instructive. There are four 
conductors side by side, forming two complete outward and return cir- 
cuits. The lengths of each of the four conductors are — 283*5 miles 
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of overhead, 23 of submarine, and 4'8 underground. The total 
resistance is 693 ohms, and the capacity 10*62 mfds., of which only 
4*05 mfds. is due to the overhead portion. The capacity of the 
Irish telephone cable is 0*3045 mfd. per knot, the insulation being 
gutta-percha. 

We may here consider a numerical example of the above relations. 

Example, — Find the capacity of 2 miles of bi-concentric electric 
light cable, insulated with vulcanised india-rubber (specific inductive 
capacity 3*0), if the diameter of the inner surface of the outer main be 
1" and that of the outer surface of the inner main J". 
Hence 

C = 2-413 (tL _ 2-413x3x2x 160,983 14-478x160,93 3 ^ -, 

107 • log D/rf " 10' X log 1/i ~ 10^ X -301 -"'''^ ™'^- 

where 1 mile =160,933 cms. 

Consequently the above cable has an electro-static capacity of 

^'^^^ =0*3865 mfd. per mile. 

Energy expended and Work done in Chargring and Discharg- 
ing a Condenser. — If a charge Q of electricity (in coulombs), at a 
constant or steady pressure, raises the P.D. between the two coatings 
of a condenser from to V volts, the average P.D. during charge 
= ^ V, and the total work done in charging, or the energy stored up 

by the condenser, will be J QV joules = — ^ - QVft.-lb8. = i^ft.-lbs. 

But the law of the conservation of energy tells us that the work done 
in charging a condenser equals that which could be done by the same 
quantity of electricity on discharge. Hence the above relations give 
the energy of discharge as well as that of the charge. 

Since Q = CV, 

. • . the energy expended by the condenser in discharging is 

_ Q V _ CV» _ Q« ., _ 1;366 x lO'CV* 

"2712-2-712" 2712C"* 2712" ""^^^^ 

where C is the capacity in farads. 

The foregoing reasoning shows us that if a condenser is charged 
from a constant P.D., the energy stored up by the condenser, namely 
^(0*7373 QV) ft.-lbs., is half the total taken from the supply, namely 
(0*7373 QV) ft. -lbs., which latter is partly stored and partly dissipated 
in charging. 

Combinations of Capacities. — Condensers may, like resistances 
{vide p. 83), be connected up in circuit in three distinctive combina- 
tions, viz. (1) all in series, (2) all in parallel, (3) partly in series 
and partly in parallel. Figs. 82-85 indicate four such combinations 
out of several possible, when, say, four different capacities or con- 
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densers are employed. Each condenser is represented in the usual 
way, for simplicity, by two equally long, dark, and parallel lines. 
The capacities of the four condensers may be termed Cj, Cg, Cy C^ 
respectively, and the teiminals of the combination in each case T, T. 
Capacities in Series. — If all are in simple * serieSy' or joined * end 
C C C C on* to one another, as indicated in Fig. 82, the 

y 1 1 1 1 1 11 1 T effect is equivalent to that due to an increase 

'• " II II in the thickness of dielectric for the same area 

Pio.82.-cap«cities in Series. ^^ coating. Hcuce from the relations on page 

174 it follows that the capacity C of the combination between T, T 
will be less than that of any of the individual capacities, and it can l)e 
shown that 

L- ^ _L i. _1 

O Oj L>j v/3 C4 

or generally C = -^ ^ ^-^ ^, 

ri~ "^ pi ' 7^. "T" p~ + • ■ • + w~ 
^1 ^2 ^3 W ^« 

where there are any number (n) of capacities in series. It will there- 
fore be observed that capacities in series add up or comhinft like resistances 
in parallel {vide p. 84). Capacities in series are 
often spoken of as being in 'cascade.' 

Capacities in Parallel. — If all are in * parallel,' 
or side by side between the terminals T, T, the 
arrangement is obviously equivalent to building up 
or adding together a number of sections, such as 
that of Fig. 78, to form such as that in Fig. 79 ; in fig. ss.— capacities in 

Dn win 1 1 *»1 

other words, to enlarging the area of the coatings for 
the same thickness of dielectric. Thus it follows (p. 174) that the 
C c capacity (C) of the combination of condensers in 

J I 11 parallel between T, T will be the sum of the 

-1/ y- — individual capacities. 

C3 0^ or generally C = C, + C.^+ . . . +C,„ 

Fio. 84.— Capacities in where there are any number {n) of capacities in 
ara e en^s. parallel. It is therefore seen {vide p. 84) that 
capacities in parallel combine like resistances in q 

series, _T/^ '"X. J 

Capacities in Series-Parallel Arrange- Aii ii/ 'i"""*~ 

ments. — All other methods of connecting con- c * 

densers than the above are merely combina- Fig. ss.— capacities in senes 
tions of these two methods. Thus Fig. 84 ^™"®^- 

shows two in series and two in parallel, and from the above rules 
the combined capacity between T, T is 
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Ci 4- U2 Cj + C4 

Fig. 85 shows yet another arrangement, for which 

1 




Eefemng to Fig. 80, it will be seen that the plug switchboard on 
the top will enable several different combinations, such as those above, 
to be readily obtained. 

Uses of Condensers. — The value or importance of the con- 
denser, and its action in the many uses to which it is put in electrical 
engineering work, can hardly be over-estimated, and the author desires 
this to be the excuse for dealing with it more in detail than is cus- 
tomary in most text-books. There are several instances where 
electro-static capacity occurs through natural causes, in which it acts 
in a deleterious way. In other cases it may be applied artificially 
with the greatest utility. As an example, the heavy capacity 
possessed by a submarine telegraph cable (vide p. 178) tends to 
seriously diminish both the speed of signalling and the economical 
working of the cable system. In such a case the battery has to 
charge the cable, which takes some seconds before any effect is 
produced on the receiving instruments at the distant end. Several 
devices are resorted to in order to minimise capacity effects in such 
cables, such as balancing the capacity with an artificial capacity of the 
same value, as in ' duplex ' signalling. 

Incidentally, it may be mentioned that the Atlantic cable is so 
balanced by a condenser containing something like 100,000 square 
feet of tinfoil. Condensers are used on some land telegraph lines 
for avoiding * earth currents ' ; and again, condensers shunted by a 
resistance are connected in series with the electro-magnets of instru- 
ments to nullify effects of electro-magnetic induction in the coils of 
certain instruments, so as to increase the speed of signalling ; also 
with certain types of electro-motors known as induction motors. 
With what are known as electro-static voltmeters (p. 237) three very 
small capacity condensers are joined in series, and the ends of the 
extreme combination connected to the very high voltage to be 
measured. The ordinary electro-static voltmeter is connected to the 
terminals of one of the three condensers, and hence reads a certain 
fraction of the total pressure. 

The AUgemeine Electric Company use micanite as the dielectiic 
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in the condensers, and by the above device can make an instrument 
for 7500 volts read on a 2 5, 000- volt circuit. Messrs. Siemens and 
Halske use porcelain plates 5 mm. thick for the dielectric, and 25 
square cms. in area, with coatings of the same area. Condensers are also 
used with induction coils to increase the spark at the secondary coil 
and minimise that at the * contact-breaker ' and its destructive effect ; 
with electro-static * frictional ' ant I * influence ' machines, to increase the 
length of spark, but for this purpose they take the foim known as the 
^ Leydm jar^^ which consists of a wide-mouthed glass jar coated inside 
and out — both bottom and sides — with tinfoil up to about fths 
of its height. A metal knob, carried by a metal rod which just 
passes (without touching) through an insulating cork, is let into a 
metal foot that rests on bottom of the jar and makes contact with 
the inner coating. The glass jar is the dielectric and the outer 
coating the tinfoil outside. These so-called * Leyden jars ' are cylindri- 
cal condensers for very large P.D.'s, usually hundreds of thousands of 
volts at least ; and though their capacity is very small, the charge 
which they can contain may be considerable for 

Q = CV. 

Lastly, the effects and uses of condensers with alternating currents 
are many, and the former in some cases astonishing. Such, however, 
can more aptly be considered in a later chapter, after alternating 
currents have been dealt with to some extent. There are many 
methods of measuring electro-static capacity, but space will not permit 
of them being considered here. For a detailed description of such 
methods, together with the apparatus needed and mode of coupling 
it up, etc., vide the laboratory text-book. Practical Electrical Tesiingj 
by the author. 

Electro-magnetic Induction. — By this the reader is to understand 
the phenomenon of an E.M.F. being set up or created by the relative 
motions of a magnetic field and an electrical conductor. He must be 
careful not to confuse what is meant in the above statement with that 
in the action of a coil of wire (carrying current) on a piece of soft 
iron in the vicinity. In this latter case the coil magnetises the soft 
iron inductively by inducing a south pole in the end nearest the 
north pole of the coil. The action, in other words, is magnetisation 
by induction {vide p. 8), whereas the following pages will deal 
with transient or momentary induced E.M.F.'s in a conductor caused 
by corresponding alterations in the amount of linkage of lines of force 
with the conductor. The phenomenon of electro-magnetic induction 
will be much more readily grasped if the conditions under which 
it takes place are thoroughly understood. 
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Induetion dependent on Change of Linkage. — As was pointed 
out in Chapter I., lines of magnetic force are always taken to be 
continuous or closed loops or paths which run partly in air and 
partly in any magnetic material in the vicinity. If such a loop of 
magnetic force encircles part of an electncal conductor, also forming 
a closed circuit on itself, the two are said to be linked with one 
another as any two succeeding links of a chain would be. If two 
magnetic lines of force encircled the same conductor, the linkage of 
lines and turn would be 2x1, or 2, ie. double the linkage in the 
previous case. 

Further, if these two lines encircled two turns or loops of the 
conductor instead of only one, the linkage would be 2x2, or 4. 
Generally, therefore, whenever N lines of force or loops of magnetic 
induction encircle any point of a conductor looped into T turns, or, 
which is the same thing, when they pass through the plane or planes 
of such a looped conductor, the total linkage of lines of force and 
turns is TN linkages. 

We may now state the one condition under which it is possible at all 
for a transient KM.F. to be set up in a conductor which is situated in 
a magnetic field, namely, that there must he relative motion of field and 
conductor in such a way a^ to catise the linkage between them to adualhj 
change in amminL To cite a definite instance, imagine a circular 
conductor in the form of a hoop placed in a uniform magnetic field {i.e, 
a field in which the lines of force are straight, parallel, and equidistant 
from one another) with its plane perpendicular to the direction of the 
lines of force. Now, no E.M.F. will be induced in the hoop if it 
moves either way in a direction parallel to the lines of force or per- 
pendicular to them. The former motion is one of slipping along only, 
and no cutting occurs at all ; the latter motion of cutting only, but the 
two halves of the hoop cut the field in the same sense, thereby giving 
rise to two equal E.M.F.'s in opposite directions round the hoop, 
which neutralise, so that no induced E.M.F. is observable. 

In both motions it is obvious that the hoop encloses exactly the 
same number of lines of force in all positions, hence the amount of 
linkage is unchanged, and therefore there is no induced E.M.F. An 
RM.F. will, however, be induced if the hoop moves in a non-uniform 
field in any way such that it cuts across while enclosing some of the 
field, because in such a motion the linkage is continually changing 
in magnitude. If the plane of the hoop is tilted as it moves across 
the lines of force an KM.F. will be induced in it, for then one-half 
will cut the lines at a difierent rate to the other half, thus creating 
two uneqmd but opposite E.M.F.'s. The diflerence between these 
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E,M.F/8 is the effective E.M.F., while its production, ia other words, 
has been caused through an alteratian of linkage during motion. The 
foregoing actions would occur precisely if the magnetic field moved 
instead of the hoop, or if both moved. 

Induction between Parallel Straight Conductors. — On page 122 
we saw that any conductor carrying current was surrounded by a 
mi^netic field consisting of circular lines of force concentric with the 
conductor. Further, that if the rest of the circuit was close enough 
to the portion under consideration, this field was distorted some- 
what into an eccentric, non-circular form round the conductor. 

Let Fig. 86 represent an arrangement of two conductors PPj and 
SS^ side by aidp, and forming portions of two complete but distinct 

circuits. G is a ballistic galvano- 
meter (p. 209) in circuit with SSj, 
while B is a source of E.M.F. and 
K a key in circuit together with PPj. 
On closing K, thus completing the 
circuit through B and PPj, a current 
is sent through PPj by the E.M.F. 
B in the direction of the arrow, i.e. 
from P to Pj^. The whole circuit 
PPjBKP is therefore completely en- 
veloped in a magnetic field ; but 
restricting our attention to the lines 
of force F in a single plane through 
one point in PP^, we see that these 
lines in springing out, at the moment 
of closing K, cut the conductor SS^. A sudden momentary deflection 
of G is observable, indicating the presence of a momentary E.M.F., and 
therefore of current in the circuit of SSj. On breaking circuit at K, 
the lines of force collapse in disappearing, due to stoppage of current, 
and therefore cut SS^ on the opposite side. This causes an KM.F. 
and current to bo induced in SSj in the opposite direction to that on 
closing K, as indicated by G deflecting in the opposite direction. 

Further, since we have already remarked that it is quite immaterial 
whether the magnetic field or conductor or both move, it follows, by 
reasoning, which can also be experimentally verified, that the deflection 
of G, and therefore the induced E.M.F. and current in SS^, is in the 
same direction, no matter whether PPj and S^S are stationary and K 
is made, or the current in PP^ is steady, and SSj is suddenly moved 
sideways towards it. The converse is also true, namely, the induced 
E.M.F. and current in SS^ is set up in the opposite direction to that 




Fig. S6.— Induced Cuirente in two 
Parallel Conductors. 
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just named if PP^ and SS^ are stationary and K is opened, or if the 
current in PP^ is steady and SSj suddenly moved sideways away from 
it. These effects, it will be observed, occur only within the interval 
during which the motion of the conductor or the closing and opening 
of K takes place, and they are due to the sudden alteration in the 
linkage between SS^ and the field of PP^. It may be observed that 
currents would also be set up in S^S in opposite directions by keeping 
SSj fixed and moving PP^ towards or away from it respectively 
while K is closed. 

Determination of Direction of an Induced Current. — ^We may 
now digress for a moment in order to give a rule for finding the 
direction of the induced current. The prediction of the direction is a 
most important matter, and the following rule, due to Professor J. A. 
Fleming, is one of the simplest and most easily applied, and should be 
remembered : — 

Set the thumb and two first fingeis of the right hand to point in three 
directions at light angks to one anothei\ Then if the hand be placed so that 
the thumb points in the direction of motion and the first finger in the direction 
of the lines of force, tJien the second finger mil poirU in the direction of the 
induced E.M.F. 

Applying this rule to Fig. 86, we find that on closing K the induced 
current flows from S to Sp i.e. in exactly the opposite sense to that of 
the current flowing from P to Pj which produces it. 

Induction between a Magnet and Coiled Circuits. — We may now 
go a step further and imagine that the wire SS^ of Fig. 86 has been 
long enough to form a coil or solenoid C (Fig. 87) having a hollow 
interior for convenience. The ends of C are joined as before by a 
sensitive ballistic galvanometer G, and M is a permanent steel magnet 
which can be inserted into the interior of the hollow solenoid C. 
Now on making, first of all, the south pole S approach G and 
reach the right-hand end by a succession of steps, a succession of 
corresponding KM.F.'s will be induced in C, causing currents to flow 
which will all be in the same direction as indicated on G. Conversely, 
if M be withdrawn in steps to the position shown in Fig. 87, a succes- 
sion of induced currents will flow through G in the opposite direction. 

Some writers term the induced currents set up by the approach of 
M * inverse currents,^ those set up by the removal of M * dived currents ' ; 
but such terms have little to commend them, since they do not even 
characterise the action going on in any way. More appropriate terms 
would undoubtedly be * demagnetising ' and * magnetising ' currents 
respectively ; for these express not only the action of the induced 
currents on what is causing them, but also their relative directions of 
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flow. In this latter case it is quite obvioua from first principles {vide 
p. 126) that a current which can demagnetiae and create magnetisation 
in the reverse sense must flow in exactly the opposite direction to that 
which magnetises. We shall therefore employ the latter appellations 
whenever they may be needed in the future. The insertion of M 
(S [K)le foremost) will induce a current in the same direction in C and 
G as withdrawing M (S pole foremost) from the same end of the coil, 
and vice lersa Further the same actions wilt take plice if the coil C be 
moved instead of the magnet M, or if both are moved simultaneotisly 
An E.M F will, however bf induced only during the peiwd of molum and 
will cease to exist immediately the motion ceases 

Induction between Coiled Circuits — Next imagine that the con 
ductor PP, of Fig 86 is long enough to be wound in the form of a 
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solenoid or coil P (Fig 87) of such a diameter as to be capable of 
being easily slipped through the liollow interior of the coil C. Lot 
the ends of the coil P be brought to two terminals, seen at the end of 
the bobbin on which it is wound, and which are connected to a switch 
S and E.M.F. B by fairly long connecting wires. Now it S is closed, 
and a current sent from B through P, the whole coil P becomes 
practically a bar magnet, and all the preceding efl'ects obtained with 
M and C can be exactly reproduced witli P and C. 

There are, however, several additional elTecta which were not 
obtainable with M. For instance, on closing S with P and C, as shown 
in Fig. 87, a transient E.M.F. will be induced and a demagnetising 
current will flow in C, and this will be in the same direction which it 
would take if P is next made to suddenly approach C. Reversing 
these operations will produce exactly the reverse efl'ecta. Further, 
inserting P (N pole foremost) into one end of C will set up induced 
currents in C in the same direction as inserting M (S pole foremost) 
into the other end of C, the converse operation producing exactly the 
reverse effect 
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Again, if P is inside C, then E.M.F,'b in opposite directione will 
be induced in C on closing and opening S. In ail casea the currents 
set up by the induced E.M.F.'s are transient or momentary, and 
occur only at the moment of the make and break ot current in P, or 
during the motion of the latter, or C, or both. The case of P being 
inside C ia an extremely important one from a practical point of view, 
representing as it doo.^i the main principle of important appliances 
known as the induction coil, which is used with direct current, and 
the datic iTans/m-mer, used with alt«rnating current The arrange- 




ment, with slight modification, is also employed in important 
magnetic measurements. 

Ruhmkorir Induction or Spark Coll. — Such an arrangement at 
once leads us to the so-called Bulimkorff's indudioji, coil, or spark coil, as 
it is now often termed. Seeing the many uses to which this appliance 
is put, of which perhaps the most important ia that in wireless leUgrapkt/, 
it will not be out of place to give a general description of the principles 
of construction and action. The object of such an appliance is to 
nbtain induced cuirenta at high P.D.'s (or of great intensili/, as it ia 
commonly termed) at the secondary coil terminals, from stronger inter- 
mittent currents at a low P.D. in the primary coil. 

A diagrammatic aketch of the induction coil ia shown in Fig. 88. 
It conaista of a tolerably abort length of insulated thick copper wire 
tvound into a coil of comparatively few turns, which constitute the 
primary or magnetising coil P. 
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This primary coil P encircles a soft iron core I, consisting of a 
bundle of small, soft iron wires, the function of which is to increase 
the induction due to P, and with it the linkage of this induction with 
the secondary coil. It is built up with small wires {i,e. laminated) in 
order to avoid the induced or eddy currents, which, if it was a solid 
bar, would be set up in its cross section, and would retard the rapidity 
of growth and decay of primary current. The coil P is made with a 
few thick turns in order to have a small resistance and self-induction 
{vide p. 194). The secondary coil C, which is wound over P, consists 
of a very long length of insulated thin copper wire wound into a 
coil of a very large number of turns, so as to produce a large linkage 
of its turns with the field created by P ; the greater the number of 
turns the greater the induced E.M.F. of this secondary coil C between 
its ends t, t The end of the core I when magnetised is capable of 
attracting a soft iron head H fixed to the end of a horizontal piece of 
spring strip D, which is in turn supported on a fixed pillar A. When 
unattracted HD springs back against an adjustable screw S carried t)n 
a fixed pillar B. The ends W of the primary coil P are connected, 
the one to the pillar A, the other to one terminal of the source of 
E.M.F. E, w^hich is to work the coil. The other end of E is connected 
to the pillar B through a make and break switch F, and a condenser K 
(vide p. 168 et seq.), made usually of tinfoil and parafiined paper, is 
connected in circuit across the pillars A and B. In Fig. 88 only a 
simple make and break key F is shown in place of the usual reversing 
switch. 

Action of Induction Coil. — When F is closed, E sends a current 
through P which magnetises the core I. The hammer H is simul- 
taneously attracted to I, and, in the act, breaks contact with S, thereby 
cutting off the current in P. The instant this happens, H ceases to be 
attracted by I, and springs back on to S, making contact, and again 
causing the primary current to circulate in P, when the whole previous 
action is repeated. In this way the current from F through P is very 
rapidly made and broken alternately, and the core I thereby magnetised 
and demagnetised alternately. By the action mentioned on p. 196, 
however, a destructive spark occurs between H and S when H is 
attracted to I, i.e. when the circuit of P is broken. This and its 
effect is minimised in two ways — (1) by tipping the points of contact 
of S and H with platinum, which, being a highly inoxidisable material, 
always remains clean, and is not burnt by the spark, so that good con- 
tact is always made ; (2) by the insertion of the condenser K across 
A and B, i.e. literally across H and S, which is technically termed the 
* contact breaker/ or ^circuit breaker',' The action of the condense^- is as 
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follows : — On cloaing F, or this being cloeed, whenever H touches S, K 

is discharged, but when the break between H and S occurs the extra 
self-induced current (p. 196), due to the self-induction of F, having to 
charge K, is unable to apark across HS, and the current is broken very 
quickly. Now before the next ' nmke ' of H and S the condenser K 
discharges through P in the opposite direction to that in which it 
would have gone if it had been able to discharge across HS, i.e. in the 
direction opposite to that of the primary current from E. The object, 
therefore, of the condenser is to cause the ' break ' in the current to 
be more rapid by reducing the sjiark at HS, and, further, to store up 
the energy of the self-induced primary current so that the effect of the 




induced (demagnetising) current in the secondary, set up when the 
primary circuit is made, is minimised. The E.M.F. of the secondary 
is thus considerably increased, while injurious eifecta in the working 
of the induction coil are minimised. The general view of an induction 
coil having a condenser in the base is shown in Fig. 89, and is supplied 
by the General Electric Company. P. Dubois, in a discussion on ' Con- 
densers for Induction Coils,' ' points out that the utility of a condenser 
in increasing tlie secondary E.M.F. in an induction coil ceases when the 
capucity exceeds a certain limit. The author's determination of the 
best [iroportion of capacity and secondary coil resistance is from 3 
mfds. for 225 ohms to 02 mfd. for 5225 ohms. He finds that 10 
mfds. stop all physiological action of the secondary coil. T. Mizuno, 
in a paper ^ on ' Condensers in Induction Coils,' points out that there is 

' .^«naf. P/(yf. VAan. 85. i. p. 89, 1898. I'uU i»per on ' luduction Colls ' by H. 
Armiguat l£ct. Eteetr. 16, pp. 52-62, 1898). 
" Phit. la-ig. 45. pp. 447-454, 1893. 
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a special magnitude of capacity required for each value of primary 
current in order to produce maximum secondary spark-lengths, and it 
is greater the stronger that current. Further, that each turn is com- 
pletely enveloped by its own lines of force throughout its entire 
length when a current flows through it ; but for clearness we are only 
considering the actions in a plane passing at right angles through the 
points so chosen. 

Laws of Electro-magnetic Induction. — We may now with advant- 
age collect the facts mentioned in the foregoing pages, and state them 
in the form of rules as follows : — 

1. A transient or momentary E.M.F. will be induced in any 
conductor (coiled or otherwise, and forming part of a closed or open 
circuit) if the linkage of the conductor with any magnetic field changes. 
This transient E.M.F. will set up a corresponding transient current if 
the circuit of the conductor be closed. 

2. The induced E.M.F. and current only lasts as long as the 
change in the amount of linkage lasts. 

3. An increase in the number of lines of force passing through a 
circuit, i.e, an increase in the linkage between the circuit and magnetic 
field, sets up a demagnetising current, while a decrease of such linkage 
produces a magnetising current. 

4. By Lenz's Law the induced currents have such a direction that 
they tend to oppose and retard the motion or currents producing 
them. For instance, the currents induced in C by the approach of 
either M or P towards C, tend to stop such motion, and at the 
same time tend to demagnetise both M and P. The principle 
enunciated in this rule is of extreme practical importance, and should 
be remembered. 

5. The magnitude of the E.M.F. induced in a conductor is 
measured by the rate of change (whether increase or decrease) in the 
linkage of lines of force with it. Thus the quicker the motion of M 
or C, or the more rapid the make and break at the switch S, the 
greater will be the induced E.M.F. 

6. The magnitude of the E.M.F. induced is proportional to the 
linkage of lines of force and turns of conductor; the greater each 
of these is, the greater will be the E.M.F. for the same rate of 
change of linkage. 

Evaluation of Induced E.M.F. — Now we may express the magni- 
tude of an induced E.M.F. and current as follows : — Suppose the 
number of lines of force linked with a circuit changes from a value N^ 
to a value Ng in a very short interval of time /. Then the change 
in linkage = Nj - Ng, and the average rate of change in linkage 



VI ELECTRO-STATIC AND -MAGNETIC INDUCTION 191 

E = —5- — ^, i,e. the numerical value of the average E.M.F., E induced 

(by Faraday's Law). 

In mathematical parlance the comparatively small change N^ - N^ 
is usually written dNy and the small interval of time (/) in which this 
occurs is written dL Consequently if in a short interval of time dt 
second, dN lines of force are cut by the circuit. 

Then the average KM.F. induced during the interval is — 

since 1 C.G.S. unit of E.M.F. is set up when a conductor cuts 1 C.G.S> 
lino of force per second, and 1 volt= 10* C.G.S. units, 

But C=| 

by Ohm's Law, where C is the induced current, and E the resistance 

of the circuit through which it flows ; 

E_N,-N,_ 1 rfN 
^~R~ Kt ~-R' dt' 

If the linkage of lines of force with the circuit increases, N^ will 
be greater than Nj, and N^ - Ng will be - ^. 

Hence both E and C will also be negative, meaning that the current 
is a demagnetising one. 

Quantity of Eleetrieity in a Transient Current. — If we suppose, 
for the sake of argument, that the linkage decreases, the + ^ sign will 
be used in the last equation, or 

where Cfl?/=-^ =the quantity of electricity flowing through the circuit 

or set up in the transient current in the time dt. 

This extremely important result may be otherwise stated as 
follows : — If the number of lines of force passing through a circuit of 
T turns changes by an amount £^ in a small interval of time dfy then 
the whole quantity of electricity set up in the transient ciurent 

induced is — 

TrfN 
Q=Cdl= - - coulombs. 

Referring to Fig. 87, P is called the primary coil, while C is termed 
the secondary coil. If C encloses P, and a steady current is flowing 
through the latter, no induced E.M.F. will be set up in C unless P 
is moved. With such an arrangement of coils a sudden increase of 
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current in P will induce demagnetising currents in C. If P had a 
hollow interior, the insertion of a piece of iron into it would enormously 
intensify the effects on page 186, due to an enormous increase in the 
magnetic field produced by P for the same current flowing in it. If 
with this latter arrangement, namely, P inside C, and an iron core inside 
P, a metal tube is slipped either (a) between the core and primary 
coil P, or (b) between P and the secondary coil C, then the intensity 
of the shock due to C when the main current is started or stopped in 
P is reduced. The thicker the tube and the greater its conductivity, 
the more effective it is in preventing the inductive action of P or C, 

In (a) above an induced E.M.F. and current is set up in the cross 
section of the tube which is demagnetising in its effect on the core, 
hence the effective flux in the core, and therefore the linkage of this 
flux with the secondary turns of C is reduced. Consequently the 
same rate of change in this diminished linkage gives a diminished 
secondary E.M.F., and therefore lessens the spark. In (b) above the 
tube virtually acts as a magnetic screen, the induced currents in it 
causing a diminution of linkage between the secondary and fleld with 
a like result. The reader- should not forget the origin of the induced 
current. In producing the relative motion of one circuit, such as P, 
Fig. 87, with regai-d to C, work has to be done against the force of 
attraction or repulsion between the coils. This work has its equivalent, 
and represents the energy necessary for setting up the induced KM.F.'s 
in the secondary C. 

Eddy Currents. — It may be well to note here another important 
form of electro-magnetic induction of a less well-defined nature than 
what has been considered so far, an explanation of which was first 
suggested by Faraday and others. 

Referring to Fig. 90, suppose a metallic disc D of, say, copper, 
mounted on a spindle G, to be capable of being rotated by the handle 
A, through the narrow air-gap between the poles NS of a magnet M. 
Then it is found that not only is the motion of D resisted by some 
invisible force, but also that the disc becomes warm after a time. 
These phenomena were shown by Faraday to be due to electric 
currents induced by the relative motion of D and M in the disc, and 
which reacted on the fixed magnet in such a way as to tend to stop 
the motion which produced them. In fact, the induced current flows 
radially inwards or outwards, depending on the direction of rotation, 
and he showed that it can be led through an external circuit C by 
connecting the latter to two spring strips or bushes E and F pressing 
on the spindle G and rim of D respectively as it rotates. For the 
position of M and direction of rotation of D shown, the induced 
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Pio. 90.~Eddie8 in Disc. 



current flows from centre to circumference as indicated at CC, and 
reverses with a reversal of the direction of rotation. 

The maximum induced E.M.F. acts in a radial line between the 
poles N and S perpendicular to the direction of motion, and if the 
circuit C is open the currents 
set up in D assume the form 
of little whirls or eddy currents 
A and £ in the disc D. As 
will be seen, A repels and 
B attracts the poles (p. 4), 
both having a common direc- 
tion along the radius, and an 
effect, as set forth in Lenz's 
Law. Kadial slits in D will 
obviously reduce the retarding 
effect of such currents, and, 
again, the greater the conduc- 
tivity of D the greater will be 
the retarding effect, owing to 

the increased strength of the currents induced, which after all obey 
Ohm's Law, e,g» a copper disc will be much more retarded than an 
iron one of the same size for the same magnet M, owing to the latter 
having a higher resistance than the former. Thus, when the disc 
is spun in a magnetic field as shown, the energy spent in driving it 
is first converted into the energy of the eddy or FoucatUt currents, as 
they are often termed, and is then transformed into heat. Further, it 
will be seen that for a given magnet and disc the induced KM.F. 
and current, and therefore the retarding effect, will be proportional 
to the speed of rotation. 

Fig. 91 indicates another instance of the production of eddy 
currents, in which a metallic frame ABCD is capable of swinging to 
and fro about an axis WW, between the poles of a magnet NS. If 
the frame be tiu-ned in the direction shown, by the rule on page 1 85, we 
see that currents will be induced in the limbs AD and BC in directions 
from D to A and from B to C respectively. These currents, it will be 
noticed, coincide in direction, and will by Lenz's Law retard the motion. 
In addition, eddy currents E will be induced in the sides AD and 
BC in such a sense as to also retard the motion. Thus the movements 
of the frame will be well damped and made highly aperiodic. 

Figs. 90 and 91 indicate the principle of arrangements employed 
to an enormous extent in practical electrical engineering appliances 
and other work. While, however, eddy currents are capable of a 
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most useful employment in some cases, they must be eliminated or 
minimieed in others, e.g. in djnamo-electric machinery, where they 
exercise a demagnetising and injurious 
effect. 

Self-Inductloii. — We have seen how 
an E.M.F. is induced in the conductor 
SS, (Fig. 86) when a cuiTcnt is started, 
stopped, or varied in the neighbouring 
conductor PP,, and also when one or 
other or both of the conductors are 
moved, with a steady current flowing in 
PPj. Now this would have been the 
case also had PPj and SS, formed two 
different portions of the same circuit. 
In order to see this more clearly, let a 
conductor C be wound into the form of 
a coil or spiral of, say, four turns 1, 2, 3, 
and 4, as shown in Fig. 92. Let the ends of t)ie spiral be connected 
to some source of E.M.F. capable of sending a current in a clockwise 
direction round the spiral from + to - . Now, for the sake of clearness, 
we will merely consider the action taking place at some point in each 
of the turns 1, 2, and 3, for the reader must remember that the same 
action occurs cU every other point in these turns all the way round. 

Now if the current is suddenly made or increased i 
force represented by the thin elliptical lines F^ will 
created in concentric 
figures around every 
point in turn 3 (also, 
of course, around every 
other turn), the direc- 
tion being as shown 
by the arrowheads on 
F^ These lines of 
force, in springing out, 
cut all the neighbour- 
ing turns 1, 3, . . ..etc., 
and in so doing it is 
quite evident from 
previous reasoning that they will set up KM.F.'a in these turns 
1, 3, . . ., etc. By applying the rule on page 183 it is seen at once 
that these induced momentary EM.F.'s act in exactly the opposite 
direction to that sending the current through C, and the resulting 
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carrents iu 1, 2, . . ., etc. will set up lines of force Fj, Fg, . . ., etc. 
of their own, therefore, in a direction exactly opposite to F^ as 
indicated. Consequently these lines of force F^, F3, . . ., etc. in sftring- 
ing out will in turn cut all the neighbouring convolutions (2 
included), thereby creating an induced E.M.F. and current in such as 
2, but in exactly the opposite direction to that flowing from the source, 
i.e, the main supply. 

These actions manifestly occur between every turn, and all the 
other turns, throughout their entire lengths, and the action of every 
turn in setting up the so-called reverse, counter , or bade £.M.F.'s in all 
the other turns, by thus acting inductively on one another, is known 
as the phenomenon of * self -induction,' The self-induced KM.F.'s, it 
will be seen, all act in one common direction, opposite to the main 
KM.F. of the circuit, and therefore they combine to form an KM.F. 
which is commonly termed the counter or back JS.M,F. of self-induction. 
With unidirectional, direct, or continuous current^ as it is variously 
termed, of constant strength, the phenomenon of self-induction has no 
meaning, and, in fact^ does not exist. With fluctuating direct currents 
it is an important phenomenon, and is deleterious in its effects, as, for 
instance, in telegraphy, where, if not partially counteracted, it reduces 
the speed of signalling. With rapidly intermittent or alternating 
currents self-induction is of the most extreme importance, acting, as 
it does, in some cases detrimentally, in others being of vital necessity 
to the successful operation of appliances. Its properties and effects with 
such currents will be considered in considerable detail in a later chapter. 

Forms of Inductive Circuits. — Now a little consideration will 
show us that the amount of self-induction possessed by an electrical 
circuit will wholly depend on its geometrical form. In Fig. 93 four 
of the typical forms of circuit met with in everyday work are shown. 
It may be supposed, for the sake of argument, that each of the forms 
A to D possesses the same resistance to direct currents, the same 
number of spirals (whether double or single), and is connected suc- 
cessively to the same source of E.M.F. Then form A has practically 
no self-induction, and is typical of that used in all standard known 
resistances (vide p. 88). It will be seen that a current entering at one 
of the terminals T flows as many times round the helix in one direc- 
tion in reaching the innermost bend as it does in the opposite 
direction. Consequently the magnetic fields set up by the clock- 
wise and counter clockwise currents flowing in this ' doubly wound ' coil 
neutralise one another if the turns of the double winding are close 
together. In fact such a coil usually exhibits even a very small 
electro-static capacity. 
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Form B will have a very small self-induction ; form C, with non- 
magnetic core, more still ; and, finally, form D, in which the turns 
surround an iron core, will have the greatest self-induction of all. If 
the same current strength be started successively in forms A to D 
(Fig. 93), the momentary self-induced E.M.F. and resulting momentary 
current tend to ^demagnetise* the ordinary field produced by the 
current from the source. In consequence no spark occurs at the 
contacts so closed, but the main current is unable to attain its final 
strength at once. On stopping the main current, however, a bright 
spark occurs at the point of breaking in form D, a less bright one with 
G, a less one still with B, and a scarcely perceptible spark with A. 
This spark is due to the so-called extra-current, due to self-induction, 
for the self -induced E.M.F. at the break sets up a magnetising current 
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which momentarily increases the main current. This effect in turn 
prevents the current dying out instantaneously. 

In circuits having the form D, which, owing to the turns being 
linked with a vastly increased field due to the presence of I, sometimes 
has a considerable self-induction. A person in contact, with the con- 
tacts broken, may receive a dangerously strong shock and be badly 
burnt by this momentarily induced E.M.F. and current. Self-induction 
in a circuit opposes every change of current strength in that circuit, 
and tends to produce constancy, like the action of a heavy fly-wheel 
on an engine, which by reason of its inertia and momentum tends to 
give constancy in speed. 

Coeffleient of Self-induction. — Now let us suppose that a current 
of electricity flows through a circuit which is far removed from any 
magnetic material. The permeability fi of the surrounding medium 
under these conditions will therefore be constant, and the number of 
lines of force N produced by the current A in that circuit will be 
directly proportional to this current, so that any change in the latter 
will produce a proportional change in the former. 

This^ relationship may be expressed in the form 

NocA, 
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dS dk 

where a very small change dK in the carrent causes a correspondingly 
very small change ^N in the number of lines of force produced ; but 
since we have direct proportionality between N and A, we may write 

N = LA, 

rfN ^ dA 

where L is a constant for the circuit in question, which is termed the 
* coefficient of self-induction ' of the circuit. 

Now since we may write the above relation in the form 

L--, 

we at once obtain our definition of the coefficient of sdf-inductimiy which 
is ' ths nrmiber of lines threading, passing through, or linked with a circuit 
when unit current flows through it.* 

The coefficient L of self-induction of an electrical circuit, in a 
medium of constant permeability /a, is constant for all values of current, 
and depends only on the geometrical form of the circuit. If the medium 
is a magnetic substance, such as iron, then /i varies with the current, 
but not proportionally, and therefore L will vary with the current — 

i.e, with the degree of magnetisation. The term Ir^ is equal to 

the E.M.F. of self-induction, and therefore we see that the more 

rapid the change (as denoted by ^) of current strength the higher 

the self -induced E.M.F. 

The analogy has already been drawn between the electrical inertia 
of a circuit) t.e. its self-induction and the inertia of a moving mass. 
In the case of a fly-wheel of moment of inertia I, revolving freely with 
an angular velocity tj, the energy stored up in it is represented by 
\l(ii\ So it is in an electrical circuit of self-induction L, and carrying 
a current A, the energy stored up in the magnetic field in virtue of 
the self-induction can be shown to be ^LA^. It is this stored or pent- 
up energy which is given out again when the field is demagnetised by 
breaking circuit, and is the real cause of the spark on breaking a 
circuit. 

Pra43tieal Unit of Self-induction. — In dealing with self-induction 
it is necessary to adopt a unit in terms of which its numerical value 
can be obtained. The practical unit is one of modern origin, and can 
be shown to be derived from the ohm (as unit of resistance) and the 
second (as the unit of time). In scientific parlance, self-induction is 
said to have the dimensions, - Resistance x Time, and since resistance 
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is represented by a velocity {i.e. length/time) in the absolute electro- 
magnetic C.G.S. system of units, therefore self-induction is represented 

by, - ^^ X time, Le. by a length. An ohm in the above system is 

represented by a velocity of 10® cms. per sec., or by Ohm's Law — 

, , 1 volt 108 C.G.S. units 

1 onm=r =T7rT7T7s-5 rr^ = 10" C.G.S. nmts. 

1 ampere 10~* C.G.S. units 

Thus the practical unit of self-induction =10® C.G.S. units; Profs. 
Ayrton and Perry have proposed to call it ' a secohm * (from second and 
ohm); another name given to it is 'a quadrant/ because an earth 
quadrant through Paris is just 10® cms. long. The name most 
commonly adopted is ' the Henryy in honour of Prof. Joseph Henry 
who did so much valuable research in the subject of electro-magnetic 
induction. 

We may now define our practical unit as follows : — 
Any electrical circuit is said to have a self-induction of 1 henry when, on 
starting or stopping a current of 1 ampere in it, the linkage of lines of force 
of its own magnetic field ivith the circuit is 10® (or 1,000,000,000). 

Numerical Calculation of Self-induction. — We may now deduce 
an expression for the value of the self-induction of a typical form of 
magnetic circuit very conmionly met with in several most important 
electrical engineering appliances. Take the form of circuit represented 
in Fig. 64, p. 133, consisting of a circular ring of magnetic material 
of uniform cross-sectional area S sq. cms., closely overwound with T 
turns of insulated wire. Let the length of the mean circumference of 
the ring be I cms., and fi the magnetic permeability of the ring when a 
flux-density B lines per sq. cm. is created by a current of A amps. 
Then from p. 131 we have the magnetising force 

4ir AT 

H = ^-^ C.G.S. units, 
and from p. 137 we have 

B"/*H = — -^. lines per sq. cm. 
.*. the total flux through the ring and coil is 

N = BS= — YKJ — ^i"®^ offeree, 

and the total linkage between lines of force and turns 

^xTT- 4r ATmST _ 4r AS/LtT« 

Hence the self-induction of the ring coil 
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We thus see that LocT'^, i,e, to the square of the number of turns on 
the coil, for every turn acts inductively on every other turn. If the 
surrounding medium is non-magnetic material, /a will = 1, and an 
enormous number of turns will be required to produce a self-induction 
of 1 henry. 

Since fi varies with B, and therefore with A, the above value of L 
will vary with the current A when magnetic cores are used. The 
magnetic induction in the cores of electro-magnets and the pull 
on their armatures is affected by the self-induction of the coils 
with a fluctuating direct current. Thus if the current rapidly falls, 
the pull momentarily increases due to the momentarily induced 
magnetising current helping the main current. Exactly the opposite 
action occurs if the current suddenly increases. A quick-acting 
electro-magnet) or one required to be sensitive to variation of current 
such as is used in many telegraphic instruments, should have as small 
a self-induction as possible. To obtain this the coils should have as 
few a number of turns as possible and be placed at the end of short 
cores. 

Mutual Induction. — This is a phenomenon which occurs when two 
electrical circuits, each carrying current, are within the influence of and 
can therefore act inductively on one another. 

The ' coefficient of mutual induction ' of two circuits or coils may be 
defined as the number of lines of force, mutually embraced by, or 
linked with, or common to, or which traverse both circuits or coils, when 
each carries unit current and there is no other field than those due to 
such currents. The coefficient^ which is usually denoted by the 
symbol M, depends upon the form and relative positions of the two 
circuits, as well as on the permeability fi of the surrounding medium. 
Consider for a moment the two telescopic coils shown in Fig. 87, p. 186 ; 
the value of M for some such position as that depicted would be much 
less than the value it would have if the coil C enclosed P, the centres 
of their lengths coinciding. In this latter position M would be a 
maximum and be given by 

where L^ and L^ are the coefficients of self-induction of P and C. The 
introduction of an iron or other magnetic core to the interior of the 
inner coil will greatly increase the value of M, their mutual induction. 
This is obvious from the increase of mutual linkage which would 
ensue, but it can also be seen to be the case from the increase of 
Lj and L^ in the above relation. Mutual induction, like self-induction, 
is measured in henrys, for it can be seen from the above reasoning 
that a close similarity exists between the two phenomena. 
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Numerical Expression for Mutual Induction. — Let us now con- 
sider the magnetic circuit mentioned on page 133, viz. the ring, but 
instead of it being overwound with only one coil, let there be a second 
and distinct coil of T^ turns wound over the first one having T^ turns. 

If now unit current (C.G.S. units) flows through the primary of T^ 
turns, we have the magneto-motive force due to it, 

M.M.F = 4tT„ 

and the magnetic resistance of the magnetic circuit 
Therefore the total flux N in the core will be 

T^ M.M.F 4irT,SAi,. ,r 
N= — p — = — Y~^ ""®* ^' force, 

and these are linked with the secondary coil of T2 turns. Hence the 
coefiicient of mutual induction of the coils is 

M=1^iT?Smc.G.S. unite 

If the primary current has a value A amps, other than unity, then the 
mutual linkage = MA, and 

M = — iQio^ ^ henrys. 

Comparing this last equation with that for L on page 198 we see that 

M= j^L]Li2. 

The question of mutual induction is very important in its relation 
to the behaviour and eflicient action of certain well-known and impor- 
tant appliances in electrical engineering, e.g, the so-called alternating 
current static transformer and the ordinary Ruhmkorfl* induction coil, p. 
187, or sparking coil, as it is often termed, as well as in other apparatus 
which will be treated in a later chapter. The ways and means of 
measuring self- and mutual-induction cannot be treated here, but will 
be found given in considerable detail in the author's work mentioned on 
page 101. It may, however, be instructive to give the actual measui*ed 
values of self- and mutual-induction in the case of some coils and 
appliances, in order to indicate to the reader what might be the values 
in other instances. 

A, Two contiguous and concentric hoop-shaped coils (planes coin- 
ciding) of which the outer coil has a mean diameter = 44 cms., 
resistance = 36 ohms, number of turns = 630 ; the inner coil a mean 
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diameter = 39 cms., resistance = 23 ohms, number of turns = 460 ; 
width of both coils = 1|". The maximum value of the self-induction 
of the two hoops connected in helping series L = 0'768 henry and 
mutual-induction between the two separate coils = 0*158 henry. 

B, A small straight cylindrical solenoid or coil wound with 1000 
turns, and having a winding length = 5", outside diameter of coil 2^", 
inside diameter of coil 1 W", soft iron solid core 6" long x 1* diameter. 

Self-induction (without iron core) = 0*0102 henry. 

(with „ „) = 0-0442 „ 

C. In the Siemens' 'Precision' Wattmeter for currents up to a 
maximum of 12-5 amperes in the fixed thick wire coil, we have : — 

Fixed coil : — Number of turns = 32 ; resistance = 0*0374 ohm ; 
self-induction L = 0*000056 henry, size slightly larger than 
the moving coil. 
Moving coil : — Number of turns = 400 carrying 0*03 amp. ; 
resistance = 1 00 ohm; self-induction L = 0*0088 henry, 
size about 1^x1^ inches. 
The mutual-induction between fixed and moving coils when the 
pointer is at zero, and they make an angle of about 45° to one another 
= about 0*00016 henry; this becomes when the planes of the coils 
are at right angles to each other. 

The following examples will make the application of the foregoing 
formulae clearer to the reader : — 

Example 1. Find the approximate self-induction of a coil of wire 
comprising 1000 turns, wound on a closed magnetic circuit of iron. 
The length of the mean path of the lines of force = 50 cms., the cross- 
sectional area of the magnetic circuit 4 sq. cms., its permeability /a 
being 2000 when the current of 5 amperes flows through the coil. 
From the above relation we see that the self-induction — 

^ 4tASaiT« 4 X 3-1416 x 5 x 4 x 2000 x (1000)' _ ^^., , 
^=-lW~ = 10^50 ^ ^'= 1*0053 henryfl. 

2. How many turns of wire would be needed to give the above 
self-induction in question 1 if air be substituted for the iron ? 
By transformation — 



•p2-_ 



4TAS/i 



-^ 10^0x50x1-0053 10000000000 „^ ^ 
i"4x3-141t>x5x4xl- 4 — ^xlO**, 



the requisite number of turns — 



T= v'25x 108 = 50,000. 
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3. If the coil in example I be overwound with another separate 
coil of 500 turns, what will be the value of their mutual-induction 1 
Here 

t^_4 t X 1000 X 600 X 5 X 4 X 2000 ^-raoa v,.««, 
M= ^Qio X 50 =0-6026 henry. 



QUESTIONS ON CHAPTER VI 
^Supplement all Ansioera vnth Sketches when possible.'] 

1. If the north-seeking end of a magnet be thrust into a coil of wire the ends of 
which are joined together, what will be the result ? Illustrate by means of a sketch. 
(C. andG. Prelim. 1903.) 

2. How does the absorption of a condenser introduce difficulty in the measure- 
ment of capacity, and how can this be reduced, both in the construction of the 
condenser and in its use ? What is meant by ' dielectric hysteresis ' t Explain its 
bearing in leading you to select a particular substance for the dielectric in the con- 
struction of a condenser for alternate current work. (C. and G. Hons. Sect I. 1899.) 

3. A condenser loses half its charge in an hour : what is the percentage loss per 
min. ? Would such a condenser be considered a good or an inferior specimen ? If a 
good condenser be connected through a resistance with a constant pressure circuit, 
and then be removed and discharged through another resistance, what is the pro- 
portion of energy spent in each of the resistances t (C. and G. Hons. Sect. I. 1897.) 

4. How are the pull and self-induction of an electro-magnet connected ? (C. and 
O. Ord. 1895.) 

5. Why does an electro-magnet spark on breaking the exciting circuit ? (C. and 
G. Ord. 1896.) 

6. How does the slipping of a copper tube over the core lessen the spark of an 
induction coil? (C. and G. Ord. 1896.) 

7. One of the Ferranti mains between Deptford and London has a capacity of 3 
mfds. What is the work stored in it in ergs, if the inner and outer conductors 
are charged to a P.D. of 10,000 volte ? (C. and G. Ord. 1892.) 

8. A condenser having a capacity of 2 mfds. is connected to two terminals main- 
tained at 2000 volte : how much work is taken from the terminals, and how much 
can be got out of the condenser again ? (C. and G. Ord. 1895.) 

9. How could you combine 4 condensers, each having a capacity of 1 mfd., so as 
to produce a capacity of 0*76 mfd. ? (C. and G. Ord. T. and T. 1901.) 

10. What is a * condenser,' and how is it constructed, and for what different 
purposes is it used in practical telegraphy ? (C. and G. Ord. T. and T. 1901.) 

11. What is meant by 'self-induction,' what is its unit, and how can ite value 
be measured t (C. and G. Ord. T. and T. 19ul.) 

12. Sketch the lines of magnetic force created by a solenoid traversed by a 
current, and give the formula connecting the current, the number of turns, and the 
number of lines of force. (C. and G. Hons. T. and T. 1901.) 

13. Draw a diagram showing two parallel telegraph wires earthed at each end, 
and show by distinctive arrows the effecteof (a) static, (b) electro-magnetic induction 
on No. 2 wire when a positive current is started on No. 1 wire, and when it ceases. 
(C. and G. Hons. T. and T. 1901.) 

14. When a metallic telephone circuit is erected on a line carrying high-speed 
telegraph circuite, what are the principal conditions necessary to ensure a balance 
against (a) electro-static, (6) electro-magnetic induction ? Which is the more difficult 
to deal with and why I (C. and G. Hons. T. and T. 1901.) 

15. Describe in detail each step in the construction, testing, and adjusting of a 
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condexuer. Mention all the uses to which electric condenaers are put in practice. 
(C. and 6. Hons. Sect. I. 1901.) 

16. Distinguish between 'static' and 'dynamic' induction. (C. and G. Ord. 
T. and T. 1897.) 

17. Describe what is meant by the self-induction and the capacity of a circuit, and 
state what relation these bear to each other in practical telegraphy. (0. and 6. 
Hons. T. and T. 1897.) 

18. For what purpose are shunted condensers used in telegraph circuits ? 
Describe how they act. (C. and G. Hons. T. and T. 1897.) 

19. What is the formula giving the magnetising force of a solenoid, the current 
and the number of turns of the conductor being known ? What is the effect of 
introducing a soft iron core ? (C. and G. Hons. T. and T. 1897.) 

20. Describe in general terms the meaning of * electro-static capacity ' and its 
effect on the working of telegraph or telephone lines. (C. and G. Ord. T. and T. 
1900.) 

21. Give a simple rule for the direction and magnitude of the KM.F. induced in 
a wire passing the face of a north-seeking pole, and for the force exerted on it per 
ampere. (Ord. 1899.) 

22. Why should a single alternating current main not be led through an iron 
pipe? (Prelim. 1899.) 

23. What is meant by * electrification* in a submarine cable, when the cable is 
tested for insulation ? (Ord. T. and T. 1900.) 

24. Two insulated wires of equal length have each a conductor whose diameter 
is 100 mils, but the external diameter of the insulating covering of one wire is 200 
mils, and of the other 500 mils : what are the relative electro-static capacities of the 
two wires ? Log 2=0*30103. (Hons. T. and T. 1900.) 

25. Give a diagram of the core, windings, and connections of an induction coil, 
and explain the uses of the various parts. (Prelim. 1902.) 

26. What is the capacity F. of 2 condensers F^ and Fg when joined ' in cascade ' ? 
(Hons. Teleg. 1902.) 

27. The capacity of one mile of copper wire 50 mils in diameter covered with 
gutta-percha to a thickness of 62*5 mils is 0*29 mfd. : what is the capacity of a 
wire 100 mils diameter covered to a diameter of 390 mils? Log 3'5 = 0*5440680 
and Log 3*9 = 0*5910646. (Hons. Teleg. 1902.) 

28. What is the cause of ' sparking ' at the contact points of a telegraphic relay ? 
what is its effect and how can it be prevented ? (Hons. Teleg. 1902. ) 

29. When iron pipes are used as conduit for alternate current conductors, why is 
it important that the * lead ' and ' return ' should be in the same tube ? Give 
reasons for your answer. (Prelim. 1903.) 



CHAPTER VII 

ELECTRICAL AND MAGNETIC INSTRUMENTS 

In the preceding chapters we have dealt at some length with important 
fundamental phei\pmena and principles pertaining to the subjects of 
electricity and magnetism. We may now tuni our attention to the 
application of such principles in the construction of instruments for 
use in the many measurements which these subjects entail. Con- 
fining ourselves for the present to instruments used in declrical 
measurements, we may, for convenience, divide them all into two 
classes, namely : ( 1 ) those for measuring very small currents ; (2) those 
for measuring much larger currents of electricity. The former come 
more particularly under the heading of 'delicate' instruments, and 
are usually termed * galvanometers* 

Irrespective of any arbitrary classification such as the above, 
the principles on which they all work are based on one or other of 
the properties or effects of an electric current detailed on page 35. 
Consequently there are four distinct types of electrical measuring 
instrument used in electrical engineering work, corresponding to 
the following effects, namely: (1) electro -magnetic ; (2) thermal; 
(3) electro-static ; (4) chemical. 

The number of different forms belonging to each type, devised by 
the various makers, each claiming some advantage over the other, is 
considerable. Space, however, will not permit of the description of 
more than one prominent example of each distinct type of instrument 
in common use. For others, the reader must refer to books dealing 
with this subject exclusively, e,g, Electrical Engineering Measuring 
Instruments, by the author. By far the greater number of galvan- 
ometers in everyday use work by the * dedro-magnetio * effect of a current, 
and these may be subdivided into : (a) Moving-needle galvanometers ; 
(6) Moving-coil galvanometers. 

Fig. 94 indicates the principle of a form of moving-needle galvan- 
ometer largely used with portable Wheatstone bridges. It consists of 

204 




OH. vir ELECTRICAL AND MAGNETIC INSTRUMENTS 205 

a flat-shaped bobbin having an internal aperture, and on which is 
vouad a coil C conBieting of a large number of turns of fine, insulated 
wire, usually having a resistance of from 1000 to 3000 ohms. Inside 
this coil is a strongly magnetised steel needle m, which, with its 
attached pointer P, is capable of rotating 
through an' angle of about 90° on a 
vertical spindle supported in jewelled 
centres. If the current flows round the 
coil C (only one turn of which is shown 
for simplicity) in the direction shown by , 
the arrows, north polarity will be de- 
veloped at one end NN of the solenoid, 
and south polarity at the other end SS, 
•vhetice, by the rule given on page 4, fid. m.— f.o. aaivinoni«(«r 
the needle ns and pointer P wiU turn (Prfncipi.^ 

counter-clockwise over the graduated scale I. If the current is 
reversed in direction, P will turn clockwise for the polarity of the 
pivoted needle shown. 

The general appearance of one form of this instrument ia shown 
in Fig. 95, and it will be seen that a strip of mirror is let in under 
the scale for the purpose of avoiding parallax in reading the deflections 
of the pointer P. In connection with this it should be remembered 
that the actual deflection of a pointer on any scale is the reading on 
the scale perpendicuiarlt/ under the pointer. This difl'ers more and more 
from the reading of the pointer viewed sideways, as its distnnce from 
the scale increases. Now the image of P in the plane mirror is always 
perpendicularly under P, so 
that wherever P ia seen to 
cover its image, the true deflec- 
tion can be read oflf, and thus 
the observer knows when lie is 
viewing the position of P per- 
pendicularly. The small button 
seen on the side of the con- 
taining case at the back (Fig. 
95) is for clamping and re- 
leasing the pivoted needle to 
prevent the centres being 
damaged by rough handling during transit. The two terminals of 
the coil mount^ on ebonite blocks are shown on the right- and 
left-hand sides of the case respectively. Owing to the large 
number of turns of wire on the coil, and to the delicate pivoting 
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of the moving system, this form of galvanometer is very sensitive 
to small currents, and has the advantage of being very portable. 

The sensitiveness is such that a current of lojippp of an 
ampere gives I" deflection on the scale. Another form of moving 
needle galvanometer of 
much greater sensitive- 
ness than the preceding 
one is shown in Fig. 96. 
This is commonly known 
' as the Kelvin or Thomson 
astatic reflecting galvan- 
ometer, and consists, as 
seen in the figure, of two 
thick slabs of ebonite 
hinged to an ebonite base 
which rests on three level- 
ling screws. Each slab 
carries two somewhat flat 
coils which are let into 
it, the one at the top 
and the other at the 
bottom, each wound with a groat number of turns of very fine silk- 
covered copper wire. These four coils are all connected in series with 
one another across the two terminals seen on the base to the left, 
and in such a way that the adjacent faces of the top pair and of the 
bottom pair have opposite polarity respectively, while at the same 
time the polarity of the top and bottom coils of a slab is reversed. 

The coils are so arranged that when the ebonite slabs are shut up 
against the central vertical sheet, the magnetic axes of the two top 
coils line up with one another, and a small spherical cavity is formed 
between them. The bottom pair of coils are similarly arranged, the 
two coils on the slab E at the back, together with the suspended 
system, being shown symbolically in Fig. 97, which will make the 
arrangement clearer. Suspended by means of a fine fibre F of cocoon 
silk from a brass cap H, which is fixed to the top of the central 
vertical sheet, is a rigid aluminium wire W. This wire is a trifle 
longer than the distance between the centres of the top and bottom 
coils, and has attached rigidly to it, near the ends, two systems of 
small highly magnetised steel needles ns and sn. 

As seen in Pig. 96, and indicated also in Fig. 97, each system com- 
prises three needles parallel to one another, and having poles of similar 
polarity all pointing one way. The two systems are, however, parallel, 
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but the reverse of one another as far as polarity is concerned. Mid- 
way between the coils and fixed to WW is a concave mirror M with 
a vane Y of mica or aluminium foil. The two systems of needles 
n$ and sn have just room enough to move in the cup-shaped cavity G 
of the coils, as also the vane V with the attached 
mirror M, in the slot provided, as WW turns 
through a small angle. The two systems of 
needles (composed of three each in order to gain 
strength) are said to be arranged astatically, but 
owing to one set usually being stronger than the 
other, absolute astaticism seldom exists, which is 
an advantage, as it enables the horizontal com- 
ponent of the earth's magnetic field to exert some 
slight control on the moving system, thereby 
keeping it at zero. 

When a current is sent through the coils of 
the galvanometer the moment of the deflecting 
couple acting on the whole system will be the sum 
of the moments of- the couples, i,e, the sum of the 
several products of either of two equal parallel 
forces (not in a line), into the perpendicular dis- 
tance between these forces, acting on the two sets 
of needles separately. The wire W will therefore be turned by the 
needles through a certain angle which will depend on and increase with : 
(1) the number of turns on the coils ; (2) the strength of the needles ; 
(3) the weakness of the controlling force exerted either by the earth 
or separate controlling magnets. The motion, which is damped 
throtigh the churning of the air by the moving vane Y, is indicated 
by the reflection, on to a fixed scale, of a beam of light projected 
through a slit on to M, through the central aperture in the slabs. 
The effect at the scale, which is usually 40" away from the mirror, 
is that of a moving slit or bright line, which, it can be shown, moves 
through an angle twice as great as M itself. Thus the reflected beam 
of light acts as a long, weightless pointer of the above length, and 
the motion of the moving system is greatly magnified. Owing to 
the enormous number of turns of wire on the coils, this type of 
galvanometer seldom has a resistancce less than 10,000 ohms, and 
sometimes as much as 100,000 ohms. Owing to its extreme sensi- 
tiveness it is usually employed in the measurement of insulation 
resistances, the currents with which are sometimes not greater than 

•i 000000000 ^* *^ ampere. 

Fig. 98 illustrates a still more elaborate form of Thomson 



Fio. 97. — Principle of 
Thomson Astaric Reflect- 
ing Galvanometer. 
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(Kelvin) astatic galvanometer, as made by Mr. R. \V. Paul, London. 
The general principle is, however, precisely similar to that jiist 
considered, there being four coils arranged astatically and wound with 
extremely fine wire to a resistance of 100,000 ohms. The front 




slab carrying the two front coils is shown leaning outwards in order 
to show the interior more clearly. The suspension, consisting of a 
very fine fibre of quartz or cocoon silk, is made longer than usual to 
minimise torsional resistance, and an extremely high insulation resist- 
ance of the electrical parts is obtained by supporting the terminals, 
etc., on the two corrugated ebonite pillars shown inside the glass 
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case. Two spiiit- levels at right angles to one another are fixed to 
the top of the case for accurately levelling the insti-ument, and thus 
ensuring freedom to the moving Byetem. The curved bar on the top 
is a controlling magnet capable of being turned by extremely small 
amounts by a worm and worm-wheel seen in the centre of the top 
of the case. 

Another extremely sensitive form of moving-needle galvanometer, 
employed mainly in the measurement of transient or momentary 
currents set up in a circuit by the passage of a email quantity of 
electricity, and called a 'ballistie' galvanometer, is shown in Fig. 99. 
It will be noticed that only one pair of coils are employed, one of 




the coils being hinged, and shown swung back, to enable the moving 
magnet system to be seen. 

This consists of an arrangement of four magnets, of which two of 
the bell- or U-shaped steel magnetic needles are at the centre of ihe 
coils, and one at both the top and bottom. The four needles are fixed 
astatically to a rigid aluminium wire, which is in turn suspended by 
a fine fibre of cocoon silk from the head seen above it. The two 
inside needles are acted on by the current flowing through the two 
coils (in series) in the ordinary way, while the needles outside are 
acted on by the outer turns of the coils, and are in astaticism with 
the inner two. The small concave or plain mirror is carried by the 
wire above the upper needle. The controlling magnets at the back 
and on the top of the brass enclosing case shown to the left are for 
the purpose of obtaining easily any strength of controlling field for 
the purpose of altering the sensitiveness of the instrument. 
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A galvanometer constructed in this way with a heavy moving 
system is highly ballistic, i,e. the moving system will continue swing- 
ing to and fro for several minutes. The galvanometer shown is 
usually wound with such a number of turns of very fine silk-insulated 
copper wire that its resistance is about 10,000 ohms, but of course 
any other winding and resistance can be employed. In the case of 
such delicate high-resistance galvanometers as the last two described, 
it is most important for them to be highly. insulated. This is more 
especially needful when they are used for measuring very high or 
insulation resistance, since in the latter case the actual current 
through the galvanometer will be the sum of the current passing 
through the resistance under measurement, and that due to leakage 
from the instrument to earth. Thus the resistance measured would 
appear smaller than it really was, and unless a correction be applied, 
its calculated value would be less than its true value. 

High insulation in such instruments is obtained by using a highly 
polished ebonite base, the working parts being supported on this 
again by corrugated ebonite pillars (vide p. 111). It should be 
remembered that any ordinary form of reflecting galvanometer can be 
employed as a ballistic galvanometer by weighting the moving system 
(whether coil or needles). This causes the oscillations of the latter to 
be much slower, and tends to prevent the motion occurring before 
the whole quantity of electricity has been discharged through the 
coils of the galvanometer. This condition is essential in order that 
the relation below may hold true. Furthermore, the various parts of 
the moving system of a ballistic galvanometer should be of such a 
form and size as to cause the least amount of damping possible, 
whether produced through air-churning or otherwise. For example, 
the attached mirror should be small in diameter, and if this and the 
needles are fixed to a strip of mica or aluminium vane, the latter 
should be replaced by a wire. I'/ie number of seconds taken by the pointer 
or spot of light in moving from any one position on the scule to the same 
position when next moving in the same direction is called the periodic time of 
oscillation (T). Now the quantity of electricity Q in coulombs discharged 
through a ballistic galvanometer may be evaluated as follows : — 

Let the first throw or angular deflection of the needle be 6'', and 
let the steady angular deflection produced by a steady current of A 
amperes flowing through the galvanometer be rf°. 
Then for very little, or no, damping, we have 

. r 
T ""^ 2 



iX 
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but for the small angular motions (usually not greater than 6^ or 7' 
of arc) met with in reflecting instruments 



we have 



Hence 



tancr^^rf^^^y^'^^^y- 

Q = • . • ; coulombs. 
IT 2 a 



of 



If the damping effect is appreciable, which can be seen by the 
oscillations of the needle diminishing rapidly, it must be allowed for 
by multiplying the above equations by a correcting constant. This, 
however, is dealt with at some length in the author's work, Pratlical 
Electrical Testing, to which the reader is refeiTed. 

D'Arsonval, or Moving-Coil, Galvanometer. — This form 
galvanometer, originally devised by M. D'Arson- 
val, is practically the inverse of the moving- 
needle type. The principle is used to an 
enormous extent at the present day for both 
laboratory and commercial instruments, owing 
to the cheapness and simplicity of construction, 
coupled with several advantages possessed by 
this kind of instrument over the previous ones. 
The construction will be understood from a 
reference to Fig. 100. It consists of a highly 
magnetised U-shaped compound steel magnet M 
composed of several U's of allevard or tungsten 
steel assembled side by side and clamped together. 
Midway between the poles is fixed a solid, 
soft-iron cylinder or keeper K. Free to turn 
in the narrow air-gap between the poles and K 
is a light suspended coil, wound with from 200 
to 600 turns of very fine insulated wire C, which 
UBuaUy only weighs from about 3 to 4 gnns., i"'-^ZT^:!:^J^;!"- 
complete with mirror and suspension strips, 
and has a resistance (depending on the sensitiveness required) vary- 
ing from 30 to 600 ohms. This coil is strung between a supporting 
head H and foot F by two fine phosphor bronze stripes WW which 
serve not only to lead the current into and out of the moving coil, 
but also as a control, causing the coil always to return to its initial 
zero position for no current flowing through it. The motion of C is 
observed by the reflection of a beam of light from the attached 
mirror m on to a fixed scale. 

The fixed points H and F are connected by wires to the two 
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tennin&ls of the galvanometer (not shown in Fig. 100). The object in 
building up or laminating M is to obtain the maximum possible 
strength of magnetic field for a given 3iza^{ruie p. 10), and that of K 
for concentrating this field through the coil (vide Figs. 5 and 6), there- 
by increasing the sensitiveness for a given instrument. The induction- 
deosity due to M in such instruments is about 700 lines per sq. cm. 
The turns of the coil C can, of course, be wound on a very light non- 
metallic frame, or otherwise, in the former case, the instrument acts 
more or less ballistically. If, however, it is wound on a metallic 
frame such as aluminium strip foil, the currents tndnced in the frame 
itself, vide p. 194, as the current in the coil causes this latter to move 
in the permanent field, damps the rapid motion and causes it to be 
aperiodic or dead-beat. In other words, the coil is instantly deflected 
to its new position and stops there without oscillations to and fro for 
some time. Thus readings may be taken in rapid succession if 
necessary, avoiding loss of time. The action of the instrument is 
simply that mentioned on p. 1 2^, namely, that the magnetic field created 
by the current flowing in the coil C tends to turn so as to coincide 
in direction with that of M, the deflecting moment and angular 
motion increasing directly proportionally to the current throughout 
the small angular motion (usually only 6° or &') of the coil. 

The sensitiveness of the D'Araonval form, though not so great as 
that of the Thomson moving-needle type, is ample for most purposes. 
It can easily be obtained to 
the extent that 1 volt, applied 
to the instrument with 3000 
megohms in series, produces -^jj 
inch deflection on a scale placed 
40 inches away from the mirror. 
Until quite recently, the 
very simple but effective con- 
struction of D' Arson val gal- 
vanometer indicated in Fig. 101 
was that supplied by almost 
!l every maker. Some manufac- 
turers, notably Messrs. Elliott 
lirotliers of London, and Cromp- 
" "" ' ton and Co. of Chelmsford, are, 

however, now making a more ehiborate form of the instrument, having 
some advantages over the more simple form. One advantage consists 
in making the soft iron keeper, the moving coil, its suspensions and 
their supports, deiachaUe in one frame from the U-m.ignet and base. 
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Ilepairs and interchanges of sensibility, etc., can in this way be made 
iri a few seconds with the same instrument. 

An ionovation bj the former of the above-named firma in their 
so-called Cenlwy D'Arsontal galvanometer consists in having the 
aluminium frame on which the moving coil is wound, »plil, and insert- 
ing a variable resistance between the two parts. By adjusting this 
resistance any desired amount of damping may be obtained. Another 
device for damping the oscillations of the coil is that known as tlie 
' Idle Wire ' due to Taylor (Patent No. 8181 of 1887). 

The Ayrton and Mather Hovlng-Coll Galvanometer. — This 
instrument, devised by Prot Ayrton and Mr. Mather in 1892, is of 




the reflecting D'Araonval type, and while woiking under exactly the 
same principle as that just described, presents a somewhat novel 
construction combined with important properties. 

A general view of the latest improved pattern made by Mr. R. W. _ 
Paul, London, is shown in Fig. 102 with the cover removed. It consists 
of a brass base, resting on three levelling screws, and carrying the two 
insulated terminals, a circular level, and a tripod on wliich a powerful, 
cylindrically shaped, permanent magnet is securely clamped. A 
socket- holder, insulated from the metal base, but connected to one 
terminal, is fixed directly under the gap between the poles of the 
magnet, and firmly holds in position the outer tube shown in 
Fig. 105. 

The moving coil is of peculiar form, evolved by Mr. Mather from 
a mathematical investigation, confirmed by experiment, and consists 
of a large number of turns of fine silk-covered wire, wound into a 
long narrow coil of the form shown at C in Fig. 103. The form of 
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crosa section of the winding of the limbs is circular, as shown at E in 
the same figure. 

This form of coil is the best for giving the greatest turning force 
for a given moment of inertia and resistance. It is lixed in 
a protecting tube which is connected to one end, the other 
end of the coil being joined to an insulated stud passing 
through the lower end of the tube. The tube containing 
the coil and carrying the mirror and suspension clips (seen 
at the extreme ends) is shown in Fig. 104. 

For all ordinary purposes, except ballistic work, the 

moving system of a galvanometer should be Hperiodic or 

dead-beat, i.e. come to rest quickly. To effect this, the tube 

E Hn ' '^ made of silver, when the eddy currents induced in it as 

Kio. 103.— '' moves rapidly bring it to rest For ballistic work in 

Moving which a long periodic turn is requiFed, the tube is made 

Ajrioii of ivory. This tube, containing the coil, is suspended by flat 

Mid Mb- bronze strips in an outer brasa tube. Fig. 105, cut away in 

V m o - front for most of its length, and fitted with contacts which 

nieter. make connection to the terminals when this outer containing 

tube is slipped into the fixed socket-holder on the base. The inner 

coil tube can be clamped during transit by drawing outwards two 

phosphor bronze strips which pass through a slit in the middle of 

the outer tube, as shown in Fi<!:. lO-i. These strips embrace the 

middle of the coil tube and hold it against the side of the outer tube. 

The tube swings free of these slips when they are pushed inwards. 

A bronze spiral makes the bottom connection to the coil aad 
allows the latter to hang freely. The coil itself, which weighs about 
2'5 grammes, is specially treated to avoid the presence of magnetic 
material in its construction. The suspension tubes are interchangeable 
and hang from the end of a short flat spring attached to the torsion 
head of the outer tube. Kisk of bi'eakage of suspension through 
setting down roughly is thus minimised, while an adjustment to 
zero is at the same time obtained. The periodic time of the aperiodic 
coils is from 3 to 3 sees, and of the ballistic about 5 sees. The coils 
are wound to i resistances — 3, 93, 325, and 1000 ohms respectively, 
giving 4 sen si l>i lilies as follows : — Aperiodic .■ average deflection on 
scale 1 meter off, 6-5, 25, 50, and 65 mm, per micro-ampere. £allislk .- 
average swing on scale 1 meter off, 30, 100, 200, ;J50 mm. per micro- 
couloral). For the same resistance and periodic time, the sensitiveness 
of this galvanometer is as great as that of the Kelvin {Thomson) 
astatic moving-needle instruments. 

Holden's HoC-Wlra Galvanometer. — A little consideration will 
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make it evident to the reader that, eince all the forms of galvanometer 
80 far described contain either a moving or a fixed permanent magnet, 
ihey will not measure an alternating or rapidly reversing current. 
,i Those of the moving-needle form would 

^^ measure such a current if the permanently 

^^^ magnetised needle was replaced by one of 
\^J soft iron, but with an enormous loss of 
J3 sensitiveness. On the other hand, the 

D'Arsonval form would do the same if the 
alternating current to be measured was 
sent round the moving coil and the fixed 
permanent magnet be replaced by a well- 
laminated one of soft iron magnetised by a 
coil supplied with current from the same 
source. The keeper K must also be well 
laminated, and the metal frame on which 
the moving coil is wound must be replaced 
by a non-metallic one. Using these and 
other minor precautions, the author has 
constructed some very sensitive moving-coil 
alternating current D'Arsonval gal van - 
ometerB, and obtained excellent results with 
them. 

bume time ago. Major Holden devised 
[ a form of galvanometer for measuringalter- fio, los.— Ouwr 
■ nating current baaed on the thermnl effect Moving Syiicnf 
of a current. Tliis instrument, which will 
I direct current equally well, is made by Mr. J. Pitkin, of 
London, and is commonly called a hoi -wire galvanometer. The 
principle of this instrument, but not the exact form of construction, 
is shown in Fig. 106. It consists of a rigid metallic frame FF,, 
separated electrically into two parts by the interposition of some 
insulating material at, say, A. The upper portion of F carries a 
spring S provided with a torsion-head H, and between this head and 
a pin carried by, but insulated from, the end of F. by an insulating 
bush I, is strung a metallic wire ww. This wire carries a mirror M 
and a boss or spindle K, round which is wrapped a silk fibre T, the 
other end being attached to the mid-point of another wire W strung 
between S and F. 

W and 10 are of materials having the same coefficient of expansion 
by heat, so that atmospheric changes of temperature do not affect the 
position of M and therefore the indications of the instrument. 
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Though both W and w are kept taut by the spring S, they are 
insulated from one another, and the current to be measured can only 

pass through W. A slight strain 
is put on the silk coupling T by 
turning the torsion-head H. When 
a current, entering at the terminals 
/, t of the instrument, flows through 
W, this wire is heated and expands, 
the sag being taken up by K turning 
with a corresponding rotatory 
motion of the mirror M. 

Up to the present we have not 
touched on the arrangement for 
enabling the deflections of reflecting 
galvanometers to be observed. 
There are many devices for eff'ect- 
ing this, an extremely neat and 
simple one being shown in Fig. 
107, which is made by Messrs. 
Nalder and Co., of London. It 
consists of a semi-transparent scale, 
about 18" long, divided into equal 
arbitrary divisions of :j^^" each. This 
scale is carried in a frame which 
slides horizontally (for the length 
of the slot seen) on a T-piece terminating in a vertical tube or rod. 
This latter can slide up or down in an outer tube provided with a 
heavy foot at the bottom and a milled nut at the top, for clamping 
the sliding tube at any height. 

Fixed to the T-piece, which carries the scale, is the lamp-box, 
containing an electric glow lamp and provided with a condensing or 
double convex lens at the end of the tube which projects from 
the side. The rays of light from the lamp are condensed by the lens 
through which they pass, and are projected in the form of a beam 
of parallel rays on to the galvanometer mirror, which reflects them 
back on to the scale, forming an image on the scale of a fine scratch 
on the lens. In this way the faintest motion of the mirror is 
observable without the employment of a long pointer to magnify the 
motion, which would not only be unwieldy, but would also cause the 
motion to be sluggish by reason of the inertia thus added to the 
moving system. 

Pivot and Fibre Suspensions. — It may be well to note here that 




Fi«. 100.— Principle of Holden Hot- Win* 
Galvanometer. 




—Lamp (iiii locals SUitid. 
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there are two methods of supporting the moving system of a measuring 
instrument, namely — (1) by a flexible fibre from a fixed support, 
(2) by pivots. 

The first method may be subdivided into (a) torsionless, (b) non- 
tortionless suspensions. In the former of these two, the moring 
system, such a& that described in 
connection with Figs. 96 to 99, 
is suspended by a fine flbre of 
unspun si I It (usually cocoon), 
which, if at all fine and long, is 
practically tortioiiless. In the 
second case, the moving system, 
such as that of Figs. 100 to 106, 
is suspended by a metallic wire 
or strip, often of phosphor bronze 
or platinum -iridium, which not 
only acts as the suspension, but 
also serves as the controlling 
force (by reason of its ti)rsional 
rigidity) for bringing the moving 
system back to zero. It also serves very often as a conductor for 
leading current into and out of the moving system, as, for instance, 
with the instniment in Fig. 101 and others. 

Some moving systems, especially those belonging to portable 
instruments, are carried on a light steel spindle, tlie carefully pointed 
ends of which turn in jewelled centres. The fibre suspension, in- 
variably employed with the most delicate galvanometers, intro- 
duces far less friction to the motion of the moving system than 
the finest pivot and is cheaper, but it necessitates some levelling 
arrangement, as a nile, to ensure freedom of the moring system 
before use. 

The Duddell Oscillograph. — In the various kinds of galvanometers 
considered so far, as well as in all other forms working on similar prin- 
ciples, the Periodic Time of oscillation of the moving system ranges from 
a higher limit of something like 20 seconds in highly ballistic instru- 
ments to a lower limit of 1 second or a little less in damped ones. 
Many ordinary forms of galvanometer have moving systems which are 
highly damped, — i.e. extremely dead-beat,— but the inertia of their 
moving systems prevents them following very rapid fluctuations of 
current For example, the pivoted D'Arsonval galvanometer illus- 
trated in Fig. 118 would follow almost exactly the fluctuation of 
current delivered from a dynamo which is driven from an old-fashioned 
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gas-engine, but would not move if this current was reversed 50 or 60 
times a second. 

An instrument capable of accurately following extremely rapid 
fluctuations and periodic reversals of current is the highly specialised 
form of moving-coil D'Arsonval galvanometer devised by Mr. W. 
Duddell, and called the Oscillograph. Apart from the arrangement 
employed for reading its deflections, the principle on which the 




Fia. 108.— Principle of Duddell Oscillograph. 

galvanometer itself works will be understood from a reference to Fig. 
108. In the narrow gap between the poles N, S of a powerful magnet 
are stretched two parallel conductors 5, 5, formed by bending a strip 
of phosphor bronze back on itself over the pulley P, which is attached 
to a light spring-balance. At the bottom ends the strips, which have 
a resistance of about 5 ohms, are clamped on a block K, while at the 
top they are held in position by the bridge-piece L. 

By altering the tension on the spring stretching the phosphor 
bronze loop, the periodic time of the instrument can be varied at will. 
Each strip or leg of the loop passes through a separate gap (not shown 
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in Fig. 1 08) in the magnetic circuit filled with a viscous oil, over which 
is placed a small lens. 

This lens is held in position entirely by the surface tension of the 
oil, which it thus keeps in place, the object of the oil being to damp 
the movement of the strips. A small mirror M (usually about 
1 X 0'3 mm.) is attached to the loop, with the longer edge vertical, for 
indicating its motion. When a current is sent through such a loop — 




i.e. up one leg and down the other — one leg tends to advance, the 
other to recede, thus causing M to turn, through a small angle pro- 
portional to the current, about a vertical axis. The clearance between 
the sides of the gaps and the moving strip is only about 0038 mm., 
so that the dampijig effect of the oil is enormous. 

Fig. 109 shows the general form of a ' D<mble High - Frequency 
Osnliograpk ' consisting of two distinct loops (the stngle pattern con- 
taining only one loop) and really constituting two single instrumeots 
built compactly in one magnetic field. With this dmhle form the 
fluctuation of two currents, or two P.D.'s, or a P.D. and a current, can 
be observed or measured absolutely simultaneously, the zero line being 
obtained by means of an additional mirror fixed to the instrument. 
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Small fuses having a resistance of about 5 ohms, and consisting of 
very fine wires, which are enclosed in glass tubes and held in position 
by spring clamps, are fixed below the strips (Fig. 109), but in series 
with them, and protect the strips from being fused in case of accidental 
excessive currents. 

It will be seen that in this type of the oscillograph the magnetic field 
in which the loops move is produced by means of a powerful electro- 
magnet wound in 8 sections, the resistance of which all in series is 
about 360 ohms at 30" C. These are connected in pairs (of two in 
series) between the 4 pairs of terminals shown, so that by suitably 
combining them the magnet can be excited direct from 25, 50, or 100 
volt continuous current mains. Exact adjustment of exciting current, 
which is normally 0*28 ampere with all the coils in series, is unneces- 
sary, for, the iron being saturated, a change of 4 y^ more or less in the 
current only alters the sensibility by about 1 ^. The tangent screw- 
heads s, s are for bringing the spots of light to zero. 

Indicating Airangements, — The motion of the spot of light reflected 
from M, whicli may be oscillating several hundred times per second, 
in the ordinary class of work for which the oscillograph is intended, 
would be far too rapid to be followed by the naked eye on an ordinary 
scale. Consequently one of the following three methods for observing 
and recording the movements of the spot or spots must be employed: — 

(1) By viewing the reflection of the moving spot on the screen in 
a mirror rotating on a horizontal axis, and situated so that, owing to 
persistence of vision, the moving spot appears drawn out into a bright 
time-curve of the variation to be observed. The curve can then be 
sketched for future reference. 

(2) By recording on a photographic plate or film, which is caused 
to move rapidly at right angles to the plane of oscillation of the beam 
of light, the motion of the moving spot. This method is very expedi- 
tious, gives permanent records free from personal error, and is the 
only satisfactory one for recording rapid irregular variations. 

(3) By the combination of two motions at right angles, one pro- 
portional to the instantaneous value of the current through the oscillo- 
graph, the other to the time. 

The spot now travels continuously along the curve of variation 
required, which, owing to persistence of vision, appears as a bright 
stationary curve of light. The method is only applicable to periodic 
variations, and is operated by the beam of .light from the oscillograph 
mirror M being reflected, before reaching the screen, by an additional 
mirror, rotated synchronously with the variations to be recorded, on a 
horizontal axis — Le, right angles to that of the oscillograph mirror M. 
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In the single and double portable forms of the instrument the 
electro-magnet is replaced by a permanent one with a corresponding 
diminution in the periodic time of the instrument. The deflection 
in this form is obser\'ed in the mirror above referred to, which is 
rotated by hand. 

Properties and Uses of the Oscillograph. — ^The extreme value 
and importance of this unique form of instrument can hardly be over- 
estimated, for not only has it the shortest periodic time (ranging from 
TWIT ^^^' ^^ ^^® double projection type to only i^ ^ qq sec. in the 
double high-frequency pattern when undamped) of any galvanometer 
yet made, but also extreme sensitiveness combined with a low total 
resistance (including fuse) of from 5 to 1 ohms. It is perfectly dead- 
beat, has practically no self-induction or capacity, and is absolutely 
free from errors due to hysteresis. 

When it is remembered that with an ordinary well-damped 
galvanometer ^having a period of 10 sees., accurate observations can 
only be made of varying currents and P.D.'s which go through a cycle 
of variations in not less than five minutes, whereas the oscillograph will 
accurately record a cycle of variation which takes only ^^ of a sec, 
the extreme value of Mr. DuddelFs invention will be appreciated. 
Its deflection at any instant is accurately proportional to the instan- 
taneous value of the current flowing up one limb and down the other 
limb of the loop ss. Fig. 108, even with cycles of variation occurring 
at as high a rate as 300 per sec. 

The sensitiveness is such that with the normal-scale distance of 50 
cms., a deflection of from 3 to 4 cms., but which should not be allowed 
to exceed 5 cms. each side of zero, is obtained, with from 0*05-0'10 
ampere (depending on the form of variation to be measured) through the 
loop. This, with a tension of 8 ozs. (for pattern shown in Fig. 109), 
normal exciting current in magnet coils, and using damping oil, corre- 
sponds with a sensibility of about 29 cms. deflection on the scale per 
ampere. The oscillograph may, with the above qualifications, obviously 
be employed in many determinations of an extremely important and 
practical nature. For instance, to record the simultaneous changes of 
P.D. and current in (a) an alternating current circuit, (b) charging and 
discharging a condenser or electric cable, (c) making and breaking an 
inductive circuit, (d) an arc lamp when hissing, (e) the primary of an 
induction coil, (/) the armature coils of a dynamo, etc. We shall see 
at a later stage how extremely important the measurement (ci) is to an 
electrical engineer. 

The method of connecting the oscillograph to a circuit for the 
purpose of measuring the variation of P.D. and current is shown 
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symbolically in Fig. 110. The P.D. necessary to work the oscillo- 
graph when fuses are connected in series with the strips or loops is 
from 1 to r5 volt. The loop intended for recording variations of 
the main current is connected in series with its fuse /^, switch S^, and 
low resistance R^ across the terminals of a standard non-inductive 
low resistance R3 in the main circuit. If the P.D. at the terminals 
of R3 is 17 volts when a current A amp. flows through it 

Then by Ohm's Law v=AR3 volta. 

If the resistance of R3 remains constant for all currents, then the 
P.D. (f), which the oscillograph loop measures, is directly propor- 
tional to the main current A. R^ is for adjusting the sensitiveness 
to a round number of amperes per mm. deflection on the scale. The 
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Fiu. 1 10.— Connection of Strips for Measurement of Current and E.M.F. 

loop intended for recording variations of the voltage across the mains 
is in series with its fuse /g, switch Sg, and a high non-inductive re- 
sistance R^ across the mains for voltages up to 250. R^ is adjusted 
to give a round number of volts per mm. deflection on the scale. The 
synchronous motor for rotating the mirror is connected in series with 
a non-inductive resistance across the mains as shown. For voltages 
up to 15,000 a small transformer is used with the motor, and there is 
a slight modiflcation in the connections of the P.D. loop with resistances 
across the mains. 

Potentiometer Standard Measuring Instruments. — Of the various 
types of measuring instruments designed for use as standards in the 
calibration of ordinary instruments, the so-called potentiometer must 
rank as one of the best. It possesses many advantages, enabling 
extremely accurate measurements to be made of resistance ^ current^ 
voltage^ and electrical power ^vith ease and rapidity. As is suggested 
by the name, the potentiometer is a potential measuring instrument, 
all readings being in terms of a imiversal standard of E.M.F., e,g, the 
Clark cell or its modifications. 
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There are several forms of potentiometer, now in common use, 
which have been devised by different makers, but the description of 
one well-hnown prominent form, namely, the Direct- Reading PoteiUunneter, 
made by Messrs. Elliott Brothers, of London, will suffice here. A 
general view of the instrument is shown in Fig. 1 1 1, and a diagram- 
matic view in Fig. 112. It consists of a wire resistance RRR 
acciurately divided into 149 sections, each about 3 inches long, 




Fin. in.-Dimt-Riuidiiii; I'oUritiomeUr (EllioU Brothnm). 

and connected to fixed contact studs shown, numbered 1, 2, 3, . . ., 
etc, up to 149 in Fig. 112. 

The resistance RRR terminates at one end in a very short 'slide- 
wire ' KM, over which moves a scale arm L. Thi.s is provided with 
a spring contact key W, which when depressed makes contact with any 
point on KM corresponding to the position of L on the scale. The 
1 49 sections, together with the slide-wire KM, are all adjusted so as to 
be absolutely equal to one another in resistance. Inequahties in the 
'drawing' of KM are compensated for by dividing the scale over 
which L moves, so th&t the individual divisions of RRR are exactly 
multiples of those on the scale. For example, the P.D. over 140*7 
sections of RRR is exactly live times that over 28 divisions of KM 
and 1 4 divisions of the scale. The divided wire resistance RRR with 
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its contact studs is arranged in circular form, and concentric with a 
large toothed wheel. 

At one extremity of this wire N — at the 149th contact — it is 
connected to a small fine-adjustment rheostat 0, and then to P and 
Q, two other adjustable rheostats in series, and so proportioned that 
the total resistance value of is rather greater than that of one 
section of P, whilst the total value of all the sections of P is 
slightly greater than that of one section of Q. P, Q, and are not 
adjusted in any definite values — they serve simply as adjustments. 
In practice the whole of Q, P, and are approximately 200 ohms 
altogether. The divided wire EKR itself is about 30 ohms resist- 
ance, and one end of rheostat Q is joined to terminal B. The other 
extremity of the wire KRK is taken up through the top of the 
instrument at K, where it is led round a curved segment, and where 
the moving contact arm L can travel over it. A scale is fixed to the 
top of the instrument, and a pointer is attached to L, so that when 
the moving contact is on the stud K, the pointer attached to the 
arm L stands at zero on the scale. When the arm L is moved till 
the pointer stands at the figure 10, then the moving contact has 
passed over a length of the divided wire exactly equal in resistance to 
any of the other 149 sections between K and N. 

A contact J can travel round the circle of the divided wire and 
make contact with any of the 149 small contacts fixed to it. This 
contact J is attached to a large toothed wheel, the edges of which can 
be seen in Fig. 1 1 1 on the right and left of the instrument. This 
affords a ready means of shifting the position of contact J, and its 
position with reference to N and K can be seen through a small 
window in the front of the instrument, through which a number 
shows corresponding to the number of the contact on which J lies ; a 
device is provided to cause J to make contact definitely on either one 
or other of any pair of adjacent contact studs on the divided wire. A 
wire is led from J to one on the galvanometer terminals E. 

The travelling contact on arm L is connected through a small key 
W to the bar of the multiple switch, the other bar H being connected 
to the second galvanometer terminal D. The key is provided with a 
small clamping device, so that it can be kept down if desired, and the 
galvanometer deflections manipulated with key X. Care must be 
taken that no source of E.M.F. is attached by mistake to terminals 
F, G, etc., as, in the event of key W being clamped down and switch 
V being in these terminals, a comparatively powerful current might 
flow through the galvanometer and the slide-wire, probably damaging 
both. The key K therefore should only be clamped down when 
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making a series of tests in which there is no chance of a wrong 
connection having been made outside the instrument. 

It will be seen that a closed circuit always exists between A and B, 
t.«. from A through C to M, F G F G, Fi G^ 

K, ERR, N, O, P, Q, -L- — 

etc., to B, through which 
the current from the 
working cell passes. This 
circuit is of variable re- 
sistance owing to it con- 
taining the variable rheo- 
stats 0, P, and Q ; but 
all cases the whole of the 
divided wire RKR is 
circuit. The working 
battery, consisting of c 
secondary cell, is ci 
nected to the terminals A 
and B in all measuremen 
a small fuse being inserted 
at C to protect tbe slide-wire from injury should too high an E.M.F. 
be accidentally applied to A and B. The galvanometer, which should 
always be of the D'Arsonval type (p. 311), is connected to terminals 
D and E, across which latter is 
connected a short-circuit key X. 
This key in its free position keeps 
the galvanometer short-circuited 
and thus protected against 
being deflected. A multiple 
double-pole switch V enables the 
two common bars H and I to 
be connected to any of the pairs 
of torminals FG, Ffi^, FjG,, 
I etc., at will. Across these pairs 
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J of terminals respectively are 
connected the 






sources 
of P.D. to be compared or 
measured. 

Having now described the potentiometer itself, it may be well to 
briefly indicate the mode of using it for the various measurements. 
Having connected the galvanometer to DE, the working cell of the 
potentiometer to AB, and the standard all (of known E.M,F.) in series 
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with a high resistance to the terminals F, G, the first operation is to 
* set ' the potentiometer, except in the measurement of resistance only, 
when it is unnecessary, as also is the use of the standard celL 

Let the E.M.F. of the standard cell (corrected for temperature) be 
1-4340 volt, then set the figure 143 at the window and the arm L 
to 4*0 on the scale. With the multiple switch V to terminals F, G, 
vary P, Q, and so that on pressing the key W no deflection is 
obtained on the galvanometer. The P.D. down the divided wire, etc., is 
now just balanced by the E.M.F. of the standard cell, and is equal to it ; 
hence each movement of the toothed wheel corresponds to 0*01 volt, 
and that of the arm L from 1 to 2 or 2 to 3 on the scale means 0*001 
volt. The variable rheostats P, Q, and O must not on any account be 
touched now except to maintain the true 'setting' of the potenti- 
ometer, should it alter slightly from time to time. Suppose now that 
we require the value of a resistance R^, then a standard known 
resistance R« is chosen, having a value as near to that which R^ is 
thought to have as possible. These two are joined up in series with an 
adjustable rheostat XXX and a secondary battery (as shown in Fig. 113) 
capable of supplying a constant current through them. The terminals 
of R;b and R, are connected to the potentiometer at FG, F^G^, . . ., 
eta, bv wires W. 

A steady, constant current C of suitable value, but which must not 
exceed a value that will make CR^; or CR, greater than 1 5 volt, is 
now maintained through R^. and R^ and the terminal P.D. across each 
successively measured by adjusting the window and slide-wire readings 
so that on pressing the key no deflection is obtained on the galvan- 
ometer. 

Then PD, : PD, = R, : B, {vide p. 68). 

To measure current, only R, is needed, which should in all cases 
have such a resistance that if multiplied by the maximum current to 
be used the product does not exceed 1*5 volt. Having *s«r the 
potentiometer, measure the P.D. (V,) across R, (Fig. 114) for any 
current to be determined. Whence by Ohm's Law we have the 
current 

Ca = p- amperes. 
•"« 

In the measurement of E.M.F. 's any value up to 1 '5 volt can be 
connected directly to the potentiometer and measured. All P.D.'s 
greater than 1 '5 must be connected to a ratio box consisting of a sub- 
divided resistance (Fig. 115). If then the potentiometer be connected 
across a known fraction R/ of the total resistance Rj, to which the 
whole P.D. V^ is joined, it will measure the same fraction, namely. 
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Fio. 114. — Measurement of Current. 



V/=^^V^ volte, 

which must not exceed 1*5 volt. 

For greater detail with regard to making measurements with the 

potentiometer, the reader can more appropriately be referred to books 

dealing with the practical side of 

the subject only. 

Moving Soft -Iron Needle 

Ammeters and Voltmeters. — 

This type of instrument forms a 

large class at the present day, 

and comprises all those instru- 
ments in which a light piece of 

very soft iron, free to move, is 

attracted or repelled under the 

influence of an electro-magnetic 

field set up by a suitably wound 

solenoid. There are many forms 

of instrument working on this 

principle, each manufacturer employing either a different shape of 

needle or form of motion of this so-called moving piece of soft iron. 
A little consideration will make it apparent to the reader that 

since the strength of a magnetic field depends on the ampere turns of 

magnetising force (mle p. 131), it is immaterial whether this product 

is given by a small current through many turns of fine wire or by a 

large current through a few 
turns of thick wire, for the 
same size of coily and same 
strength of field so produced. 
Consequently the only differ- 
ence between an ammeter and 
a voltmeter of this type lies 
in the winding of the working 
coil, and in nothing else. For 
example, an ammeter, which 
measures current strength, is 
connected in series with one 
main, and should have as small 

a resistance as possible. It is wound with a few turns of insulated 

copper wire sufficiently thick to carry the main current without 

any appreciable loss of pressure in the coil. 

A voltmeter, which measures pressure, and should have as high a 
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resistance as possible, on the contrary, is wound with a large number 
of turns of insulated thin copper wire so as to pass as little current as 
possible, for a voltmeter is connected across the two supply mains. 
The controlling force, tending to restrain the deflection of the needle, 
with its attached pointer, from zero, may be either gravity, that due to 
a spring^ or that due to a permanent steel magnet. This type of instru- 
ment is applicable to the measurement of alternating current and 
pressure, and is simple in construction. All forms of the moving- 
needle type of instrument have the disadvantage that^ unless shielded 
{vide p. 9), they are liable to read wrongly through being affected 
by magnetic fields due to neighbouring magnets or cun*ents flowing in 
neighbouring wires. For this reason such disturbing elements should 
be kept as far away from these instruments as possible. 

We may now consider some particular form or make of electro- 
magnetic instrument of the 
moving soft-iron needle type. 
In selecting one for descrip- 
tion the author has chosen 
that known as the Vulcan 
standard moving-needle form in 
being as representative of the 
principle as any other form. 
The working principle will 
be understood from Fig. 116, 
while Fig. 11 7 is the general 
view of a voltmeter with a 
10" dial reading from to 
150 volts. It consists of a 
short brass tube T terminat- 
ing in brass flanges F, F, the 
bobbin thus formed being 
wound with either thin or 
thick insulated copper wire as desired. A very soft piece of iron 
wire NS, about No. 14 gauge, lies between the winding and tube T 
and extends the whole length between the flanges. A light steel 
spindle AA is pivoted in jewelled centres which are carried by a brass 
cross-piece B at the front end and another at the back. 

To this spindle is fixed the light aluminium pointer P and two 
light arms c, c of the same material, which carry another piece of soft- 
iron wire ns about as long as NS. In the zero position of the pointer 
P which the hair-spring D of phosphor bronze tends to maintain, the 
wires ns and NS are parallel and close together, one either side of the 




Fig. 116.— Principle of Standard Vulcan Ammeter and 

Voltmeter. 
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wall of the tube T. When therefore a current traveneB the coil both 
wires become magnetised, similar polarity being set up at the same 
end. Hence the movable wire is repelled a certain distance from the 
fixed wire, corresponding to the strength of current flowing. This the 
pointer P therefore indicates on the scale, and it comes to rest when the 
deflecting force of the current balances the restraining force exerted by 
the spring D. In this and all similar instruments the amount of iron 
in the moving needle and about the instrument generally is reduced to 




a minimum, particularly when it is for use with alternating currents. 
Further, the iron is of the softast obtainable, so that the residual 
magnetism and hysteresis exhibited by it may be as small as possible. 
Hovinsr-CoU Permanent-Magnet Ammeters and Voltmeters. — 
The various makes of instrument belonging to this type, though 
differing somewhat in details of construction, all work on one common 
principle. This perhaps will the more easily be understood by the 
description of one of the latest forms which has been devised, and 
is made by Messrs. Crompton and Co., of Chelmsford. Referring 
to a plan and elevation of the working parts of the instrument, 
shown in Fig. 118, in which some details (to be seen in subsequent 
illustrations) have been omitted for the sake of clearness, it consists 
of a powerful U-shaped permanent magnet M, specially treated, or 
' aged,' as it is termed, to ensure that its strength {i.e. its magnetic 
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moment) shall remain practically constant with time after the inatru- 
ment is once made. The poles N and S of M are both bridged and 
fixed by means of the screws 
A to a compound piece con- 
sisting of soft-iron cheeks 1 
fitted with brass spacers and 
holders B into what has the 
appearance (except under 
close inspection) of a solid 
block with a central cylin- 
drical hole T accurately bored. 
This compound block is 
shown to the left of Fig. 1 1 9, 
and is provided with four lugs 
L for screwing it down to a 

The tips V of the soft- 
iron cheeks I, which, by 
direct contact with the limbs 
of M, form curved magnetic 
poles of north and south 
, polarity, are separated by the 
J noil -magnetic brass of the 
spacers B. These last-named 
support rigidly, by means of 
a brass disc provided with 
two projections E, a cylindri- 
cal soft-iron keeper K of the 
same diameter, concentrically 
with the hole T. 

Pivoted by steel points D 
— ~|a resting in jewelled centres, 
■"^ which are let into the ends of 
K, is a light rectangular coil 
C. This consists of a large 
number of turns of fine in- 
sulated copper wire, wound on 
a rectangular frame made from a strip of aluminium foil, so that a dead- 
beat motion of the moving coil is obtained (vide p. 1 94). To the upper 
pivot is rigidly attached a very light aluminium pointer P for indi- 
cating the motion of the coil C ; and a delicate spiral phosphor bronze 
hair-spnng S, one end of which is fastened to D, and the other to a 




Movlng-Coil 
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ring with a milled edge (Figs. 119 to 121), serves as the contrtJling 
force of C, tending to keep it id its zero position. By slightly 
turning the milled ring the pointer P can at once be set to zero on 
the scale if it ever becomes displaced. The moving coil C, the keeper 
K, attachments, and connections can be removed from the block in 
one piece as shown in Fig. 119. The top view of the block with 
the movable system in position is shown in Fig. 120, and the bottom 
view in Fig. 121. The current is led into and out of the moving 
coil by two very thin curved flexible ligament*, 
seen in Fig. PJl, and not by the usual hair-springs 
empiciyed in nil other forms of moving-coil pei-- 
munent-magnet instrument. 

A complete instrument of this make is shown 
in Fig. 122, mounted iji an iron eiise in order 
to shield it magnetically. The moving-coil tyjie 
in general can be made to njeasiire voltages of any 
magnitude by connecting the moving coil ill series 





with an extra non-inductively wound high resistance made of low tem- 
perature coefficient material, the extremities of the combination being 
the terminftls of the voltmeter (vide p. 74). An ammeter is formed by 
connecting the coil in series with a small resistance to the ends of a 
low-resistance shunt which is capable of carrying the full current 
easily. The scale is then graduated in amperes by comparing the 
deflections of the pointer with those of an accurate standard ammeter. 
The principle of action of this type of instrument is identical with 
that described on page 211 ei seq. ; but in this case, owing to the pole- 
pieces and keeper being very close together, and to them being turned 
accurately concentric, the magnetic lines of force are everywhere 
uniformly distributed in the gap, so that the deflecting force, due to 
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a current in the moving coil, is directly proportional to the curreuL 
Thus a uniform scale of equal divisions from end to end is obtained. 
Since a permanent magnetic field is 
used, this type of instrument can 
only be used with continuous current 
and will not work with alternating 
currents. 

A particularly clear view of the 
working parts of another form of 
permanent -magnet moving-coil in- 
strument is shown in Fig. 123. 
It is made by Dr. Rudolf Franke 
and Co., of Hanover, and part of one 
magnet pole is removed in order to 
Khow the moving coil and keeper, 
etc., more clearly. It will be seen 
that the moving coil is pivoted to 
a cross-bar at the top and bottom 
instead of to the keeper as in the 
I Crompton form. 

An important advantage, com- 
)n to all the different forms of this 
I class of instrument, lies in the fact 
that, owing to the strength and 
I compactness of the permanent mag- 
net, these instruments are practically 
unaffected by external magnets and 
magnetic fields set up by currents 
flowing in neighbouring wires, etc. 
' Hot - Wire ' Ammeters and 
Fio. i™. -Moving Coll in po-itton beiwwn Voltmeteps.— The thermal or heat^ 
ing property of an electric current, 
mentioned on page 35, has been in the past, and still is, being 
employed to a very considerable extent in the manufacture of 
instruments for measuring current and pressure. All such instru- 
ments utilise the property in the same way, namely, in the beating 
of a slretched wire ; hut different makers employ different devices for 
magnifying and indicating the expansion or elongation of the hot uire, 
which is made to serve as an indication of the current flowing 
through it. 

As is well known. Major Cardew was the first to devise a practical 
form of instrument working on the thermal principle, after spending 
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a vast amount of labour iq overcoming several sources of error inherent 
with this kind of instrument. Acting on the experience gained in 
the evolution of the Cardew form, other makers have sought to 




utilise the same principle in a more compact form, and by eliminating 
errors in other ways. Before describing a prominent form of hot-wire 
instrument, it may bo well to briefly consider the theory of the 
principle. From principles laid down on page •'54, the reader will at 




once see that, if a current of C amperes flows for ( seconds through 
a wire of R ohms resistance, the P.D. between its extremities being 
y volts, the total number of heat units H generated in the wire will be 

H = -aSSCW = 0-239 VC(. 
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The unit of heat adopted waa defined on page 64, and if W is the 
weight of the wire in grammes, S the specific heat of the material of 
the wire, which maj be defined as the quantitj' of heat absorbed by 
it, for a given rise of temperature, compared with the quantity of heat 
absorbed by an equal mass of water when raised through the same 
range of temperature, and if T° be the rise of temperature, then we have 

Now when a current is sent through the wire, the latter is heated. 




and the linear expansion or elongation of the wire is proportional to 
the product of the rise of temperature T° and the coefficient of linear 
expansion a for the material of the wire, i.e. the elongation is 
proportional to T°, 

But the rise in temperature only goes on until the rate of pro- 
duction of heat due to the current is balanced by the rate of loss of 
heat by radiation, and which latter is nearly proportional to the rise 
of temperature T°. Hence the expansion or elongation of the wire 
is proportional to C or to V^, where W and S are constants and R 
nearly so for a given wire, this consisting of a material which changes 
very little in resistance with the change of temperature experienced 
by the wire in a ' hot-wire ' instrument. 
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We may now describe the Vulcan IwUwire instrument supplied by 
Messrs. Geipel and Lange, of London, and which is one of the latest 
forms of the direct-reading thermal type. The general arrangement 
of the working parts is shown in Fig. 124. The working hot wire A, 
composed of low temperature coefficient material, usually the alloy 
platinum-silver, is fixed at one 
end to a horizontal bar M 
pivoted at D, while its lower 
end is fixed to one end of a 
shorter horizontal bar L. This 
bar L is pivoted at E to a 
bracket 0, its other end being 
suspended by a fine wire W 
which passes round a small 
pulley K (capable of turning B 
on a small spindle running in 
jewelled centres) and is attached 
to the lower end of a spring H 
fixed to a bracket G. To the 
spindle carrying K is rigidly 
attached a light pointer P 
(with its balance weight R), 
which moves over the scale S. A constant tension is kept on the 
working wire A by means of the adjusting nut N and spring C. 

When a current is sent through A, the wire extends, due to 
heating, and the extension is at once taken, up by the tension of the 
spring H which pulls up the wire W, and with it the lever L, which 
tilts about the pivot E. The upward motion of W which passes 
round K causes this latter to turn, and P to take up a position on 
S corresponding to the elongation of A. The effect of external 
changes of temperature is nullified by an ingenious compensating 
device as follows : — A number of wires B, having the same coefficient 
of expansion as A, are fixed at the bottom end to the frame F, so that 
any elongation must be taken up at the top end. They are kept taut 
by the spring C, which actuates the upper end of A as well. 

The wires B and A, therefore, elongate by the same amount for 
any external change of temperature, which, however, only affects the top 
ends. Consequently the lower end of A which actuates P maintains 
the same position in space for any external change of tenijperature. 
Any slight alteration of zero with time is readjusted by turning 
the nut N so as to increase or diminish the tension of C. The ends 
of A are connected by wires T, T to the terminals of the meter. 



Fkj. 134,— Principle of Vulcan Hot-Wire Instruments. 



236 



ELECTRICAL ENGINEEKING 



These instruments are particularly economical in power wasted or 
required to work tbem as compared with the hot-wire type generally, 
voltmeters requiring only O^l ampere through the ivira A to give a 
full-scale deHection, while other forms take from 0'2 to 035 ampere, 
llie working parts of the instrument are the same for both ammeters 
and voltmeters. 

The instrument becomes an ammeter hy shunting it for all currents 




above 4 amperes to a low -resistance strip, or shunt as it is often 
termed, and which carries practically all the current with a (all of 
pressure between its terminals of 015 volt for a maximum scale 
deflection. This fall of potential in other forms varies from 0'2 to 
0'3 volt. Fig. 125 shows the arrangement and indicates an instru- 
ment with a 7" dial connected to a 1000 -ampere low - resistance 
shunt seen above it. A voltmeter has the same appearance, but 
instead of the shunt it is placed in series with a high non-inductive 
resistance which does not vary with change of temperatura The 
magnitude of this resistance, which up to 150 volts is placed inside 
the instrument, determines the maximum voltage which the voltmeter 
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will measure. Thus it will be seen that the thermal principle can be 
utilised for the measurement of both current and pressure, but owing 
to this and all other similar instruments operating under the square 
laWy the scales of all are crowded near zero and gradually open out. 
Readings can only be taken at all accurately on three-fourths of the 
scale, while the last one-third of the whole range occupies the last 
half of the scale. 

Hot-wire instruments have the following advantages over those 
working on the electro-magnetic principle, namely, they are (a) dead- 
beat ; {b) direct reading ; (c) unaffected by^ external magnetic fields ; 
(d) free from temperature errors; (e) they will measure with equal 
accuracy, on the same scale, both continuous and alternating P.D.'s. 

Electro- statle Voltmeters. — ^The reader will doubtless remem- 
ber (vide p. 25) the laws of attraction and repulsion between charges 
or quantities of electricity, namely, that those of like sign repel, while 
those of opposite sign attrady one another. It will, therefore, be 
evident that two conductors in fairly close proximity to, but in- 
sulated from one another, will tend to attract one another if they 
are charged, one with + ** and the other with - ** electricity, or which 
is the same thing, if they are connected to the terminals of an 
electric generator. Further, if one of these conductors be free to 
move very easily, it will be attracted to and move towards the other 
fixed conductor ; the greater the charge on each, or the P.D. between 
them, tiie nearer will it approach to the fixed conductor for the 
same restraining force. The foregoing principle of electro-static 
attraction between two bodies charged to opposite potentials forms the 
basis of the action of the most important class of potential measuring 
instruments known commercially as the electro-static voltmeter, or 
physically as the electrometer. 

There are different forms of electro-static voltmeters as made by 
different manufacturers, but the principle is precisely the same in 
them all. We will, therefore, confine ourselves now with the descrip- 
tion of one form, namely, the Ayrton and Mather electrostatic voltmeter. 
The constniction will be understood from a reference to Fig. 126, 
which is a perspective elevation, and to Fig. 127, a plan of the prin- 
cipal parts. It consists of two outer vertical brass plates, G, 6, 
curved into the form of nearly quarter cylinders which are held 
together rigidly by the brass end-pieces L, L, the lower one of which 
terminates in the plates M, M for screwing the arrangement to a base. 
Carried by, and in electrical connection with, G, G are two inner 
curved brass plates H, only the left-hand one being visible in 
Fig. 126. Tfaeee plates H are also neariy quarter cylinders, con- 
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centric with but rather shorter than G, G, a narrow cylindrical air-gap 
being left between H and G. 

A very light frame of aluminium foil, consisting of two curved 
side pieces N (forming nearly quarter cylinders), held together 

rigidly at the top and bottom by 
strips R of foil, is carried by a vertical 
steel spindle E, pivoted in jewelled 
centres, which are fixed in insulating 
collars carried in L, L. The motion 
of the so-called needle N is indicated 
by a very light aluminium pointer P 
fixed to E, and is controlled by a fine 
phosphor bronze hair-spring K. The 
inner end of K is fixed to E, and the 
outer end to a tension-adjusting arm 
A (Fig. 127), by slightly turning 
which the pointer P can be adjusted 
to zero on the scale S. P is coimter- 
balanced by an extension or weight 
on the opposite side of the spindle E. 
The curved sides N of the movable 
needle are concentric with those of G 
and H, and can move in the air-gap 
between these fixed sides, which are 
sometimes termed * inductors.^ 

The connections in the instruments 
are shown in Fig. 127, the fixed in- 
ductors being in electric connection 
with one terminal of the instrument through a fuse F, the needle N 
and the other parts of the instrument being connected to the other 
terminal through another fuse F. The instrument is protected from 
damage in the event of a discharge taking place between N and GH 
(Fig. 126) by very fine fuses F, F, consisting of platinum-silver wire, one 
mil (0*001 inch) in diameter, kept taut inside a glass tube by a spring D. 
These tubes are provided with brass caps C, which make connection 
with each other through D and F. Highly insulated terminals make 
connection with N and G (Fig. 126) by being pressed against the caps 
C at one end of the fuse tubes, and by (in turn) pressing the caps C at 
the other ends of these tubes against the springs B, which are in contact 
with the working parts through the wires shown in Fig. 1 27. A photo 
of the interior of one of these instruments, reading from 200 to 600 
volts, with cover removed, is shown in Fig. 128. In this can be seen 




Fig. 126.— Principle of Electro-static 
Voltmeter (Ayrton and Mather'sX 
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the two wires connecting the left-hand ends of the springs B (Fig. 1 27) 
on to G-, and the other through the spring K to the moving needle N. 




The projecting fuse tubes can be seen to the right of the base, 
while the brass terminals encAsed in ebonite which ' press against 
these are seen in Fig. 129, which is the general view, of one of the 
latest forms (reading from 40 to 130 volts) of Ayrton and Mather's 




station type electro-static voltmeter. The instrument is practically dead- 
beat in its action without any special damping arrangement, owing to 
the extreme lightness (less than 25 grains) of the moving system, and 
it is also free from creeping errors. The working parts are all highly 
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insulated and shielded from the injurious effects due to external 
electrification by being enclosed in a metal case (vide p. 24). 

The action of this and all other forma of electro-static voltmeters 
is as follows : — The movable needle N being just outside the fixed 
quadrants GH for the zero position of the pointer P, then on applying 
a P.D. to the terminals of the instrument the fixed and moving 
portions become oppositely charged, and the latter is attracted (against 
the controlling force) into the space between the fixed quadrants by 
an amount which increases as the P.D. applied increases. Thus 




we see that the action is such as to tend to make the capacity 
of the instrument a maximum, and this latter is the case when 
N is wholly inside GH. Voltmeters of the electro-static type, by 
reason of their form of construction (vide p. 238\ possess a very small 
electro-static capacity, which is rarely greater than about 10'^ mfd., 
and often, as in the present instance, much less. 

Such instrument* are, therefore, equally accurate when used with 
either direct or aitematiog pressure of any rate of reversal. This is 
a valuable feature, but their scales are not all that one could desirr, 
and are only readable from full-scale deflection down to about one- 
third to one-fourth of this. A further advantage lies in the fact that 
they pass no current continuously like a current voltmeter does, and 
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therefore they cannot affect the P.D. between the points to which 
they are connected. 

Wattmeters. — The practical unit of electrical power, called 
'a watt,' was defined on p. 56, and as the name implies, a wattmeter 
is an instrument which measures electrical power in watts, or mul- 
tiples thereof, at any particular moment of observation. For con- 
tinuous currents the employment of such an instrument presents 
no very special advantages, for it is usually the case that both 
the current in amperes flowing in the circuit and the P.D. in volts 
across the circuit are separately measured and noted, when the 
true power absorbed is easily obtained by the product — amperes x volts 
— ^which is equal to the watts. 

With so-called alternating currents, however, the case is entirely 
different, for the amperes x volts (except in the very few cases where 
the circuit is non-inductive) is not equal to the true potcer in watts. 
The reason of this cannot be discussed at the present stage, but will 
be explained in detail in a later chapter ; suffice it to say now that the 
true power can only be measured directly by a wattmeter. The value 
of this type of instrument to the electrical engineer can therefore 
hardly be over-estimated. 

The general principles involved in the construction and action of a 
wattmeter will be understood by the reader in the description of a 
well-known form made by Messrs. Hattmann and Braim, of Frank- 
fort, and supplied by Messrs. Moul and Co., of London. 

This wattmeter works on the electro-dynamometer principle of a 
fixed current coil acting on a moving pressure coil. It consists (Fig. 1 30) 
of a fixed main coil M which carries the main current, and is composed of 
a number of turns of a strand of one or more thin copper strips (about 
^" wide). These are connected in parallel to eliminate eddy currents 
which would otherwise be set up in a strip of considerable thickness. 
The ends T, T of the main coil M are joined to the two terminals to be 
connected up in series with the main circuit The moving pressure 
coil C is composed of a considerable number of turns of fine copper 
wire, silk-covered, and wound primarily on a rectangular 'former' 
which is afterwards removed. The coil C is mounted on a hardened 
steel arbor A or spindle, which is pivoted in jewelled centres (only one 
(H) of which is shown) and carries the pointer P, a damping disc at the 
end of the extension F, and two phosphor bronze spiral hair-springs £ 
and D, which not only serve to lead the pressure current into and out of 
the moving coil C, but also act as a torsional controlling force. The 
damping device for producing a dead-beat motion of the moving 
system consists of a light vane, carried by the extension F of the 

R 
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pointer, and moving freely in a close-fitting curved air-box B 
with closed ends. The cushioning of the air inside B as P and F 
move gives the requisite damping to their motion. 

The moving coil itself has a resistance of about 100 ohms, a co- 
efficient of self-induction of about 00072 heavy, and a maximum 
current-carrying capacity of 005 ampere. It is thus capable of only 
standing a pressure of 
5 volts at its terminals. 
In order to be able to 
use it, and therefore 
the wattmeter on 
much higher pres- 
sures, it is connected 
in series with a high 
resistance wound with 
wire of a practically 
negligible temperature 
coefficient This ex- 
tra resistance is care- 
fully wound with 
double - silk - covered 
wire, in thin layers, 
on highly insulated 
frames. It is then 
thoroughly dried at 
being taken to eliminate. 




— PrlDclpleDtHutnit 



high temperature and varnished, especial 
as far as possible, any capacity effect 

In a portable form of this instrument for 20 amperes and TOO 
volte, the moving coil was about ^V" thick and f" wide (axially), 
the total resistance of its circuit, including its extra series resistance, 
being 3300 ohms. The fixed thick coil was wound with about 40 
or SO turns of thin copper strip about i" wide, the total width of the 
turns, including the insulation between them, being about 1" and their 
resistance 00082 ohm. The scale S consisted of 100 equal divisions 
each corresponding to 20 watts, but this constant of 20 will vary in 
different instruments depending on the number of ampere turns 
produced by the two coils. A general view of a wattmeter of this 
make is shown in Fig. 131. The action of the wattmeter will be 
readily understood from the principle stated on p. 212, for if the lines 
of magnetic force, due to the main current passing in M, flow in one 
direction through the coil, and a current is sent through the moving 
coil C, such that the lines of force due to it flow in 'a nearly 
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opposite direction, then C will turn so ae to t«nd to make the t#o 
magnetic fields coincide in direction through both coils tc^ther. 
Now the mutual torque between M and C, or the deflecting force 
acting on C, is proportional to the ampere turns of M x the ampore 
turns of C, i.e. to the current in M x the current in C, and the current 
in C is proportional to the voltage. Therefore the deHecting force ia 
proportional to the product CV, i.e. to the walls expended in the 




circuit, and the deHectiou will be steady when the deflecting force due 
to the watts is just balanced by the controlling force due to the 
torsion of the springs D and E. 

Wattmeters constructed on the above principle belong to what is 
called the dynamometer type of instrument, and are applicable for 
measuring electrical power in either continuous or alternating current 
circuits. Their readings are independent both of the shape or form of 
variation, and of the rate at which the alternating current repeats 
itself, or in technical language-^f the form of current curve and the 
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periodicity of the current. Considerable care, however, is necessary 
in the construction of wattmeters of this type in order that they may 
read accurately with alternating currents. For instance, the induc- 
tance of the fine -wire or pressure circuit must be reduced to a 
minimum. As little metal-work as possible should be employed about 
the instrument, in order to avoid induced currents being set up in the 
same, and further, the temperature coefficient (p. 72) of the fine- 
wire circuit sliould be as small as possible. 

Another distinctive type of instrument met with in practice is the 
so-called Rotary Field or Induction IVattmet^i^ and to this must be 
added the hot-mre type of wathneter suggested by Mr. M. B. Field. 

For further information, however, the reader must refer to a work 
dealing with this subject by itself. 

Recording Instruments. — The various types of ammeters, volt- 
meters, and wattmeters for the measurement of current, pressure, 
and power, which have been described in the preceding pages, merely 
indicate the momentary value of the thing measured. By combining 
them with a little additional mechanism, however, they can be con- 
verted into a different class of instrument, commonly termed a 
recordrng-eLxniaeteT, -voltmeter, or -wattmeter, as the case may be. 
Such instruments give a permanent record of the magnitude of what 
is being measured at any time throughout a certain period, such as 
twenty-four hours or longer. As in the case of the former type of 
instrument referred to above, and from which they are derived, there 
are as many different forms working on one or other of the principles 
mentioned on page 35 as there are manufacturers who make them. 

We shall therefore consider only one form of recording instrument, 
selected out of many other equally good forms, as serving to illustrate 
most easily the additional items in the construction of a recorder. 
Fig. 132 illustrates the internal view of the working parts of a dead- 
beat moving-coil permanent-magnet recording ammeter supplied by 
Messrs. H. M. Salmony and Co., of London. The upper portion, com- 
bined with the low -resistance shunt at the bottom, constitutes an 
ordinary ammeter of the same type and principle of construction as 
that described on page 230, though not of the same make. 

An adjustable scale, gi-aduated in amperes, is carried by two brass 
arms supported from the magnet, and enables the instrument to be 
used, if desired, as a direct-reading ammeter. 

The extra mechanism necessary to convert the ammeter into a 
recorder comprises a light cyclinder or drum, driven at a desired speed 
by clockwork inside it. Against the paper chart or scale wrapped 
round this drum presses the ink-pen carried at the end of the pointer. 
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In the earlier forms of recording insti-unient the inking pen lias given 
considerable trouble, owing partly to the pen becoming clogged with 
use, and to the very 
light pressure of it on 
the paper necessary to 
minimise friction and 
obtain an accurate 
record with the small 
deflecting force avail- 
able. 

Of late, however, 
many improvements 
have been made, and 
each maker has a differ- 
ent type of pen. That 
employed in the instru- 
ment under description 
.consists of a revolving 
printing disc formed 
from two discs mounted 
on the same axis and 
pivoted in jewelled 
centres. The two discs 
carry between them a 
recipient of porous 
material, which allows 
the ink to pass to their 
edges, and thus on to 
the paper chart in the 
requisite quantity. This 
disc pen is carried at 
the end of the pointer 
made of aluminium 
tube, whilst the porous 
material between the 

discs is continually moistened by ink passing through the pointer 
from a small reservoir which actually carries the pointer. This 
can be seen in Fig. 132, just above the spiral liair-spring. This 
form of marking arrangement has the advantage of very little friction 
and of being, to a certain extent, independent of tlie roughness 
of the paper, owing to the motion being one of rolling and not 
Tabbing. The ink reservoir will contain a supply of ink sufficient for 
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eight days, while the clock, which drives the drum through one 
complete revolution every twenty-four hours, will also run for eight 
days with one winding. 

Speaking generally, the clocks of recorders usually have a well- 
made lever movement, and are capable of being accurately regulated. 
They should preferably drive the drum through a friction coupling, 
which prevents the movement being strained. Recorders can be 
arranged for single - revolution charts, or with continuous runs of 
paper 65 feet long, thus giving a record in one length extending 
over a month or less according to the paper speed. This last-named 
is in some cases ^V', ^'> *^^ 2* per hour, and for special short-time 
records yV" P^^ minute, giving one revolution in 24, 12, 6, and J hours 
respectively. Some makers provide for a rate of 6" per minute, but 
1" per hour is the usual rate. With long runs the paper is unwound 
from a spool by the clock drum, either being wound on this or paid 
into a receptacle provided for it. 

The foregoing description will serve to show that almost any kind 
of instrument can be converted into a recording one by the addition of 
the marker and revolving drum. By means of such instnmients a 
permanent record in the form of a curve is obtained, and the value of 
the current, pressure, or power at any particular instant on any day 
obtained. 

Electricity Supply Meters. — In the foregoing pages certain instru- 
ments for measuring or indicating pressure, current, and power at any 
moment, or the fluctuation of such during a given period, have been 
described. We have, however, yet to deal with another extremely 
important class of instrument, namely, one for measuring the total 
quantity of electricity or total amount of eledncal energy given to or 
absorbed by an electric circuit. Such an instrument is briefly termed 
an * electricity meter,' or, bearing in mind the definition of quantity and 
energy given on pages 39 and 58, it is called an * integrating coidomb- 
meter ' or * integrating wattmeter.' This type of meter only indicates 
the total amount used, and gives no indication of the value of the 
current or power in the circuit at any particular moment. 

The evolution of successful electricity meters has occupied many 
years, and has accompanied the growth of electric lighting. It is, 
however, more especially during the last few years that particular 
attention has been given to this class of instrument, which, no doubt, 
is in a large measure due to the fact being realised, that the revenue of 
an electricity supply undertaking is as much dependent on the accuracy 
of the meter and the system on which current is sold, as on the efliciency 
of the generating plant and the care with which the system of dis- 
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tribution is designed. Electricity meters in use at the present day 
are dependent for their action on one or other of the properties of 
an electric current mentioned on page 35, those actually employed 
being the chemical and electro-magneiic properties. 

Chemical meters were the first to be introduced, and have since 
been perfected, but they can only be used with direct currents. On 
the other hand, electro-magnetic meters form by far the largest class, 
and can be made to work with alternating as well as with direct 
currents. It is to this class that we shall direct our attention in the 
following pages, but space will not permit of the description of more 
than two or three representative types. 

Electro-magnetic electricity meters may be classified as follows : — 
Without clocks : Rotary (motor) and oscillating meters. 
With „ Periodic and continuous-integrating meters. 

We will now consider one of the latest types of rotatory or motor 
meter known as the B.N.R. type 'Eclipse' meter, and supplied by 
Mr. G. Braulik, of London. The construction will be understood from 
a reference to the lettered illustration of the meter (with cover 
removed) shown in Fig. 133, while the electrical circuits are shown 
diagrammatically in Fig. 134. It consists of a main series or * field 
magnet ' coil M, as it is termed, wound in a hollow cylindrical form, 
with insulated copper wire of suflBcient size to carry the main 
current of the circuit. Facing this, and co -axial with it, is 
another coil S, wound with a large number of turns of fine wire. 
The moving system, or armature A, as it is called, rotates between 
the fixed coils M and S, and consists of three oval-shaped coils 
or loops, wound with fine wire, and fixed to a vertical spindle with 
their planes at angles of 120'' to one another. The light steel 
spindle is mounted in a jewelled or other nearly frictionless foot- 
step, and carries at the lower end a circular copper disc D, which 
rotates between the poles of a powerful permanent magnet K It also 
carries, just under the armature coils, a small 3-part commutator C, 
consisting of a short piece of silver tube split axially into three equal 
parts or segments, which are rigidly attached to the spindle, but 
insulated from it and from one another. One end of each of the three 
armature coils H, K, and N (Fig. 134) is electrically connected to one 
segment, while the remaining ends are joined together as at 0. The 
armature coils, together with the commutator, is thus one of the novel 
and, at the same time, most important parts of this meter, and, as seen, 
is of the 'open -coir type, similar to that used in the well-known 
Thomson-Houston arc-lighting dynamo. The p'essure current is led 
into and out of the rotating armature coils by two fixed light silver 



248 ELECTRICAL ENGINEERING chap. 

etripB or bniaheB, which press lightly on the commutator as it revolves, 
and are connected to the two terminals T, mounted on but insulated 
from the bracket B. The upper 
portion of the spindle drives the 
registering gear li, which is really 
a very delicate revolution counter, 
the numbers of which spring into 
sight in succession, thus leaving a 
record in plain numbers which can 
be read by any one. The terminals 
of the meter are shown at 1, 2, 
and 3 in Figs. 133 and 13*. 

The fine-wire coil S is the shunt 
coil of the meter, and is for the 
purpose of creating an initial mag- 
netic field for overcoming the 
statical friction of the moving parta 
when starting, and for rogidation 
at light loads such as iVth full 
load. At greater loads the ' regu- 
lation ' or direct proportionality 
between the readings of the meter 
and the electrical energy given to 
the circuit, which it is desired to measure, is obtained by the Foucault 
brake disc D and magnet E, as will be explained presently. A non- 
inductive high resistance r is permanently connected in series with 
the armature and shunt coil for the purpose of reducing the current 
in this fine -wire circuit to a suitable _^ « i b 

strength. The resistance r being wound 
with low temperature coeflScient wire 
enables the temperature coefficient of the 
whole fine-wire circuit to be reduced to 
a negligible amount (vide p. 72). 

In other forms of motor meter con- 
structed on similar principles, the rotating 
armature usually consists of an 8 -part 
' drum ' or closed-coil winding, as it is 
variously termed, combined with a com- 
mutator having an equal number of ocnpto ««[«. 
sections, and each coil carries only one-half the shunt current. With 
the open-coil construction employed in the meter under discussion, 
however, greater security from a breakdown of the insulation is 
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obtained owing to the armature coils being connected to the com- 
mutator in three places only. Moreover, owing to the copper 
winding on the moving armature being used to a better advantage, 
and to the whole winding carrying the full shunt current in this open- 
coil type, the driving force is from 40 to 70 per cent greater, while the 
gauge and weight of copper winding is some 40 per cent less, and the 
sensitiveness therefore much greater. The rubbing friction between 
commutator and brushes is also reduced to a minimum on account of 
the former having only three segments, thus allowing its diameter to 
be reduced to ^y ^^ about one-half the usual size. The effect of these 
advantages will be seen in the very small shunt current (only about 
0*022 ampere) which flows, and the corresponding loss occurring in the 
fine- wire circuit. The loss in the copper circuits is only about 2 J watts 
at full load, or about half that usually met with in this class of meter. 

The meter commences to register at about 1 per cent of its full 
rated capacity, and reads to within 2 J per cent of correctness through- 
out a range of from 5 to 100 per cent of its rated capacity All iron 
or other magnetic material has been carefvdly avoided in the con- 
struction of the armature and fleld coils, consequently the magnetic 
field due to each is proportional to the current flowing in it. Further, 
since these fields always occupy the same position relatively to one 
another, the driving force is projKjrtional to the product of the field 
strengths, i.e. to the product of the armature and series-coil currents, 
but the former is proportional to the voltage and the latter to that 
flowing in the mains. Hence the dnving fwce is cc to volts x amperes 
(i.e. watts). With, however, the small amount of friction present acting 
as the only retarding force, even a constant driving force would cause 
the speed of the armature to increase almost indefinitely. An 
additional retarding force has therefore to be used, which shall increase 
proportional to speed, so that the speed may be proportional to driving 
force, i.e. to the watts. This is obtained by the disc D and magnet E, 
for the Foucault or eddy currents set up by the E.M.F.'s induced in the 
disc D, of constant ohmic resistance, by it« rotation between the poles 
of the magnet E, create a drag proportional to speed. Hence, at any 
instant when the driving and retarding forces balance, the speed will 
be constant and proportional to the watts expended in the circuit. 

It will therefore at once be seen that the total number of revolu- 
tions is a correct measure of the total electrical energy supplied, and 
the recording gear will thus represent any desired unit of energy 
(p. 58). The meter will read accurately on either direct or alter- 
nating current circuits of any frequency or power factor. 

Alternating Current Electricity Meters. — These, with two or three 
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exceptions, differ considerably in both construction and working 
principle from electricity meters intended for use with continuous 
ciu'rents. The exceptions alluded to are those types of meters 
possessing a moving fine -wire pressure coil, the current through 
which is led into and out of the coil by flexible connections or rubbing 
contacts. In such delicate appliances as meters the friction at these 
contacts, coupled with that at the bearings of the moving system, is 
liable to and often does introduce errors at light loads when the 
driving force is small. 

The difficulty has, however, in the case of alternating currents 
been overcome in an altogether novel and modern construction based 
on a principle first pointed out by Prof. Ferraris some years ago, 
namely, that motion can be imparted to a solid conductor (free to 
move) through the currents induced in it by a fluctuating external 
magnetic field. In this way a meter can be made with no electrical 
connection whatever to the moving system, and no rubbing contact 
other than that at the jewelled bearings which can be minimised, 
though not entirely eliminated. Such meters, commonly known as in- 
duction motor metei'Sj are in great favour at the present day, and will only 
work with alternating currents. The primary circuit in all of them 
is fixed, while the secondary {i.e, the solid conductor) rotates at a rate 
directly proportional to the true power developed in the primary circuit. 

It will suffice here to describe one of the many forms of induction 
motor meter, namely, the * Brush Outmann^^ which is one of the latest 
and is a true integrating wattmeter. It is made by the Brush 
Electrical Engineering Company, and the construction will be under- 
stood from a reference to Figs. 135 to 139. The line illustration 
(Fig. 135) is only an approximate representation, so far as the general 
size, form, and disposition of parts are concerned, of the construction 
shown by the figures which follow. The moving system of the meter, 
which weighs only three-fourths of an ounce, consists of a thin aluminium 
disc D, which may be teimed the armature, having spiral slots (as shown 
in Fig. 136) for the purpose of obtaining the highest possible driving 
force. This disc is carried on a slender steel spindle E, the lower end 
of which is turned and polished to a ball-shaped pivot, and rests in a 
jewelled (sapphire) centre, the upper end being turned to a fine spindle 
and working in a brass bearing. This latter acts more as a guide 
than a bearing, and is adjustable vertically by the screw-head P, there- 
by enabling the moving system to be removed for repairs if damaged. 

The upper portion of the spindle E carries a non-tarnishable worm 
G (Figs. 135 and 136), which drives the recording train of toothed 
wheels and dials seen in Fig. 138. An aluminium bracket A carries 
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E, and also two thick wire coils 
series with the mafn circuit. These 



the centres for the spindle 
M, M, which are connected ii 
coils M are wound with 
a few turns only of 
thick wire on a non- 
magnetic core, so that 
practically no inductive 
drcip of pressnre, due 
to back E.M.F. of self- 
induction caused by 
the main alternating 
current flowing through 
M, ia experienced at 
full load. The drop in 
pressure due to the re- 
sistance of the series 
coils is about 0*25 volt 
in small meters, and leBS 
in those for larger cur- 
rents, while permanent 
overloads of 50 ptr cent 
or temporary ones of 100 
percent are permissible. 

The coils M are situated so that the magnetic field projected perpendicu- 
larly through the disc P, moving in the air-gap between them, exerta 
a maximum effect in cAiising its rotation, while the strength of this field 





is exactly proportional to the current flowing in the coils M. The 
main aluminium bracket A also supports a well-laminated magnetic 
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circuit HH, seen plainly in Figs. 137 and 139, and eonBiating of a 
number of aCampings out of thin sheet cbnrcoal-iron clamped side 

by aide. It is energised by a. coil V wound, according to the voltage 
of the circuit, with a large number of turns of fine copper wire, in 
order to ha.ve as much self-induction as possible. It is connected as a 
ahunt across the circuit or mains which are distributing the power, and 
the loaa in it varies from 05 to 3 watts, depending on the voltage and 
periodicity of the circnit. The laminated iron circuit H contains two 




air-gaps, one between K, K, in which the disc D rotates (seen in Figs. 
137 and 139), and a much narrower gap between R, R, seen only in 
Fig. 137. This last-named gap is covered by a heavy copper band B 
(Figa. 135 and 137), the ends of which do not quite meet, as shown at 
Y, thus breaking the continuity of the band. This for clearness is 
shown in Fig. 135 at the side, but is actually on the underside of H. 

Each end of B carries a brass connecting block with a hole in it, 
and a loop of iron or copper wire W is passed through these holes and 
clamped by set screws (just seen in Figs. 137 and 139), thus completing 
the electrical circuit through B. When, therefore, the magnetic 
circuit H is energised so that the magnetic field alternates in 
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direction between K, R, » secondary E.M.F. and current (p. 183) 
will be induced in the closed electrical circuit formed by B and 
W. This current is adjusted to such a strength by clamping W 
in a suitable position, thereby adjusting the resistance, that it reacts 
upon the shunt field between R, R just enough to cause it to be 
in qnadrature wiih the impressed E.M.F. of the mains at the 
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terminals of V. Thus ihe modified magnetic field between K, K 
inducos secondary currents in the disc D, which, when acted upon by 
the field between M, M, causes the disc to rotate at a speed proportional 
to the true power given to the circuit with a suitable control or brake. 
The loop W is really the adjustment for the rate of reversal of the 
alternating current, and is long enough to adjust for any rate between 
60 and 133 complete cjclea jier second. A screw L, when raised oi- 
lowered, actuates the adjustment C for maintaining at light loads the 
proportion between speed and power measured, which would otherwise 
be thrown out by the fiiction at the moving pivots. 
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Now in order that the speed of the disc D may be directly 
proportional to the driving torque, i.e. to the trae power in watta given 
to the circuit, some retarding force on D must be introduced whicli 
shall increase in direct proportion to the speed. Without such a brake, 
and with only the small amount of friction at the pivots, the speed of 




D would increase almost indefinitely, even though the driving torque 
remained constant. The brake consists of the combination of the disc 
D with a powerful permanent magnet which is carefully treated and 
'aged,' so as to remain as constant in strength with time as possible. 
This magnet is shown in Figs. 135 and 138, and the disc D rotates 
between its two poles N S as seen. Now as the disc rotates, by the 
principle mentioned on page 193, an E.M.F. and eddy or Foucault 
currents will be induced in it, which, acting on the constant resistance 
of the disc, will produce a retardation {vide p. 249) proportional to the 
speed. The moving system will consequently attain a constant speed 
when the driving and resisting forces balance, and then the watts will 
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be proportional to speed. The number of revolutions of D is recorded 
by a delicate train of tooth-wheels driven by the worm O, and the 
dials of the train can therefore be graduated in RO.T. units, watt- 
hours, or kilowatt-hours. 

The readings of the meter are given as being true within 2 per cent 
from starting load (which is very small, and varies with the capacity 
of the meter) to 50 per cent 
overload for meters up to SO am- 
peres, and in larger sizes within 
3 per cent from starting to 35 
per cent overload, while changes 
of temperature between 40° F. 
and 120° F. have no appreciable 
eHect on the acciu^cy. Meters 
for currents exceeding 100 am- 
peres are worked in conjunction 
with a current or series trans- 
former, which reduces the current 
in the series coils of the meter 
itself to 5 amperes. On the 
other hand, a potential trans- 
former is used with meters for 
pressures exceeding 250 volta. 
Figs. 140 and 141 show respec- 
tively the arrangement of con- 
nections to 2-wire circuits, when 
series and potetUial transformers 
are employed. The arrange- 
ment of connections for measur- Tnniiromier. 
ing the power given to a 3-wire 

single-pbase circuit for currents over 50 amperes, using a series 
transformer, is shown in Fig. 142. 

Measurement of Insulation Beslatanoe. — This has been 
accomplished in the past almost entirely with the wd o£ the so-called 
'ohmmeter,' or by a portable and compact collection of apparatus 
usually termed an 'insulation testing set.' Leaving out of con- 
sideration for the present the source of pressure, some kind "^^ . V**^ 
is necessary in every case, the ohmmeter is an instrument wbic , y 
the deflection of its pointer on the scale, directly '"^'*^*^'^^w 
insulation or other resistance connected to its terminals. Pro 
the most widely used and best known form is the Evera 
ohmmeter, a description of which will be found in nearly 
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electrical engineering text-books. Of the other means for meaauring 
insulation resistance there are miiny different makes, ditfering some- 
ivhat in form and arrangement, but all working on the same principle, 
namely, that termed the dired dfjleciion method. Probably the beat 
known is that commonly called the Silrertown, portable testing set ; and 
when a tolerably high degree of accuracy is required, such 'sets' 
may preferably be used, though more care and experience is required 




in their manipulation owing to them not being direct-reading. As 
both the instruments above mentioned, together with the method 
of using them, are fully described in Eledrical Engineering Testing 
by the author, it is not proposed to give a repetition here. 

We shall therefore confine ourselves to the description of a new 
departure in testing acts, known as the Ererett-Bdgeitmbe direct-reading 
resistance and insulatiiin indicator. It is now generally acknowledged 
that the Wheatstone -bridge method of measuring resistance, p. 91, 
when properly applied, is one of the most accurate for the purpose. 
Messrs. Everett, Edgcumbe, and Co., of London, have designed 
the present indicator, which not only works on the Wbeatstone-bridge 
principle, but is direct -reading in ohms or megohms, and is both 
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compact And portable. A general view of the iodicator set, complete, 
with generator (on the right), is shown in Fig. 143, while a diagram- 
matic sketch of the electrical connections, and also an internal view 
of the indicator itself, is given in Figs. 144 and 146 respectively. 
The indicator seen to the left of Fig. 144 comprises a specially 
arranged high-resistance slide-wire \V corresponding to the stretched 




TRANSFORMER 



Fio. 14e.— Connection to»-Wlre tbiiu. 

wire of a 'metre bridge' (p. 92). In order that this slide-wire W 
may have a high resistance, say 10,000 ohms, it ia formed of silk-covered 
high-resistance wire wound closely in one layer round a stiff rect- 
angular card about 12' x 5", which is afterwards bent round a rigid 
drum about 4" diameter and 5" long. The outride surface of the 
drum is thus covered with wire, the turns beii^ parallel to it« axis, as 
in the ordinary ' Wirt rheostats.' 

Id binding the wire-wound card on, a narrow strip ia left un- 
covered, and the insulation being removed from the wires at this 
position, electrical contact can be made with any turn right round the 
circumference of the drum. A contact at the end of an arm A moves 
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round this bared strip of the turns through & circumferential distance 
of about 1 2", thus making contact with any one as at D, and hence 
with a very large number of equally spaced points throughout the 
10,000 ohms of slide-wire between G and E. This contact is fixed 




itl-EdgcuoibelndhatorSet. 



to a ceutral axle carrying & milled bead V at the top, by which it can 
be turned. It is also provided with a pointer moving over a scale, so 
graduated as to read direct in ohms or megohms as desired. 



In order to reduce the standard known resi 
to a convenient value, a considerable idle resi 
bobbin, is inserted in series with the slide- 
latter only represents a small portion of the two varial 
and DGRE) of the bridge. The standard resiatancea i' 
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istance R, wound on a 

re GWX, so that this 

arms DWX 

e connected 




>r CoiiiKctioiia or Eventt.EdgcUDilx' Btt. 



to a multiple-way key B, three being provided in insulation set*, 
having a range of observation from 10,000 ohms to 50 megohms, and 
five in resistance sets having a range from iV <>^"i ^ 11,000 ohms. 
For an instrument reading up to 50 megohma, r would be made 
= 10,000 ohms, while R would be 100,000 ohms. For the measure- 
ment of smaller resistances from ^'^ to 1 1,000 ohms, the scale is opened 



vii ELECTRICAL AND MAGNETIC INSTRUMENTS 259 

out hy inserting an idle reaiatAnce at each end X and G of the alide- 
wire W. The galvanometer, which is also contained in the same case, 
is an important feature of this set, in that there are no pivots, and 
no levelling is needed other than placing the case on a floor or table. 
A D'Araonval (moving-coil) galvanometer (vide p. 211) is used, and 
consists of a small round coil C capable of turning in the circular 
air-gap between the pole-pieces N, S of the permanent magnet M and 
the centritl soft-iron armature. The coil C carries a pointer P, the 
motion of which on an index scale I can be seen through a small 
glass cover-hole H in the top. The coil and pointer are suspended 




from a brass milled nut T by a spiral suspension, which acts as a 
spring and so prevents damage to the coil by rough setting down. 
The pointer can be adjusted to zero by turning T, The galvan- 
ometer key K is in the centre of the ebonite milled head V, and can 
be pressed by the hand which actuates V. 

To take a measurement of resistance, the resistance to be deter- 
mined is connected to terminab L and E ; or, if this is the insulation 
resistance of the wiring of a building, the copper core of one of the 
wires is joined to L^ >ind E is connected to the nearest gas or water 
pipe so OS to obtain a good 'earth.' A suitable source of E.M.F., 
at least as great as what the installation will eventually work at, 
is joined to terminals + and - , and r is set to a suitable standard 
resistance. A position is then found for the ebonite milled head 
V, so tikat on pressing the key K no motion of the galvanometer 
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pointer P is observed. The value of the resistance is that shown 
on the dial opposite the pointer of the indicator. The scale of 
the indicator is shown in Fig. 146, from which the extreme open* 
ness of it can be seen, and also that the maximum reading is 
eleven times the minimum. The outer scale, which is 12'' long, 




Fig. 146. — Scale of Everett-Edgcumbe Indicator. 

ranges from 1 to 50 megohms, while the two remaining ranges of 
the instrument are 10,000 to 500,000 and j^ ^^ ^ megohms. For 
insulation measurements a magneto -generator is supplied, giving 100, 
200, or 500 volts as desired. Particular care has been taken 
with the design of the brushes (which are plumbago rods) and the 
commutator, which is of a special ring form to minimise sparking. 
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friction, and wear. The spindle runs in ball bearings, and is con- 
sequently very easy to turn. 

The indicator, being quite unaffected by external magnetic fields, 
can be used close to a dynamo or its own generator without the 
readings being affected. Furthermore, it is quite immaterial as to 
which way the generator is turned. The inner scale of Fig. 146 
is for use when measuring resistances from -^-^ ohm to 11,000 
ohms in the case of the lower resistance indicators, and does 
for the five ranges. If this scale is 12"" long, the total range of ^ 
to 11,000 is read off on a scale having the equivalent length of 
5 feet From a reference to page 91 et seq,, it will be understood 
that the indications are unaffected by the voltage, though the test 
becomes more sensitive as the voltage is increased. A pressure of 
200 volts is found quite sufficient for ordinary insulation work ; and 
when great accuracy is desired, as with street mains, where the 
capacity is usually large, a battery of primary or secondary cells 
(preferably the latter) is better than the usual generator. For 
ordinary resistance testing, say from ^^ ^ 1 1»000 ohms, two or three 
L^lanch^ cells are ample. 

Maximum Demand Indicators. — These are instruments of modern 
origin which have been introduced in connection with the supply of 
electrical energy for public purposes with the object of enabling both 
large and small consumers to be charged on an equitable basis. The 
manner in which the demand indicator is used arises from what is 
now commonly known as the nuiximum demand system, the principle 
of which is to charge every customer in proportion to what it costs 
to supply him, plus a reasonable profit. Experience has shown that 
some customers are very much more profit^ible than others to an 
electricity supply undertaking, no matter what price may be charged 
per unit. Thus, the consumer who uses his lamps for a considerable 
number of hours daily throughout the 24, is usually a much more 
profitable customer to the supply company than one who takes exactly 
the same amount of electrical energy in a much shorter period of the 
24 hours. A small customer paying a small bill may in this way be 
more profitable than a large customer paying a large bill. The late 
Dr. John Hopkinson was one of the first to point this out, the reason 
being that, while the meters of both consumers might read the same 
in any given period, the cost of supplying a given amount of electrical 
energy for a given time, say 10 hours, is much less than ten times the 
cost of supplying that same amount for 1 hour. 

The reader will at once realise that if all the customers had all 
their lamps ' an ' at the same time for any period of the day, the 
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supply station would have to be much larger, and therefore much 
more capital would have to be expended on it, than if the same 
amount of electrical energy was supplied over a much longer period. 
Hence the proportion of capital expended for which each customer 
is responsible does not depend on the total amount consumed, but on 
the maximum amount at any one time, i.e, on his maaimum demand. 
For all customers to be treated equally fairly, the one who has the 
greatest maximum demand should pay more per unit than one whose 
maximum demand is less. In practice, therefore, the method adopted 
is as follows : — The maximum demand of the customer, or the greatest 
amount of electrical energy which he takes at one time, is measured 
by what is called a maximum demand indicator or rebate indicate, 
as it is variously termed, which is installed in addition to the ordinary 
meter. He is then charged the full rate per unit for a certain number 
of units out of the total number consumed diu:ing any given period, 
the remainder being subject to a very large discount or rebate. The 
first charge covers the standing expenses of the station ; the second one, 
after rebatement, covers the running expenses, which are a small 
fraction of the whole. Besides having to be a type of registering 
ammeter, the demand indicator must, to a sufficient extent, be 
sluggish in its action, i.e. it should take no notice of a sudden momen- 
tary rise of current lasting a minute or so, and due perhaps to a 
batch of lamps being turned on just before, instead of just after, 
another batch is turned off. 

Since an appreciable amount of energy is absorbed in the instru- 
ment on account of the addition of a registering device in some cases, 
the electro-magnetic (moving soft-iron core) and thermal principles lend 
themselves to the construction of demand indicators. 

We may now describe one form of instrument made by the 
Schattner Electricity Meter Company which has been approved by the 
Board of Trade, namely, the Atkinson -Schattner Maximum Demand 
Indicator. The construction of this is very simple, and will be under- 
stood from a reference to Figs. 147 and 149. It consists of a rather 
special form of ammeter of the electro-magnetic moving soft-iron 
core type, reading direct in amperes and to which is added a 
registering device that in no way affects the action of the instru- 
ment other than very slightly increasing the friction at the pivots, 
due to a slight increase of weight on them. The anmieter portion 
comprises a curved soft-iron plunger or core HI, well laminated by 
being built up of a number of curved, thin soft -iron strips riveted 
together as indicated, the core gradually increasing in thickness 
towards the end H. This tends to make the pull as uniform as 
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possible throughout the range. This is iudicated in the curve, 
Fig. 148, taken from a 10-ampere indicator of an early construction. 
This core is carried at the end of an aluminium arm F pivoted on a 
horizontal spindle running in jewelled centres which are carried by 
the bracket arm D. This arm F is expanded above the centre into 
an aluminium sector frame. The core HI is capable of being sucked 
into a curved solenoid C, wound with insulated copper wire sufficiently 




Fio. 147.— Principle of the Atkinson-SchAttiier Maximum Demand Indicator. 

thick to carry the main current, and supported on an insulating block 
G, which also carries the brass terminal blocks T. 

The registering device consists of a light but fairly rigid sector- 
shaped card A engraved with the scale S of amperes at the top, and 
carrying a curved glass tube RL terminating in the straight limb LM 
and leg MR A pointer P is fixed to the containing-case of the indicator, 
and shows the current corresponding to the deflection of the scale 
and moving system against the controlling force of gravity. A balance- 
weight B, which can be screwed out or in, serves as an adjustment for 
the position of the moving system at the outset. The registering tube 
RLM contains about twenty steel balls, each about ^" in diameter, 
and is filled with a viscous liquid, such as glycerine or oil, through 
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which the balls can move slowly. Since the highest point of the tube 
RL lies in the vertical line xy, any ball {e,g, K) to the right-hand side 
of xy, as HI is sucked into C by increase of current, begins to roll 
down toward M. Consequently the maximum current which has 
passed, since the instrument was last set^ is indicated by the number of 
balls which have left the bend RL and collected in the limb LM. 
The minimum time of action of the tube is about two minutes, which is 
sufficient to prevent any of the balls rolling down due to a short- 
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Fio. 14S. — Curvo for Atkinaon-Scliattiier Maximum Demand Indicator. 



circuit, vibration, or momentary increase in the amount of current 
taken. 

The actuating principle employed, however, prevents a uniformly 
graduated scale being obtained, and, furthermore, every ball does not 
represent either a definite current or the same increment of current. A 
calibration table J therefore occupies the vacant space on A, having in 
the first column, number of halls douun ; second column, corresponding 
current in amperes ; third column, number of units to be consumed 
before the lower rate of charging comes into force. This is shown 
in Fig. 149, which is taken from a photograph of one of the latest 
forms of instrument, having a capacity for 5 amperes. In order 
to avoid wasting the meter-reader's time in resetting the indicator 
by waiting for the balls to slowly return from ML to the curved 
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tube RL, a duplicate scale card and tube is hung upside down on 
the inside of the door. Tbis resets itaelf at leisure, and is always 
ready to replace the one in use at any time. Each instrument is inde- 
pendently calibrated and tested for either direct or alternating currents, 
and is made for any current from 2 J to 1000 amperes. The voltage 
of the circuit of course merely affects the amotmt of insulation to be 
provided for in the electrical portions T and C of the indicator. 

The registering tube has to be most carefully made, especially the 
part RL, which is separately shaped very gradually inside a muffle 
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furnace to insure perfect symmetry and absence of straight portions. 
It is then joined to the rest of the tube LME, and after the insertion 
of twenty steel balls, is exhausted of air by an air-pump. It is next 
opened at the end E under oil or glycerine, etc., which is thus forced 
into the tube. A little bubble of air is left at end E to avoid the 
fracture of the tube from the expansion of the liquid due to rise of 
temperature. Owing to the cost of supply and other conditions 
varying in different towns, the rebate scale to be entered at J varies, 
but any scale can be entered without in any way affecting the instru- 
ment. Usually a rebate is allowed after a consumption equal to that 
of about one hour's use per day during any quarter of the maximum 
current registered. This is about 91 hours per quarter, but a 
round number of 100 is adopted usually. If now the price per 
unit be 6d., then a system of rebate which would commend itself 
would be 6d. for the first 100 hours' consumption at the maximum 
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rate of demand, 4d. for the next 100 hours, and 2d« after- 
wards, and this would merely necessitate an additional column in 

the table J. Space will not permit 
of further discussion on the uses of 
the demand indicator ; suffice it to 
say that the introduction of the 
maximum demand system of charging 
for electrical energy is greatly help- 
ing to stimulate the sale and use of 
this most important agent. 

Frequeney Indicators. — These 
are instruments intended for use 
with alternating currents only; in 
fact, they will not work with con- 
tinuous currents, even if there is 
any object in using them with such. 
There are many instances in which 
it is highly desirable, and in others 
necessary, to know the rate at which 
an alternating current reverses, ie, 
the number of complete cycles per 
second, which is called the frequency 
or periodicUy of the alternating current. 

There is more than one form of instrument for indicating frequencies, 
but we shall confine ourselves here to that designed and made by 
the British Westinghouse Electric and Manufacturing Company, of 
London, etc. A diagrammatic sketch of the working parts of this 
Westinghouse frequency meter is shown in Fig. 150, while its con- 
nections to the circuit, together with a general view of the instrument, 
are given in Figs. 151 and 152 respectively. It consists of two 
well-laminated magnetic circuits M^, Mj, built up of rectangular 
stampings out of the finest Swedish soft annealed charcoal-iron sheet. 
A narrow gap is formed in one of the sides of each stamping, so 
that when they are lightly insulated on one face and assembled side 
by side to the required width there is a narrow air-gap (G) or 
break in each of the laminated magnetic iron circuits M^ and Mj. 
The longer of the two i)olar limbs of both M^ and Mj is wound with 
a coil (Cj or G^ of fine insulated copper ¥nre, the ends of which 
are connected to the terminals T of the instrument as shown 
(Fig. 150). 

Tlie moving system consists of a thin aluminium disc D of rather 
peculiar shape, carried, together with a light pointer P, on a horizontal 



Fio. 150.— Principle of WeitinghouM 
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spindle which runs in jewelled centres. This moving system is very 
carefully balanced so as to rest in any position, and no form of control 
whatever is employed with it It is capable of moving freely through 
the narrow air-gaps 6 of M^, M^, the poles of which just embrace the 
outermost surface of the disc. A series resistance-box B is supplied 
with the instrument, and contains an inductive resistance L and 
a non-inductive resistance R connected as shown. It will now be 
seen that between the two wires W which connect the whole 
arrangement to the mains, the frequency of the current in which 




Fig. 151.— Connections of Westinghouse Frequency Indicator to Circnit. 



is desired, there are two circuits in parallel, namely, L and coil 
Cj in parallel with R and coil C^. But C^ and C^ being similar coils 
and L inductive, an increase in frequency will cause a diminution of 
the current strength in the branch LC^, and therefore a diminution in 
the magnetic field in the air-gap of M^. Moreover, the current in 
branch LC^ will lag in phase more than that in RC^ behind the E.M.F. 
at the ends of the parallel circuit. Consequently the electro-magnets 
Mj, Mg tend, by reason of the currents which they induce in D 
(p. 193) and the phase differences of these currents, to cause the disc 
D to rotate in opposite directions. The disc D and its pointer P 
therefore come to r^st when these opposing forces just balance one 
another. 

But any change of frequency will, by alteration of the currents 
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in the branches, as we liave seen, alter the relntive values of the 
torques due to M^, M^, so that the disc D will move to some new 
position where the forces again balance. Hence the scale divisions 
can be made to represent frequency or periods per second, and, as 
will be seen from Fig. 152, are fairly open. The connections between 
indicator and resistance-box must 
be made exactly as shown in Fig. 
ISI ; while for circuits having a 
higher voltage than 100 to 125 a 
pressure -reducing transformer is 
used which reduces that of the 
mains to the value needed for the 
indicator. The makers calibrate 
all their standard frequency indi- 
cators on mains supplied from a 
generator having a slotted arma- 
ture ; when, therefore, the instru- 
ment is used on a circuit having 
another wave-form, the indications 
will not be correct, and a re-cali- 
bration is necessary. The foregoing description of the principle of 
action of this frequency indicator will no doubt be more easily un- 
dei-stood after the reader has studied the theory of alternating 
curretita. 

Power-Factor Indicators — Phasemetprs. — These are special 
instruments for use with alternating currents only, and in dealing with 
them at this stage it is assumed that the reader has made himself 
familiar with the principles and terms relating to alternating-current 
work. As he will have seen, the fluctuation of pressure and current is 
not only alternating in direction, but each takes the form of a wave- 
curve by means of which the instantaneous values of pressure and 
current can be obtained at any moment of the cycle or period of 
variation. It is only when the circuit through which the current flows 
possesses neither self-induction nor capacity, or, in other words, is non- 
inductive, that the pressure and current waves coincide in their points 
of minima and times of maxima. Under these circumstances the 
current is said to be ' in phase ' with the pressure, and the true or 
effective power expended in the circuit will be the amperes x volts, 
while the 'power fachr' is said to be 1. If, however, the circuit is 
inductive, the current wave is either displaced behiad, or in front of, 
the KM.F. wave (depending on whether the circuit possesses self- 
induction or capacity in preponderance) by a certain amount known 
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as the phase difference and given by the angular distance along 
the base line between their succeeding points of minima. The 
product amperes x volts is now termed the apparent power, while 
the trut power can only be indicated by a wattmeter. The ratio 
— """^ po'*'^'' _ {,08ine a, or the power factor which under such conditions 

■pparent power ^ '^ 

is always less than 1, while a is the angle of phase difference. 

Self-induction tends to cause the current to lag behind, and capacity 
tends to make it lead in front of, the pressure. The current, as 
indicated on an ammeter with these conditions, is the resultant of the 
load ewrenl which is in phase with the E.M.F. and does useful work in 




the circuit, and of the idU or wattless ament which is dead out of phase 
with the E.M.F. and does no useful work in the circuit. From the 
foregoing brief explanation it will be obvious that an instrument 
capable of indicating either power factor or phase difference will 
give an indirect measure of the other quantity. There are several 
forms of power-factor indicators which belong to one or other of two 
types, namely — instruments indicating merely the wattless component 
of the whole current which is flowing in the circuit ; and instruments 
indicating the actual power factor or angle of phase difference between 
amperes and volts. 

We will now consider one of the last-named type, devised and 
made by Messrs. Everett, Edgcumbe, and Co., of London. Fig. 153 is 
a view of the interior, showing one of the cuiTcnt coils removed in 
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Current Transformer 




Voltagre Transformer 



Fio. 154.— Diagram of Connection for Balanced Load. 



order to enable the moving-coil system to be seen. In the case of a 
balanced three-phase circuit, the instrument consists of a fixed-current 
coil, in two halves as shown, which is inserted in one of the mains. 
The moving system comprises three fine-wire or pressure coils fixed, 

with their magnetic 
Axes (vide p. 131) at an 
angle of 120"" to one 
another, to a spindle 
which also carries the 
pointer and is pivoted 
in jewelled bearings. 
Electrical connection is 
made to the three pres- 
sure terminals of the 
indicator from one end 
of each of the three 
moving coils through 
the medium of three 
fine phosphor bronze 
hair-springs. The remaining three ends are joined together and form 
a neutral point Thus the moving system somewhat resembles the 
armature of a Thomson -Houston arc -light dynamo, or that of the 
meter described on page 248. 

A rotating magnetic field is thus produced, and the moving system 
will turn so as to set itself in such a position that^ at the moment 
when the current in the fixed coil reaches its maximum value, the 
magnetic field due to the moving system lies along its diameter. The 
field will rotate in one direction or the opposite, depending on whether 
the current leads in front of, or lags behind, the E.M.F., i.e, on whether 
capacity or self-induction predominates in the circuit. Thus the 
pointer by its direction of rotation will indicate this, and also the 
magniUide by the angular deflection. 

In the case of an unbalanced system, three fixed coils are employed 
also, set at an angle of 120° to each other; one being supplied, either 
directly or through series transformers, from each main. A similarly 
constructed moving system to that described above moves inside 
these three current coils and takes up a position corresponding to 
the average power factor of the whole system. By the insertion of 
plugs so arranged as to short-circuit any two of the current coils, the 
average power factor of the phase containing the remaining coil can 
be indicated. For high-tension systems, transformers are employed 
both in connection with the volt or moving coils and also with the 
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current or fixed coils. The arntDgements for connecting a three- 
phase power-factor indicator in balanced and unbalanced circuits are 
shown in Figs. 154 and 155. The moving coila are sometimes 
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connected to the three mains through a series-coil resistance -box, as 
is shown in Fig. 155. Fig. 156 sbon-s the general appearance of this 
make of instrument, which has the advantage that its indications are 
independent, not only of the voltage of the supply mains, but also 
of the freqvency and toave-/<n-m. This is a unique feature, as the usual 
construction of instruments of this kind, in which a phase difference 
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is produced by means of an inductive or a non-inductive resistance, 
is, of course, only accurate at one particular frequency and wave-form. 
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Electrical Thermometers — Pyrometers. — Increasing attention is 
being given by manufacturers at the present day to the accurate 
measurement of high temperatures in commercial processes. The 
importance of such measurements is becoming more and more apparent, 
especially in engineering and kindred trades, and manufacturers are 
beginning to realise this. The inapplicability of the ordinary mer- 
curial thermometer to the measurement of even mediumly high 
temperatures is well known. This has led to the introduction of what 
may be termed metallic thermometeis^ the principle of which is to obtain 
a measure of the temperature by the corresponding thermal expansion 
or contraction of one or more solid metals arranged in some convenient 
form. Although such thermometers can generally be used for measuring 
higher temperatures than a mercurial thermometer could bear, they 
cannot be used for measuring the temperature of many furnaces, owing 
to the certainty of fusing the metals employed in their construction. 
Thermometers for measuring very high temperatures have received the 
name of pyrometers. 

The importance of such instruments was evidently realised some 
years ago, for Brongniart, of the porcelain factory at Sevres, and 
Wedgwood, the famous potter, both attempted the construction of 
pyrometers : the former by magnifying the expansion of a long iron 
bar placed in the furnace, the latter by constructing a gauge for 
measuring the expansion and contraction of a piece of baked clay 
placed in the furnace. None of these attempts gave consistent results, 
and the air thermometer had to be fallen back on for very high tempera- 
tures. Recent years have, however, witnessed the introduction of the 
so-called electrical pyi'oineter, which can be used to measure low, medium, 
or high temperatures up to 1600" C. and over without any trouble, 
and, as a general rule, with an accuracy to something like 0*5 y^ with 
care. It is almost superfluous to point out the great future before an 
instrument of this kind with such a range and degree of accuracy, and 
in view of the fact that if necessary the indicating portion may be 
placed as far away from the thermometer portion as desired. 

A few instances of its use may, however, be instructive ; for 
example : In the maintenance of constant temperature in the 
various rooms of cold-storage and other warehouses (range - 10° to 
10° C, Le, 14° to 50° F.). In the wards of hospitals which are 
heated by hot water, steam, or the * plenum ' air system (range, 0° to 
20° C, i,e. 32° to 68° F.). In breweries, for controlling the tempera- 
ture of the mash-tuns or keeves, recording the temperature of the 
loort and the cold hop stores. In chemical works, for measm:*ing the 
temperature of * stills ' and * vats,' etc. In other industries, particu- 
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larly those connected with iron, steel, glass, pottery, tile, brick, gas, 
galvanising, and steam-producing appliances, the question of tempera- 
ture is of supreme importance. In some of these, temperatures of 
2700° F. and over are reached, and the variation of a few degrees, 
notably in connection with annealing furnaces and the metallurgy of 
iron and steel, at certain critical stages, may be fatal to the success of 
the process and cause considerable lossi The accurate measurement of 
temperature in steam boilers, superheaters, flues, destructors, etc., 
cannot help but lead to increased efficiency through localisation of 
waste. Having now given the reader an idea of the importance of 
electric thermometers or pyrometers in all kinds of commercial work, 
we will next turn to their construction. 

There are two distinct types, differing chiefly in the principle on 
which the measurement is made, namely : (1) thermo-electric pyr- 
ometers^ which depend for their action on the current generated by 
heating a thermo-couple up to the temperature that it is desired to 
measure {vide p. 385); (2) electiical-resistance thermometers, or those 
indicating temperature by means of the corresponding alteration in 
the electrical resistance of a coil of wire (vide p. 72). The former 
type, although not so accurate as the latter, is much more suitable for 
measuring high temperatures up to 1600° C. (2900° F.), such as 
those met with in blast and puddling furnaces, smelting, pottery and 
glass works, and is less costly. For this reason they are preferable 
in cases where there is a great risk of damaging a thermometer, but on 
the other hand they require more frequent standardising than the 
* resistance ' type. The thermo-electric pyrometer comprises a thermo- 
electric couple consisting of a wire made of a platinum alloy containing 
rhodium, nickel, or iridium and a pure platinum wire, melted together 
at one end. This junction, and from 1 to 6 feet (depending on require- 
ments) of each wire, either side of the junction, is encased in a thermo- 
meter-tube of special construction, and the two free ends brought out 
to two terminals at one end in such a way that the measurements are 
unaffected by any ordinary rise of temperature at this end. The other 
end of the tube, at which the junction is situated, is exposed, and 
hence also the junction itself, to the temperature to be measured. 
The special tube differs in construction according to the maker, but 
* in all cases the object of it is to insulate the wires from each other 
and protect them from mechanical injury and the chemical action of 
any flues or gases. 

The form of construction adopted by Messrs. Hartmann and Braun, 
of Frankfort- on-Main, is shown in Fig. 157, and consists of an outer fire- 
proof tube composed of several short lengths, each having two small 

T 
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holes through from end to end, one on either side of a 
lai^r centr&l hole. These short lengths are threaded 
to the desired length over a central metal tube, which, 
for temperatures up to 1000° C, is made of special 
steel, uid above 1000° C. of platinum, for the length 
that projects into the furnace. The lengths are under 
a constant compression obtained by means of a spring 
and clamping-nut at the terminal end, and the wires 
pass through the two lines of small holes, which 
register with one another. The current produced by 
the E.M.F. set up in the thermo-couple, and which is 
u measure of the temperature to which it is heated, 
is in all makes indicated on a sensitive high-resistance 
moving-coil permanent-magnet voltmeter {nde p. 230) 
having its scale graduated in degrees of temperature. 
Owing to its high resistance, it can be used some 
distAnce away from the pyrometer without the resist- 
ance of the connecting wires or the variation of tem- 
perature of the voltmeter introducing any error. 

ElectPical - Resistance Thermometers. — Turning 
next to this type of instrument, which is not suitAble 
for temperatures exceeding about 700" C. It coiiaista 
of a fine platinum wire, which may be termed the 
bulb of the thermometer, wound on an incombustible 
but insulating frame, usiwlly mica, and placed in a 
porcelain or metal protecting tube, according to the 
temperature to be measured. Either copper or pliitiuiun 
' leading -out wires ' connect the fine-wire coil to the 
terminals. In this type of thermometer the various 
makes differ chiefly in the means for measuring the 
resistance of the coil, whicli increases as the tempera- 
ture increases, the value of which is therefore a measure 
of the temperature to be determined. 

That introduced and made by Messrs. Siemens 
Bros, and Company, of London, in their direct-reading 
pyrometer, is shown diagrammatically in Fig. 158, 
»nd depends for its action on the principle of the 
Wheatstone bridge (mile p. 90). It consists of an ad- 
justable resistance YK in the form of a helical coil of 
wire, which is arranged round the edge of a circular 
dial mounted on a tripod. The dial is graduated in 
either Centigrade or Fahrenheit degrees, and carries in 
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the centre a small moving-coil permanent-magnet galvanometer 6 (p. 
211). A sliding contact, with a pointer, serves to adjust the resistance 
of the variable arm of the bridge 
and to indicate on the dial the tem- 
perature of the pyrometer coil at 
the moment of 'balance/ i.e. 
when the galvanometer does not 
deflect on pressing the knob for 
the position of the sliding contact 
found. The keys are combined 
and fitted to the sliding contact 
so that the act of pressing the 
knob of this contact connects 
the battery, galvanometer, and ^ 
pyrometer. The two remaining 
arms, CX and CY, of the bridge 
may be any two convenient 
equal resistances. It will now 
be seen that considerable ac- 
curacy can be obtained with an 
arrangement such as the above, 
and there is the further advan- 
tage that the indicating in- 
strument is compact and direct- P'o- 1M.— principle of Siemens PjTometer. 

reading, while at the moment of balance there is no deflection to l>e 
read. 

The Cambridge Scientific Instrument Company, who are large 
manufacturers of both thermo - electric and electrical - resistance 
thermometers, make some excellent forms. Fig. 159 illustrates a 
resistance thermometer P, connected by flexible wires to a Whipple 
patent temperature indicator. The thermometer itself varies slightly 
in construction, according to the purpose for which it is required. 
Fig. 160 illustrates the construction suitable for general testing work, 
including the measurement of the melting-points of metals, etc., and 
for temperatures up to 1400° G. (2552° F.). The porcelain tube, 12" 
(300 mm.) long, is protected by a removable steel sheath, which must 
be removed for temperatures exceeding 500° C. or 700° C. (1292° F.). 
In thermometers to be used in high-temperature furnaces the tube 
is porcelain and the leads platinum throughout. The Whipple 
patent temperature indicator mentioned above enables the tempera- 
ture to be read off directly on a scale, either in degrees Centigrade 
or Fahrenheit. The principle involved in it is that of a Wheat- 
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stone bridge, the arrangement being represented diagranunatically 
in Fig. 161, It consists of two ratio or proportional coils x and y, 
the thermometer coil C in series, with a long bridge-wire W, which is 
wound on a frame in the form of a helix. A contact D, capable of 
moving round the helix W, and of making connection with the wire 
of the helix at any point in its length, is actuated by turning the 
milled head H (Fig. 159). 

The position of the point of contact is indicated by an index- 
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pointer on the scale A (Fig. 159), which is graduated in temperature 
degreea The compensating lead L i.s connected as shown, and is 
one of the two pairs shown in Fig. 159, arranged to be under the 
same temperature conditions as the remaining pair, which go to the 
thermometer coil. Since, therefore, any change of resistance of the 
leads going to the platinum coil is accompanied by an eqiial change in 
the compensating leads L, the want of iwlance on the bridge will be 
due to the thermometer coil itself. A sensitive galvanometer B, the 
index-pointer of which can be seen at B (Fig. 159), is connected as 
shown, as also a two-cell dry battery G and battery key P. Referring 
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to Fig. 159, the leads going to the thermometer coil itself are con- 
nected to terminals T, those to the compensating coil to the other 
pair of terminals next to T. Then hj closing 
the battery key F and turning the head H 
until the index at B comes to zero, the tem- 
perature of P can be read off directly on the 
scale A in degrees Centigrade without any cor- 
rections whatever. The company have recently 
installed some resistance thermometers in the 
Royal Arsenal, Woolwich, the indicators for 
reading which are in an engine-room three- 
quarters of a mile away. 

Fig. 162 shows one of these thermometer ' 
sets in use on a Brayshaw'a steel-hardening 
furnace. In this work Mr. S. N, Brayshaw, of 
Manchester, who is a specialist in hardening 
steel, contends that 5° C. makes the difference 
between good and bad hardening. The 
platinum thermometer in conjunction with a 
recorder, such as Callendar'a electric recorder, 
fnmish a continuous record over a week or 
less, an observer being able to read the tem- 
perature without disturbing the record. Such 
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a combination is shown, 
about Jth full size, in 
Fig. 163 and indicates 
a Callendar and Griffiths' 
patent resistance ther- 
mometer connected to a 
Callendar recorder. The 
necessary two-cell storage 
battery, capable of run- 
ning for a week, is 
shown just below the recorder itself. Ftg. 164 shows an annealing 
furnace record taken by such a combination as that just mentioned. 
The temperature is above 700° C, and each space on the vertical 
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8Ciile=4'' C., the horizontal length of the diagram is nine hours. The 
difierence in the firing of the two stokera A and B can be Been very 
clearly t the times of firing are indicated by the well-marked notches 
on the curve. 
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Kia. IS:*,— Resistance Tliennam°t«r in a Ht«el-HircleniDg Funmce. 

Magnetic Testing: Sets — Permeameters. — From a perusal of page 
143 et seq. the reader will be familiar with two very important charac- 
teristics common to all magnetic matenal, namely, its magnetic 
pnineabilili/ and ht/stere-iif. Of late yeais several different pieces of 
apparatus, of somewhat special constnictton, have been devised for the 
purpose of measuring more easily the above-named quantities. With 
merely one or two exceptions, such apiiaratus, and also the older 
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metfaodB on which the measurem«DtB with them are mostly bued, 




require samplea in the form of either continuous rings or long rods, 
which are sometimes trouhlesome to obtain. Moreover, it is well 
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known that two Eimilar castings from the same foundry at the same 
time may differ considerably in permeability, even when run from 
the same pot of molten metal, owing perhaps to one being chilled 
more than the other, or to some other cause. 

It will therefore be seen that a specimen ring or rod may not be 
at all representative of the easting, even when from the same pot, 
and the test on such is often therefore of little value. With the view 
of overcoming these difficulties, a magnetic testing set has recently been 
devised by Dr. C. V. Drysdale, and is now made by Messrs. Nalder 
Bros, and Company, of London. The object of it is to enable manu- 
facturers who buy iron and steel for magnetic purposes to test the 
permeability and hysteresis of the castings or foi^ngs themselves when 
they arrive from the foundry, and thus obtain a trustworthy deter- 
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mination of working values and an accurate estimate of the excitation 
necessary. The complete testing set, arranged in portable form, is 
illustrated in Fig. 165, and the diagram of connections in Fig. 166, 
while enlarged and detail views of some of the parts are shown in 
Figs. 167 to 171. The principal parts comprise a s[)ecial form of 
drill for drilling a certain sized hole in the casting to be tested ; a 
testing-plug, which just fits the hole so drilled ; a portable box 
containing a battery of two large dry cells, which are connected in 
series with an adjustable resistance consisting of a series of resistance 
coils, connected with a multiple block-switch to the battery reversing key. 
By this means different values of magnetising force, ranging from 
H = 5 to H= 100 C.G.S. units, or gausses, can be obtained and read 
off on an ammeter (H, Fig. 166), the scale being graduated directly in 
values of H for a given testing-plug. From the above-named re- 
versing key, connection is made to the two terminals marked M, M, 
to which the flexible leads from the magnetising coil of the plug 
are joined. A small resistance coil CO is joined in series with the 
magnetising coil to compensate for the magnetic lines passing through 
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the air-spaca surrounding the test specimen. The search coil on the 
plug is connected to the two terminals marked S, S, whence its 
discharge pasflea through the galvanometer reversing key to the 
ballistic galvanometer (B, Fig. 166), which for a given plug has 
its scale divided directly in values of B or lines per square em. 




Placing the galvanometer key in its central position, instead of 
breaking the galvanometer circuit, puts it in series with a resistance 
which doubles the total resistance of the circuit The object of this 
is that when measuring permeability and taking ordinary magnetisa- 
tion curves, the throws would be otherwise doubled owing to them 
being obtained by reversing the magnetising current. In measur- 
ing cycles of magnetisations the current is simply made, broken, or 
increased. 
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SaturniDg to the S3)ecial drill which is shown in Figs. 167 and 168. 
It haa four cutting edges at the lower end, which cut a cylindrical hole 



ArtWvQ* 




in the specimen. The drill is, however, made hollow, so that a thin 
rod or pin of the material is left standing in the centre of the hole, as 





shown in Fig. 169, which represents some small specimens of iron and 
steel actually drilled. In addition, cutting edges are proWded at the 
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top of the drill, which give a conicftl shape to the top of the hole 
drilled. The hole, which takes about 10 minutes to drill in Boft cast- 




iron and 20 in wrought^iron or mild steel, is about |' 

.J" in its largest diameter, while the pin 

a hole may be drilled in any position 

where a bolt-hole is afterwards to be 

made, or otherwise in projections left 

specially for the purpose, which may be 

cut off the casting or foiling on delivery 

and sent to the test-room. 

Before attempting to make a test 
with this complete magnetic testing set, 
it is necessary to place the iipparatus on 
a rigid support as free from vibration as 
possible, and level by the screws pro- 
vided at the base of the instmment. 
Then insert the plug tightly into the 
drilled specimen, and connect its leads 
according to the colours on the terminals, 
lastly, see that the gah'aiiometer is at 
zero. If not, remove the cover and 
slightly turn the milled head at the top. 
It is then possible to make one or more 
of the following determinations : — 

Direct Permeability Test. — Set the 
Ijattery key to Direct and adjust the 
resistance until H = 50. Next set the 
galvanometer key to the central position '"-—'■ -.mix nus ""•••v"^- 

marked Resis, and allow the galvanometer needle to come to rest. 
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Magnetiftiii^ 



Throw the battery key quickly over from Direct to Reverse, and 
read the deflection on the scale marked u for H = 50. The \'alue of 
B is also given on the cor- 
responding scale. 

To obtain the B-H 
Curve. — If the specimen has 
been previoiialy magnetised, 
demagnetise it by reversals. 
For this purpose increase H 
to its maximum value and re- 
B the battery key rapidly 
and continually, bringing the 
resiBtauce slowly back stop 
by stop to the lowest value. 
Keep the galvanometer key 
at Resis, allowing the gal- 
1-1 -setf th h piD K ii 8 Pill en vaiiometer needle to come to 
rest, then throw over battery 
key from Direct to Reverse. The value of B is given by the gal- 
vanometer, while that of H is obtained from the other instrument. 
Repeat with successive values of H up to the maximum. 

Retentlvity Tost. — Set H to any required value, and the galmn- 
ometer key to Re.sis. Reverse the battery key and find B, as 
before. Let the galvanometer needle come to rest, then set the 
galvanometer key to Reverse, and open the battery key ; the swing 
gives the temporary magnetisation. Deduct this from the total 
magnetisation before obtained, and the result is the residual magneU 
isation. 

To obtain the B-H Cycle. — Demagnetise by reversals as before. 
Set the galvanometer key to Direct, then make the battery key and 
observe the galvanometer swing and corresponding value of H. After 
the galvanometer needle has come to rest, alter the resistance suddenly 
by one or more stops and again take the awing. Repeat this until 
the maximum magnetisation is reached, after which the galvanometer 
key should be reversed and similar readings taken as the current is 
brought back step by step. The complete cycle can be taken in this 
way, the values of H being given by the ammeter as before, while the 
corresponding values of B are obtained by taking the sum of all the 
galvanometer deflections up to the required point. Examples of such 
observations are given in Dr. Drysdale's paper before the Institution 
of Electrical Engineers, 

Magnetic Permeability Balance. — Without going into the descrip- 
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tion of the varioiw methoda ' for accurately measuring the permeability 
of » epecimeu of magnetic material throughout a wide range of 
magnetieing force, it may be said that nearly all are lengthy and 
tedious operations requiring considerable experimental skill. More- 
over, manufacturers rarely need bo great a range of measurement, 
one or two values of the induction, permeability, and magnetisii^ 
force, at or near the usual working values employed in a given type 
of appliance, sufliciDg for their purpose. In view of these considera- 
tions and the fact that manufacturers are seldom in a position to make 
such difficult determinations themselves, Professor J. A. Ewing has 
devised a magneUe balance by means of which any one who has a 
reasonable amount of intelligence can rapidly and accurately measure 




the permeability of any sample of material within the limits of 
induction-density used in practice. 

The general appearance of the balance, complete, which is made 
by Messrs. Elliott Bros., of London, is shown in Fig. 1 73, while the 
principle of the arrangement of parts at the left-hand side, which are 
not too clearly indicated in Fig. 172, is shown in pan perspective 
elevation in Fig. 173. The balance, which is of the traction type, 
consists of a coil C, of insulated copper wire, having a good soft-iron 
core I which terminates in the soft-iron end-cheeks F and E. One 
cheek F has its upper edge curved as shown ; the other cheek E has a 
V-groove or notch in this upper edge. The specimen to be tested is 
in the form of a rod R, 4" long, and turned accurately to a gauge 
of I" in diameter. One end of this rod rests in the V-groove of E, 
the other end on the curved edge of F. A beam oi- scale-yard A is 
carried by two pivots P, one on each aide of A, which rest on brackets 
B support«d one on either aide of E. Only one pivot and bracket is 
shown for clearness, but the line joining the pivot points passes through 

((.»( othrr Melalt, by J. A. Em ing ; Practical Electrical 
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the points of contact of R and E approximately. The rod R passes 
through a V-shaped stirrup S close to the pole-piece F, and which is 
carried by the left-hand end of A. 

A balance- weight W slides along the beam A to the right of the 
pivots P, its position being read off on a scale D of equal divisions 
attached to the beam. The beam is capable of a small angular motion 
one way or the other about the pivots P, which act as a practically 
frictionless fulcrum, the play or motion being stopped by the bridge 
fixed to F and seen in Fig. 172. The base-board, Fig. 172, to which 

the arrangement indicated in Fig. 1 73 
|D is fixed, also carries a variable rheostat 
of circular form seen next to the 
electro-magnet to the right. Next to 
the rheostat is a reversing switch, the 
handle of which can be moved into 
three definite positions, namely, make, 
hreaky and reverse. On the extreme 
right is a short pillar carrying a hinged 
piece which, when turned up, supports 
this end of the beam while the rod R 
is being taken out or put in. The 
electro -magnet coil, rheostat, and re- 
versing switch are connected per- 
manently in series between the two 
brass terminals shown just to the left of the short pillar. The only 
remaining piece of apparatus required is a small secondary cell, which 
is temporarily connected to these terminals at the time of a test. 

The apparatus is so constructed that the electro -magnet exeii;s 
a magnetising force, with the bar or rod R in position, of H = 20 
C.G.S. units. This value has been chosen because the B-H curves of 
different specimens (vide p. 142) often cross for much smaller values of 
H, i.e. their order of goodness changes when H changes. Professor 
Ewing has, however, found that in the region of H = 20 and over, the 
order of goodness is maintained, and, further, that H = 20 is a value at 
which there is a large difference between different specimens, and 
hence a comparison is all the more easy. From a large number of 
tests it has been found that for H = 20 the values of B vary from 
16,000 in the very best magnetic material to 12,000 in poor material, 
and these have been made the limits of the range of the balance as 
seen by its scale. Owing to the way in which the beam A is pivoted, 
the side of the test-rod R touches the pole-piece F at one and the 
same point, only in a perfectly definite manner, whilst the other end 
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of R which remains in contact with the V-groove in E forms a sort of 
magnetic hinge. A standard rod, the induction-density in which has 
been carefully found by the most accurate method, when H = 20, is 
supplied with the bridge, and the method of making a test on any 
specimen is as follows : — 

The standard rod is placed in position at R, and the slider-weight 
W set to read the induction, on the beam, which it is known to have 
when H = 20. The circular rheostat is then carefully turned until 
the leverage exerted by the beam detaches the end of the standard 
rod from the pole F. The electro-magnet must now be exerting a 
magnetising force of H = 20, so that the standard rod serves instead 
of an ammeter. The standard is next replaced by the rod to be 
tested, and with the same magnetising force of 20 W is now 
moved so that it is likewise just detached from F. The induction 
in it is then indicated by the position of W on the scale beam A. 
Thus the force requisite to detach the end of R from F is a 
measure of the induction B in the rod R for one constant and definite 
value of magnetising force H. The current is reversed two or three 
times, by means of the switch shown, after R is placed in position and 
before moving W, so as to wipe out residual effects duo to previous 
magnetisation. The pole -pieces F and E and the rod R must be 
clean and free from dust and rust, and the scale on the beam is 
obtained by using standard rods having different inductions for the 
same value of H = 20 C.G.S. units. The user of this balance can there- 
fore at once see what kind of a specimen he has as regards magnetic 
virtues, and in most cases this is all a dynamo or motor manufacturer 
wants to know. The balance has an advantage over others of like 
nature employing a traction principle, in that a perfectly definite 
contact between the cylindrically turned surface of the rod and pole 
is much more easily obtained than in cases where the rod is detached 
in an axial direction. The reliability of a balance such as this 
depends largely on the contact surfaces always being in the same 
condition and always touching at the same point. The ease and 
rapidity with which the balance can be manipulated, coupled with its 
extreme simplicity, makes it suitable for workshop use. 

Instruments for measuring Magnetic Hysteresis. — The determin- 
ation of magnetic hysteresis in a sample of magnetic material 
accurately, is a tedious operation attended with some difficulty, and 
calls for an appreciable amount of experimental skill on the part of 
the operator. The methods employed, e.g. tlic ballistic and magneto- 
metric, cannot, however, be dealt with here ; suffice it to say that before 
a measure of the power wasted in hysteresis can be obtained, the B-H 
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curve (cycle) (vide p. 146) must be plotted from the table of numerical 
results obtained in the test, and its area found. Of recent years 
special instruments have been devised with the object of enabling the 
hysteresis of any specimen to be found rapidly and with considerable 
accuracy by a single observation. Such instruments may be con- 
veniently termed hysteresis testers, and the two most prominent forms 
are those devised by Professor Ewing and by Messrs. Blondel and 
Carpentier.^ 

Before going into the general arrangement of these two forms, it 
may be pointed out that the magnetic hysteresis exhibited by magnetic 
material varies in magnitude for the same specimen according to natiu*e 
of the change in the magnetising force and to the manner in which 
it is applied. As measured statically, e.g, by the ballistic method, it 
has one value, which differs from the values obtained in both an 
alternating and rotating magnetic field and is smaller than either by 
some 7 % .^ R. Hiecke ^ and A. Grau find that the hysteresis in a 
rotating field is almost exactly double the value found for the same 
specimen in an alternating field. The rotating field is the type 
of field met with in the armature of a continuous-current dynamo 
and polyphase alternating-current motors, while the alternating field is 
that met with in appliances using single-phase alternating current, as 
for instance the ordinary static transformer. It therefore becomes 
important to be able to measure the hysteresis of a specimen under 
conditions similar to those which it will have to work under in 
practice. This is accomplished in the so-called hysteresis tester. 

Blondel-Carpentier Hysteresis Tester. — A general view of this 
instrument, complete, is shown in Fig. 174, but its construction will be 
better understood from a reference to the sectional elevation given in 
Fig. 175. It comprises a laminated, powerful permanent magnet M of 
U form, capable of giving a magnetic induction of about 10,000 C.G.S. 
lines. It is carried, with its limbs vertical, on a fiat circulai* metal 
plate C, having a boss D which terminates in a fairly thin spindle. 
This spindle turns in a fixed boss E, and its end rests on the end of 
an arrestment-screw G having a tommy head and lock-nut N. 

A main wooden base B, resting on three legs or feet F, supports the 
whole instrument. Through B passes radially a spindle L, terminating 
in a milled disc H at the edge of the base B. To the other end of L 
is fixed a roller disc K having a leather rim, whilst the protruding 
end of the spindle is reduced in diameter and has a bearing in the 

^ Armagnat, Vlndustrie ElectriquCj 7. pp. 543-546, 1898. 

2 Accortiing to A. Dina, ElettriciUX, Milan, Sept. 28, Oct. 5 and 19, 1901. 

8 Ekktrotechn, Zeitschr. 23. pp. 142, 143, Feb. 13, 1902. 
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boss E. When the instrument is being used, the weight of the 

magnet M is Uken by the friction disc K at the point of contact of 

this and the disc C. Thus, turning H causes M to rotat« by the 

friction drive between C and K. By slackening the lock-nut N and 

screwing up the arrestment-acrew 6, the magnet and its attached base 

disc C is lifted off and supported clear 

of the driving roller K and cannot 

then be turned by turning H. The 

driving mechanism should thus be put 

out of action at the end of every test 

and during transit. The poles of M 

are capped with an annular brass 

framing which carries two or three 

small rollers 0. These rotate with 

this framing and roll on the fixed 

annular framing carried by the three | 

pillars A, thus forming the upper 

bearing for the rotating magnet M. 

The test -piece or specimen I ia 
prepared in the form of thin annular 
discs, 55 mm. in outside diameter and Fio. i74.-H)rs«™i«T«tar. 

38 mm. in inside diameter, being cut from the sheet to be tested and 
superposed on one another to a total thickness of 4 mm. These 
dimensions are essential, the specimen being cut or preferably turned 
to size rather than punched or stamped, which has the effect of hardening 
the metal. This test-piece I is centred upon and carried by a brass 
holder V, the vertical spindle of which (shown shaded) can turn freely 
in an upper pivot R and lower adjustable pivot-screw Y. This last- 
named is provided with a lock-nut and is carried at the bottom of the 
brass tube T, the upper end of which terminates in a hollow brass box 
Z. The box and tubes are carried by the fixed framing which is sup- 
ported by the pillars A. The spindle is provided with a pointer P at 
the top and a controlling spring S at its lower end, which is immersed 
in thick oil to give the necessary dead-beat motion to the spindle and 
pointer P. The hollow graduated scale Q is integral with the ring which 
encircles the glass cover, and can thus be readily set round to adjust 
the zero as required. The laminated specimen ring I, which is 
secured to its brass holder V by little flat swivelling spring clips (not 
shown), is supported horizontally between the limbs or poles of the 
magnet M. To place a test-piece in position, the glass cover, upper 
bearing centre for the pivot R, and scale G, which form one piece, are 
removed, and then the index P. The brass holder and its attachments 
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are then lifted out by the milled flange W, the specimea I placed in 
position and secured by turning the three clips, and the variouB parte 
replaced in order, when the instrument is ready for use. 

The rationale of the teat is as follows : — When the permanent 
magnet Itl is rotated the magnetic induction through the test-piece I 
is continuously displaced relatively to the iron, and hysteresis gives 
rise to effects which are closely analogous to those of friction. These 
frictional effects cause the test-piece I to be dragged round in the 
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direction in which M is being turned, a torsional effort being thus 
exerted upon the controlling spring. After a few moments the test- 
piece I and its system settle down into a position of equilibrium, in 
which the hysteresis-couple is just balanced by the opposing effort of the 
spring S. The force of torsion or opposing effort of the spring is pro- 
portional to the angle of torsion, and this angle is directly indicated by 
the pointer F on the scale G. It was pointed out on page 1 49 that the 
work done against hysteresis, in taking a specimen through a given cycle 
of magnetisation, is independent, within limits, of the rate at which the 
cycle is performed. If, therefore, the test-ring I is built up to the 4 mm. 
thickness with not less than four discs, the effect of eddy or Foucault 
currents in them is found to be quite negligible, and the hysteresis- 
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couple will be practically independent of the speed of rotation of M 
and directly proportional to the deflection of P. The hysteresis 
coefficient of any given sample of iron is determined from comparison 
with a standard test-piece the coefficient t/« of which has been very 
carefully found from independent measurement. With, say, the given 
sample in position, turn the wheel or head H sufficiently fast (two or 
three turns per second) to make the pointer P take up a steady 
position. Next turn round the glass cover and scale G until the zero 
is opposite P, the magnet M being in motion as above. Then turn 
the head H at the same speed in the opposite direction, and note the 
deflection D"" of the pointer on the scale. Repeating these operations 
for the similarly formed standard in position in the instrument 
instead of the sample to be tested, and obtaining a corresponding 
deflection D^ we shall have — 

Coefficient of given sample ^"^W"^ ^^ 

whence the loss due to magnetic hysteresis (p. 148) is 

Wh =i7B**' approximately. 

The method employed in obtaining the deflections by rotating the 
magnet in opposite directions successively has 'the advantsige of doub- 
ling the sensitiveness of the instrument and also of eliminating any 
errors arising from the previous magnetisation of the iron samples. 
The results obtained with the instrument can in all cases be relied 
upon to within 5 %, though usually to 2 %, which is quite accurate 
enough for all practical purposes, seeing that the iron under test 
will not be found homogeneous to within such a small percentage, and 
that the index of B in the last relation is not a very definite and 
constant number. 

The causes tending to introduce errors into the readings are : — 

1. Weakening of the permanent magnet M with age ; this source of 
error has been reduced to a negligible amount by only using magnets 
of the highest quality which have been carefully ' aged.' 

2. The coefficient rjg of the standard specimen may change with 
age. Such changes are most liable to occur in iron whose coefficient 
of hysteresis is small, and for this reason the standard is made from 
iron having a moderate value for rj, thus ensuring greater stability 
with time. The instrument has the advantage of being accurate, 
strongly made, and easily manipulated by any intelligent workman 
unaccustomed to testing. 

From what has been said it will be seen that the Blondel-Carpentier 
hysteresis tester measures the kind of hysteresis met with in dynamo 
armatures, ie, rotatory hysteresis. By using the specimen and 
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standard in the shape of similarly formed laminated rods instead 
of rings, the instrument will measure alternating hysteresis. In 
either case the air-gap between the magnet poles and the specimen 
is made sufficiently large to render the magnetic reluctance of the 
specimen negligible in comparison with it. The principle involved 
in the measurement of hysteresis by the above instrument is almost 
identical with that which Professor J. A. Ewing had previously 
introduced and used in his hysteresis tester.^ The general forms of 
the two instruments are somewhat different, Professor Ewing causing 
his test-piece to rotate by turning a handle, the hysteresis-couple being 
measured by the angular displacement of the permanent magnet, which 
is controlled by gi'avity. 

QUESTIONS ON CHAPTER VII 
[Supplement all Answers vnih Sketches when possible,'] 

1. Describe the tangent galyanometer, and prove the relation that exists between 
the current and the deflection. (Ord. T. and T. 1897.) 

2. Show by a sketch how you would connect up an energy meter, such as the 
Elihu-Thomson meter, on a 2- wire circuit. (Prelim. 1897.) 

3. What is the difference, as regards construction and use, between an ammeter 
and a voltmeter ? (Prelim. 1897.) 

4. What forms of ammeters and voltmeters are likely to be affected by 
neighbouring current circuits, — for instance, those on a switchboard, — and what are 
the forms that are practically unaffected ? (Ord. 1897.) 

5. What are the special advantages and disadvantages of electro-static voltmeters 
as compared with current voltmeters ? Describe in detail some form of electro-static 
voltmeter suitable for use in a central station. (Ord. 1897. ) 

6. Describe in detail a wattmeter for use on alternating-current circuits. What 
precautions must be taken in its construction, and what is the exact nature of the 
error likely to be met with in its use ? (Hons. Sect. I. 1897.) 

7. Give sketches illustrating the construction of a coulomb meter and an energy 
meter, each intended to be used on alternating-current circuits. What errors are to 
be looked for in such meters ? (Hons. Sect. I. 1897.) 

8. Describe a frequency meter ; also some form of phase indicator for measuring 
the difference in phase between two alternating currents. (Hons. Sect. I. 1897.) 

9. Give detailed sketches of a galvanometer, with all modern improvements, to be 
used for testing the insulation of somewhat short lengths of well-insulated cable. 
(Hons. Sect. I. 1897.) 

10. Describe in detail a voltametric method of calibrating an ammeter, and a 
potentiometer method of calibrating a voltmeter, and draw attention to the 
precautions that must be taken to secure accuracy. (Hons. Sect. I. 1897.) 

11. What is the nature of the error produced in an electro-magnetic voltmej^r 
used on an alternating-current circuit if the frequency be changed ? How can this 
error be partly compensated for ? and mention any types of voltmeters, should such 
exist, which rec^uire no such compensation. (Hons. Sect. I. 1897.) 

12. Describe a commercial ohmmeter, with sketches, and explain how it is used. 

^ A full description of this instrument will be found in the /tmr. Inst. E.B, vol. 24. 
pp. 898-430 (1895). 
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In drawing up a specification for the wiring of a private house, what standard of 
insulation resistance would you require, and what maximum drop of pressure would 
you allow? (Hons. Sect. III. 1897, and Prelim. 1908.) 

13. Descrihe a method of determining the volume of current in a circuit, with 
the aid of a voltmeter and a series of known resistances, but without the use of other 
measuring instruments. (Hons. Elec. -Metall. 1897.) 

14. Describe, with sketches, some form of moving-coil voltmeter. What are the 
advantages of this type ? (Ord. 1898. ) 

15. Describe a good form of voltmeter for use on an alternating-current system. 
(Ord. 1898.) 

16. What are the most important errors to bo looked for in consumers' meters ? 
(Hons. Sect. III. 1898.) 

17. Describe a potentiometer suitable for measuring from 10 to 1000 amperes, 
and give a sketch indicating the principal dimensions. (Hons. Sect I. 1898.) 

18. Compare the advantages and disadvantages of slide -wire, dial, and P.O. 
pattern Wheatstone bridges. <Hons. Sect. I. 1898.) 

19. How does the construction of an ampere-hour or quantity meter differ from 
that of a volt-ampere-hour or energy meter ? Give a sketch of a good specimen of 
each type. When can one be used in place of the other ? Have you any suggestion 
to make with reference to the name ' recording wattmeter ' as applied to the Elihu- 
Thomson supply meter? (Hons. Sect. I. 1898.) 

20. Describe, with sketches, some form of accurate portable testing set used for 
measuring the insulation resistance of an electric light installation. (Prelims. 1899 
and 1900.) 

21. How does a voltmeter differ from an ammeter in its construction and use ? 
What sort of resistance may be given to a voltmeter used with a single accumulator ? 
(Pi-elim. 1899.) 

22. Describe, with rough dimensional sketches, a good form of standard resistance 
having a value 0*001 ohm, and explain how it is used in the measurement of large 
currents. (Ord. 1899.) 

23. Describe the platinum thermometer, and explain, with diagrams, how it may 
be used with a slide-wire Wheatstone bridge so that uniformly distant scale readings 
shall be directly proportional to the temperature measured. Why are dummy leads 
provided, and how 'are they used ? (Hons. Sect. I. 1899.) 

24. What are the relative advantages of the moving-needle and the moying-coil 
galvanometers for the measurement of very small currents. (Hons. Sect. I. 1899.) 

25. Describe, with sketches, the apparatus required and the method employed for 
measuring the permeability and the hysteresis of (a) an iron rod, {b) a transformer 
core- plate. (Hons. Sect. I. 1899.) 

26. Given a sensitive milliammeter of low resistance, design a set of resistances 
which will enable ^t to be used as a voltmeter to measure up to 1000 volts ; as an 
ammeter, from 1 to 100 amperes ; and as a direct-reading ohmmeter on a constant- 
pressure supply current. (Hons. Sect. I. 1899. ) 

27. Describe the construction and use of a wattmeter, and state the important 
points to be attended to if the wattmeter is to be used on an alternating-current 
circuit. (Ord. 1900.) 

28. What special arrangements, if any, must be employed with (a) an electro- 
magnetic voltmeter, (6) a hot-wire voltmeter, (c) an electro-static voltmeter, when 
they are used on alternating- current circuits ? Have you any reason for adopting one 
of the tyi)es rather than the other two ? if so, explain it in full. (Hons. Sect. I. 
1900.) 

29. Give sketches illustrating ihe full details of the construction of hot-wire and 
electro-static voltmeters. What kind of errors would you look for in testing these 
two types of instruments respectively ? (Hons. Sect. I. 1900.) 
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80. DeBcribe, by means of sketches, the details of the constnictioii and method of 
application of a motor meter for measuring the energy supplied to a house on a direct- 
current three- wire system. (Hons. Sect. I. 1900.) 

81. Give sketches showing the details of the construction of a potentiometer for 
general use, and explain exactly what measurements can be made with the apparatus 
you describe, and state with what degree of accuracy the results can be obtained. 
(Hons. Sect. I. 1900.) 

32. What is the difference between a Thomson and a D'Arsonval mirror 
galvanometer, and what special advantages do each possess ? (Ord. T. and T. 1900.) 

83. What is a wattmeter, and what does it measure? Give sketches showing 
some form of wattmeter suitable for use in a workshop. (Prelim. 1901.) 

34. Illustrate, with drawings, the construction and action of a direct-reading 
magnetic-field tester. Give examples of the use of such an instrument in practice. 
What errors would you look for if you were testing its accuracy ? (Hons. Sect. I. 
1901.) 

35. Explain in detail how a dynamometer wattmeter may be compensated for 
the loss in its pressure coil. (Ord. 1902.) 

36. Describe any moving-coil ammeter with which yon are acquainted. What 
advantages has this type over soft-iron and hot-wire instruments ? (Prelim. 1902.) 

87. What are the essential features of a good house meter ? Describe the 
Thomson energy meter, and show that the number of revolutions is proportional to 
the energy used. Why is it incorrect to call this instrument a * recording wattmeter ' ? 
(Ord. 1903.) 

38. What is an oscillograph, and what are its uses ? Describe any form with 
which you are acquainted, giving full particulars as to the conditions necessary to 
ensure reliable results. (Hons. Sect I. 1903.) 

39. Describe in detail, with sketches, any wattmeter of the 'induction type* 
suitable for three-phase extra high-pressure circuit with which you are acquainted. 
Discuss the sources of error and their approximate magnitude in this type, and state 
how they are affected by the power factor of the circuit. (Hons. Sect. I. 1903.) 

40. Describe in detail the Kelvin current balance, and state what precautions have 
to be taken to ensure that balances for large currents should read correctly on 
alternating-current circuits. (Ord. 1904.) 

41. Describe any alternating-current energy meter suitable fof lai'ge powers (say 
1000 am{ieres and 200 volts) with which you are acquainted, and explain how 
you would test the accuracy of such an instrument on an inductive circuit. (Hons. 
Sect I. 1904.) 

42. Describe in detail, with sketches, any hot-wire ammeter with which you are 
acquainted, and state exactly in what respects such au instrument differs from a 
voltmeter of the same type. (Prelim. 1904.) 

43. {a) Explain the principle of an ' astatic ' galvanometer ; {b) What is meant 
by a * ballistic ' galvanometer ? and (c) For what class of tests is it useful ? (Hons. 
Teleg. 1904.) 



CHAPTER VIII 

ELECTRIC INCANDESCENT LAMPS 

Probably no sabject has, up to the present, received more wide- 
spread attention than that of the production of h'ght by electricity. 
It is true that the most striking development of commercial 
appliances for effecting this object has taken place in the past few 
years, and the result, illustrated by the electric lamp of the present 
day, has been attained by much labour and in many stages of 
perfection. Electric lamps in their present stage of development 
may be broadly classified as follows : Incandescent lamps, Arc lamps, and 
Vapour lamps. In each, the light produced is the result of a trans- 
formation of energy under conditions in which, up to a certain 
point, heat is absorbed in certain matter more rapidly than it is 
given out or radiated, thereby causing a rise of temperature. At this 
point the energy dissipated in a given time is equal to that received 
in the same interval of time, and the temperature then remains 
constant. If the temperature is sufficiently high, some of the 
electrical energy so received will be transformed into light rays, the 
remainder into invisible heat rays. The proportion between these heat 
and light rays will depend on the relation of the conductivity of, 
and the medium which pervades, the matter in which the electrical 
energy is absorbed, to the amount of this energy. It is unfortunate 
that the proportion is so large (the light rays being usually a small 
fraction only of the heat rays) ; for the efficiency of any lamp as a 
light-emitting source is represented by the ratio of the energy re- 
appearing in the form of luminous rays to the total energy given to 
the lamp. This optical efficiency,^ as it may be termed, although 
higher than in many other sources of light, is at the best low, 
amounting to something of the order of 6*0 to 7*6 per cent in the 
ordinary incandescent class of lamp. It is, however, higher in the arc 
lamp, and higher still in the vapour lamp. 

^ * Investigation of the Radiation from the Newer Glow-Lanips,' by W. Vdge (BieU, 
Ann, d. Physik, 28. 21. pp. 1136-1138, 1904). 
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From the foregoing remarks, applicable to lamps in general, we 
may pass on to a consideration of the different classes of lamps, and 
take them in the order mentioned above. 

Incandescent Lamps. — Space will not permit of even a reference to 
the history of such lamps; suffice it to say that the first practical 
attempt to produce one was made as early as about 1 840. Since then, 
a vast amount of attention has been devoted by different scientists to 
the production of such an appliance, with the result that we now 
possess a so-called incandescent or glow lamp which, while not quite as 
efficient as can be desired, nevertheless fills a long-felt want and is a 
commercial success. 

The principle on which the action of these lamps is based is the 
heating effect of a current of electricity flowing through a conductor 
{vide p. 54 et seq,). We have seen that the energy expended in t 
seconds in a conductor of resistance R ohms carrying a current of 
A amperes is 

A^R^ joules, 

or, if J = Joule's equivalent (p. 55), the amount of heat (H) pro- 
duced is 

11==;==- units. 
J 

Thus it is seen that for a given current the amount of heat 
produced per second depends on R ; and the greater this resistance is, 
for the same conditions, the greater the amount of heat produced. 
The trend of research, then, has been to find a material which, 
while having a considerable specific resistance (p. 69), was also very 
refractory in natiu'e, and hence capable of withstanding the very high 
temperature to which it must be raised in order to emit luminous rays 
in addition to heat rays. The materials which have been tried in the 
now well-known ordinary form of glow-lamp are platinum, osmium 
(see p. 317), iridium,^ thorium, an alloy of platinum and iridium, 
titanium carbide, and carbon. Of these, practically carbon only has 
survived the trial, and is now universally employed for the filaments 
{vide p. 297). The reasons for this choice are : — 

Firstly, that with carbon (which is a non-metal), after the temper- 
ature of incandescence is reached, the luminous rays increase more 
rapidly, as compared with the non-luminous or heat rays, for further 
rises of temperature than is the case with the metals. 

Secondly, in addition to carbon giving a better optical efficiency, 
its temperature of volatilisation is higher than that of metals, and hence 
it can be raised to a higher temperature than they can. This is an 

^ Scu Amer. 91. p. 338, Nov. 1, 1904. 
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extremely important advantage, for the optical efficiency of a light- 
emitting source depends very materially on the temperature. For 
example : an increase of 1 5 per cent in the temperature of a luminous 
source near the point of volatilisation may produce an increase amount- 
ing to as much as 30 or 40 times {i.e, 3000 to 4000 per cent) more light. . 
In the case of metals, the temperature at which they emit light is not 
much less than that at which they fuse, whereas carbon has no actual 
fusing-point — only a region of volatilisation for temperatures higher 
than that needed for ordinary bright incandescence. 

Thirdly, the sectional area of carbon can be made more uniform 
than is possible with that of metallic wires. This is an extremely 
important consideration, as will be seen presently, and materially helped 
the decision in favour of carbon. 

Manufacture of Electrie GIow-Lamps. — Passing on now to the 
construction of electric incandescent or glow lamps. Comparatively 
few people, out of the very large number who use these lamps, have, 
doubtless, any idea at all of the intricate nature of, as well as the skill 
and experience required in the manufacture of, this apparently simple 
appliance. They would, however, soon be undeceived if they knew 
that this simple-looking lamp, comprising merely a glass bulb fitted with 
a brass cap outside and the conducting thread or filament inside, was 
the object (from first inception to completion) of between thirty and 
forty distinct processes or operations, most of which are of a most 
intricate and delicate nature. 

The Filament is of course the chief feature of an electric glow- 
lamp, its composition and evolution very materially affecting the 
ultimate behaviour and success of the lamp. In all cases the filament is 
now made from cellulose — & more or less transparent, gelatinous hydro- 
carbon giving a better efficiency and having a longer life than the 
original filaments made from bamboo. Different makers prepare their 
cellulose in different ways, as follow : — 

1. Heating the purest cotton wool obtainable with a solution of 
zinc chloride (in which it dissolves) in a suitable vessel ; the solution, in 
the form of a thick syrup when cool, being decanted and then ready 
for use. This is a very commonly used method nowadays. 

2. Treating special kinds of paper chemically in such a way as to 
produce a thick plastic solution of cellulose. 

3. Treating the purest cotton wool to a combined washing and 
boiling operation in distilled water in order to remove any * dressing,' 
dirt, or otlier foreign adherent accruing in the course of its manu- 
facture. After being dried, it is wound loosely backwards and for- 
wards round two opposite sides of a rectangular glass frame of such a 
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size that each ply is a little longer than the length which the finished 
filament is to have and does not touch any other ply. The glass frame, 
thus wound with this prepared cotton, is next immersed in a dear 
solution consisting of concentrated pure sulphuric acid and pure 
water in the proportions of 2:1, the temperature of which should 
be 15° C. This operation, which takes only a short time, is complete 
when the last traces of the strands in the cotton disappear, the frame 
then being immediately taken out and reimmersed for some hours in a 
stream of clean cold water. It must next be immersed in a bath 
containing a 1 per cent solution of ammonia and water to neutralise 
the last traces of acid, and finally again in the stream of water. The 
thread (as we may term it) so formed has now quite a different 
appearance from that of the original cotton, having been converted by 
chemical action into the transparent, gelatinous substance — cellulose. 

The next operation is to cause the thread to assume the desired 
form of filament while still wet and in a pliable condition. 

In the case of methods 1 and 2 above, the thread is obtained by 
forcing the cellulose solution, under pneumatic pressure, through 
orifices or dies. These consist of sapphire-agate stones mounted at 
the end of the tubes leading from the cellulose reservoir, and which 
contain holes of various diameters corresponding to the cross-sectional 
area of filapient required. The cellulose issues from the dies in a 
continous thread, and coils itself into tall glass jars filled with spirit such 
as wood alcohol or other setting solution, which sets and hardens it. 
After renaaining in this solution for a sufficient time to get rid of 
the remaining traces of zinc chloride (in some cases three or four days), 
the thread, which now resembles fine catgut (being clear, tough, and 
flexible), is treated with water or chemicals, and in all cases finally for 
several hours to a stream of water to get rid of all traces of such chem- 
icals, after which it is dried. Simple as the process up to now appears 
to be, great care has to be taken in obtaining exact proportions of 
ingredients in solutions and mixtures. The temperature of these 
together with the forcing pressure at the dies for a given diameter 
of thread have to be carefully maintained in order to ensure 
success. 

Shaping the thread is an operation which presents no difficulty, 
and in methods 1 and 2 is effected by winding the prepared thread 
over carbon blocks or * formers ' shaped to the desired form of filament. 
In method 3 this winding is done while the thread is still wet 
from the final washing operation, it being previously cut from the 
frame into the several plies, only at the points where it touches the 
opposite sides of the dipping-frame round which it is wound. In 
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this way a uniformity of texture is ensured throughout each ply 
which goes to form one filament. 

Capbonisingr the Thread. — In methods 1 and 2, the carbon 
* formers ' thus wound with the thread, and in 3 only the ' formed ' 
threads, which (when dry) have been cut off the former, are packed 
all round with powdered carbon or plumbago in iron or graphite 
crucibles. Considerable care has to be taken to ensure the air around 
the blocks and thread being displaced by the powder, thus preserving 
them from oxidation when heated. The crucibles are next placed in 
a coke furnace and very slowly brought up to the highest temperature 
obtainable (a white-heat), at which they are kept for a day or two, 
when the furnace is then allowed to die out and the crucibles become 
cold. The filaments, for such we must now call them, when taken 
out of the crucibles will now have been converted from the original 
cellulose into pure carbon, and should be of a good semi-dull black 
colour throughout. 

In methods 1 and 2 they are next cut from the 'formers,' and 
in all cases, by whatever route this individual filament form has 
been arrived at, they should be very hard and show considerable 
elasticity. If they are variously glossy and dull in colour, or irregular 
in thickness, for the carbonising process causes them to shrink, they 
are discarded, air having probably found its way into the crucible 
during the process and spoilt them. Some lamp manufacturers do 
not make their own filaments, but buy them in assorted sizes in this 
condition and stage of production. 

The filaments are next carefully sorted into different dia- 
meters (from about 0'0014 in. upwards in steps), according to the 
known relationship of candle-power and voltage to diameter of 
filament. The diameter is measured by micrometer calipers to 

YT^^^nr^^ 0^ ^^ ^^^^> ^"^ ^h® '^^® ^^<^3 &^® snapped off to the right 
length on a corresponding gauge. 

Mounting the Filament — This operation, which comes next, 
consists in attaching the free ends of the filament to the two platinum 
or other ' leading-in ' wires. As the method adopted for doing 
this, together with the form of support for the wires, differs slightly 
with each manufacturer, a general indication only of the principle 
used by the best makers will be given. 

Referring to Fig. 176, a piece of glass tube T is taken and a lip L 
formed at one end. Two short lengths of thin platinum wire AK, 
AD, cut the exact length from a reel by a machine (at the rate of 
many dozens per minute) which simultaneously flattens one end as 
indicated at K, are firmly jointed to two rather thicker copper wires 
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Fio. 176.— SealiDg 
in Bead and l)e 
tached Filament. 



C. The pair of compound wires CK, CD are then held apart inside 
the tube T, together with two additional platinum wires S in the 
case of high-voltage lamps with ' anchored ' filaments, while the tube 

is heated to softness and the end B then squeezed with 
pliers. This not only seals the joints A A just inside 
the glass bead B, but also an appreciable length of 
the platinum wires AK and AD. 

Costly as platinum is (about £4 per ounce), it is 
the only material which has been successfully used 
until quite recently, owing to it having the same co- 
efficient of thermal expansion as glass, and being un- 
affected by the heat of the blowpipe. Both are 
vital properties, especially the former, since with nearly 
all other metals the heating of the lamp would cause 
unequal expansion of the glass bead B and wires AK, 
AD, and result in the fracture of the bead. Recently, 
however, A. Bainville (iHectriden, 26. pp. 114-5, Aug. 
22, 1903) and C. K Guillaume {tHedricien, 27. p. 
31, Jan. 9, 1904) described the employment of nickel 
steel for * leading-in ' wires in place of platinum, and 
which is rapidly extending. The alloy can be chosen 
so as to have the same coefficient of dilation as the glass into which 
it is fused. 

The flattened ends, such as K, are then passed through a die 
which forms them into tiny cups, as indicated at D, into which the 
free ends E of the filament F are eventually pushed. These junctions, 
which naturally attain a very high temperature, have given con- 
siderable trouble in the past on account of the heat^ so that two 
or three methods of making the joint complete have been devised. 
The first to be employed commercially consisted in cementing 
the ends E and D with a thick paste made of very finely ground 
charcoal, distilled water, together with coarse sugar or starch in just 
sufficient quantity to bind the charcoal into a paste. The cemented 
joint was dried slowly, and was finally completed in the next 
operation. 

The method now commonly employed consists in inserting the 
ends E in the cups D and then pinching the joint with pliers. As 
this, however, would not be sufficient, the filament is short-circuited 
by a special bridge at the junctions and then, together with these 
joints, is immersed in a fluid hydrocarbon, often benzoline or benzene, 
which is rich in carbon and easily decomposed by heat. A suitable 
current, sufficiently strong to make the junctions, such as D, glow, is 
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then passed through them while in the fluid, resulting in the 
deposition of carbon, out of the fluid, all round the junctions. When 
this has gone on to a sufiicient extent, the arrangement is taken 
out and a solid, compact, efficient joint obtained. The supporting 
wires or anchorsj such as S, in the case of long-fllament high- 
voltage lamps, are next hooked round the loops at H, H, and the 
filament with its attachment is then ready for the next operation. 

' Flashingr ' Process. — This is an indispensable and most im- 
portant operation in the manufacture, for on it depends the life and 
efficiency of the lamp. The object of it is to 

(a) Coat the carbon filament with a thin layer of very hard finely 
divided carbon, thereby reducing its initial resistance (always very 
high) to any desired amount ; 

(b) Make the filament of perfectly uniform cross section 
throughout. 

The principle involved in the operation of flashing consists in 
raising the filament to a high degree of incandescence while in an 
atmosphere of some hydrocarbon vapour. The cross section of the 
filament not being uniform, for the pores in it as well as the uneven- 
ness can easily be seen under a microscope, the thinner portions 
become much hotter than the rest, causing the carbon in the vapour 
to be deposited in much greater quantity at such points, as well as 
in every little microscopic hole, thus making the section uniform 
throughout The want of homogeneity in the unflashed filament is 
due to the other constituents of cellulose being driven off in gaseous 
form during the carbonising of the filament, leaving only pure carbon 
behind. 

The arrangement employed in flashing differs somewhat in 
different factories, while the hydrocarbon employed is ordinary 
coal gas, benzene, or some special hydrocarbon, which in many cases 
is a trade secret. The general principle of the arrangement used, but 
not its precise form, may be gathered from Fig. 177, in which V is a 
strong, clear (though preferably coloured) glass vessel, having a rather 
wide rim on which rests a thick glass plate or lid L. The contact 
surfaces are well ground to ensure a good fit, or rubber packing is used 
instead for making an air-tight junction, and the lid carries two terminals 
T, which are provided with metal rods or spring clamps D. A tube P 
with a tap A connects the vessel Y with a quick-acting air-puinp for 
exhausting Y, while the tube Q with a tap B connects to the source 
of hydrocarbon. In some cases only one pipe to the flashing-jar Y 
is used, this connecting through a two-way cock to the sources just 
named. So that the handle placed in one position evacuates, and in 
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the next admits, the vapour. Two holes in the stalks D admit of 
the glass bead with its attached filament F being quickly hung up 
inside the vessel by the 'leading-out' wires G as shown. The 
terminals T, and hence the filament, are connected in one arm R of a 
Wheatstone-bridge arrangement, the remaining three arms, r^, r^ rg, 
being previously adjusted so that balance and no deflection on the 
sensitive galvanometer G is obtained only when F has the desired 
resistance. The E.M.F. E used consists of a dynamo or battery of 
secondary cells giving from 150 volts upwards, the current being 
controlled by a multiple-block variable rheostat H5. 

The operation of flashing is then as follows : With a filament 




Fio. 177. — Connections and Arrangement of Flashing. 

hung or clamped by suitable spring clamps in position, and using 
coal gas or benzene vapoui*, B is shut and A opened, when V is then 
exhausted of air. A is next shut and B opened, when Y is at once 
filled Mdth the hydrocarbon vapour, which rapidly evaporates owing 
to the low pressure inside. In some cases the vapour is obtained 
by sprinkling a few drops of a special hydrocarbon liquid into V 
by a brush through the top, B being kept closed. Y is now 
exhausted through P and the open tap A, which is then closed, and 
nothing but the vapour fills V. In all cases the air is first carefully 
extracted from V to avoid explosions, and when V is full of nothing 
but the carbon vapour, 5 is closed and F brought up to bright incan- 
descence by adjusting H and s. The galvanometer needle G is now 
hard up against the stop, and at the instant when it again arrives at 
its original zero, s is opened. Some makers employ an automatic cut- 
out for breaking circuit, as at 5, when the filament reaches the desired 
resistance. 

The filament F is now coated to a uniform thickness throughout 
with an extremely finely divided, hard, compact pure carbon, which fills 
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every microscopic hole and, moreover, has the required resistance for 
the given candle-power desired. The filament of a 100-volt 16-c.p. 
glow-lamp absorbing 3 watts per candle is about 0*12 mm. in 
diameter and 200 mm. long. Its resistance hot is about 208 ohms, 
and cold about 116 ohms. The filament of a 200-volt 16-c.p. lamp of 
the same efficiency would be from 350 to 400 mm. long. Some 
makers use unflashed filaments, which, having a higher specific 
resistance (ranging from 3500 to 5000 microhms per cm. cube), enable a 
200-volt filament to be enclosed in the standard 100-volt lamp-bulb. 
Tests have shown that such filaments of 1 6-c.p. lose some 40 per cent 
of the c.p. and 30 to 40 per cent in efficiency 
in the first 600 hours of use. This loss of c.p. 
and efficiency in flashed filaments (which are less 
volatile and are stronger) is much less, and hence 
the best makers use such filaments and employ 
a larger bulb to take the longer filament con- 
sequent on the diminished specific resistance 
(about 2500 microhms per c.c.) due to flashing. 

The colour of the filament has now changed 
from black to a steel-grey colour, and it is ready 
to be inserted into its containing-globe. This 
glass globe G (Fig. 1 78) is blown to gauge from 
tubing, and has an open neck N at one end 
provided with two projections P, P at the side. 
The other end is drawn down to a fine bore M, 
to which is fused an enlarged stem E for at- 
tachment to the air-pump. The flashed filament 
F, with its glass bead 6, is next inserted through the neck N of the 
globe G, and the lip L (Fig. 176) fused to N with a good air-tight joint. 
The arrangement is then ready for the next operation, namely, 
exhausting the globe G. 

Evacuating the Lamp-Bulb. — Many difficulties attending this 
extremely important part of the manufacture of an electric glow-lamp 
have, by experience, been either overcome entirely or minimised of 
recent years. It is of the utmost importance to obtain a sufficiently 
good vacuum inside the bulb, for the poorer the vacuum the shorter 
will be the life of the lamp and the smaller its efficiency. The diminu- 
tion in the life occurs through the more rapid disintegration or 
volatilisation of the filament as evinced by the more rapid blackening 
of the inside of the globe through the deposition of carbon on it. 
The diminution of efficiency with a poor vacuum occurs by reason of 
the increased facilities for the conduction of heat from filament to 




Fio. 178.— Lamp Globe. 
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globe and thence to the atmosphere, so that a given absorption of 
electrical energy does not result in such a high filament temperature, 
and therefore also in not such a large proportion of luminous energy. 

The exhausting of the bulb is effected by an air suction-pump, 
various types of which are in common use, namely : — 

The FUms or GeryJc double-acting plunger mechanical air-pump. 

The Sprengel mercurial air-pump. 

The Barr and Stroud rotatory mercurial air-pump. 

As it will be more convenient to give the construction and action 
of these pumps a little later on, we may briefly remark here that the 
larap-bulb is connected to the air-pump used by the only remaining 
inlet or outlet, namely, the glass stem R. Usually several (six or more) 
lamps are exhausted in one operation, each having its stem R fused, in 
an air-tight joint, on to the connection-tube of the pump. The pump is 
then started, the outside of the bulb being played on all over by a 
hand-moved bunsen-burner for the purpose of assisting the pump by 
expanding and driving off residual air and vapour. When the vacuum 
has reached a steady value, the filament is raised just to redness, and 
from this condition, very slowly, to some 30 per cent above full incan- 
descence, thereby ensuring a more perfect vacuum by driving off all 
gases occluded in the filament or other wires, the pump being kept 
going all the time. 

The vacuum should now be sufficiently good, and the portion of 
the stem M being carefully softened by a blowpipe flame, the lamp is 
pulled carefully off the stem R and the current then switched off. 
The stem at M must be only just sufiiciently softened to allow of the 
bulb being pulled away, otherwise the pressure of the outside air will 
cause an entrance at this point and the vacuum to be spoilt. The 
lamps next undergo a photometric test in which the candle-power 
together with both watts and voltage absorbed are determined, and by 
which the lamps are classified and sorted. They are now ready to be 
capped, which operation will be more readily understood from a 
reference to Fig. 179. 

The Cap consists of a piece of brass tube M about f in. long 
and I in. diameter, into the upper end of which is pinned a disc of 
vitrite, porcelain, or some other hard-setting insulating material Q 
capable of standing heat and damp. Two thin plates of brass R, of 
either oval or sector shape, are let into Q flush with its surface, being 
held mainly by little lugs W on R. Two brass pins V are let into the 
tube M at opposite sides about ^ in. from the surface Q, and in some 
cases these serve also to fix Q in the tube M, the main object of them 
being, however, to support the lamp when inserted in its holder (Fig. 181). 
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Fic. 179.— lAinp.Cap (Plan and 
ijection). 



In mounting the cap on the lamp-bulb, the leading-out wires C (Fig. 177) 

are pushed through small holes drilled in R, a cement such as plaster 

of Paris or other hard- setting material 

capable of standing heat and damp (shown 

shaded in Fig. 179) being used to fill up the 

space between the bulb and tube M. This, 

when set, securely fixes the cap, while the 

glass projections P on the lamp prevent the 

cap being t^visted off in the operation of 

inserting and withdrawing the lamp from its 

holder. The ends of the wires C are next 

bent over into a little groove in R and 

soldered fiush with the surface. 

The cap of the lamp (Fig. 179) is made 

entirely of vitrite, which is not only extremely 

hard and a good insulator for high voltages, 

but is unaffected by acid or other fumes. 
The lamp again undergoes a photometric 

test for relative candle-power, voltage, cur- 
rent, and watts per candle-power, the firet 

two together with the trade- mark being 

etched on the bulb by hydrofluoric acid when the lamp is ready for 

sale after it is cleaned. 

It may be mentioned that many makers make an additional test, 

before capping, to that already named in order to see if the vacuum 
is good. This consists in passing a discharge from an ordinary 
Ruhmkorff induction coil through the bulb in the photometer dark- 
room. The tint of the eleciro-staiic glow obtained, which is similar to 
that obtained in a highly exhausted radiographic tube, forms the test 
of the perfection of the vacuum. 

Enough has now been said about the manufacture of an 
ordinary electric glow-lamp to show the reader what a complex process 
it is. It should, however, be remembered that only the principal 
operations in the course of manufacture have been explained. Many 
minor operations and tests take place in addition, and considerable care, 
attention, and precautions are taken to ensure the production of a 
successful lamp and to avoid accidents in its manufacture. Space, how- 
ever, will not permit of these little points being explained, and we 
will therefore give some illustrations of the forms taken by finished 
lamps. 

Forms of Glow- Lamps. — Fig. 180 illustrates a lamp made by the 
Robertson Incandescent Lamp Company for use on 200-volr. circuits. 
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and supplied by the General Electric Company, of London. It will 
be noticed that the double-looped filament is anchored by two stays, 
so that, notwithstanding it being so delicate, it cannot droop or 
short-circuit if the lamp is used in a horizontal or oblique position. 

The maximum diameter of the bulb of this lamp = 2} 
ins., while the over-all length from sealing-off nipple to 
the top of the cap is 4 ins. For lamps of higher candle- 
power, up to and including the 50-c.p. lamp, the same 
general form is maintained, but the size slightly 
increases. 

The candle-powers of lamps made, stocked, and used 
for ordinary lighting work by almost all makers are 
8, 16, 25, 32, 50, 100, and upwards to 2000 c.p. at 
Fio. i80.-High. j^^j„ pressure from 50 to 250 volts. Certain standard 

Voltage Lamp. "^ ^ 

pressures — e.g, 100, 110, 200, and 220 — are, however, 
most generally in operation; and lamps for pressures below 150 are 
called low-voltage lamps, those for pressures above, high-voltage lamps, 

A lamp having a somewhat different arrangement of filament is 
shown in Fig. 181, and is known as a reducing lamp or night-light 
lamp. The longer of the two filaments is the normal one of the lamp, 
and gives 16 c.p. at 100 volts; but should a smaller c.p. be required, 
then instead of inserting an uneconomical resistance in circuit with 
the lamp to diminish its luminosity, the shorter filament can easily be 
put in series with the longer one by slightly turning the lamp in the 
special lamp-holder shown, so that the pins in the lamp-cap engage in 
the first notches seen in the holder (as seen in Fig. 181 they are 
engaging in the second notches, whence the longer 
filament would be alight). The eflect of this is to 
almost extinguish the light from the longer one, while 
the short one glows at full incandescence (2 J c.p.) 
almost as economically as the longer one did at 16 
c.p. A great saving of electrical energy can thus be 
effected with such a lamp. These lamps are also made 
for reducing from 8 c.p. to 2i c.p. and for 200-volt 
circuits. The most economical arrangement is obtained 
when the auxiliary lamp-filament takes half the P.D. 
of the mains at full incandescence. 

Another arrangement of filaments shown in Fig. 

182, and made by the Robertson Lamp Company, is pi„ jgi _xwo-Fiia- 

eraployed in lamps used for ship side-lights in order to ment or Night- 

conform with Board of Trade Regulations. Two "ehtLamp. 

totally distinct but similar filaments, usually of 16 c.p. each, are 





VIII ELECTRIC INCANDESCENT LAMPS 307 

arranged in parallel in a common bulb. Thus, if one breaks from any 
cause the other remains intact, so that the permanence of the light 
does not depend on one filament. 

In order to avoid having to anchor the filament of a high-voltage 
lamp (e,g, one for 200 volts, say) some makers employ two separate 
100- volt filaments in series side by side in the bulb. 
Fig. 183 shows this arrangement in a well-known make 
of lamp, viz. th^ Rohen'tsm, where each filament gives 
8 c.p. at 100 volts. 

Within the last few months Messrs. Veritys Limited 
have acquired the sole agency for a new form of lamp 
called the ^ Aston Bohm liglit.' It consists of an 
ordinary B.C. lamp-cap, a combined opal reflector and 
magnify ing-lens bulb of special design, and a specially fio. is2. — 8hip 
manufactured and shaped filament inside the exhausted ^"****'''*»'^'*^ ^™p- 
bulb. Its useful life is said to be between 700 and 800 hours, and the 
actual c.p. in a vertical direction from 55 to 60. Since the ordinary 
16-c.p. 60-watt lamp only gives a vertical cp. of about 7 J, this new 
lamp will give a vertical illumination equal to about 8 of the ordinary 
type. A saving of 60 per cent in the cost of energy and a very large 
increase in efficiency is claimed, but it must be remembered that the 
illumination is in the form of a directed beam of light on a reduced 
area. This will, no doubt, be convenient in many cases, but since the 
lamp consumes 150 watts with a c.p. of 60 as a maximum, the 

commercial efficiency is only — ^ =2^ watts per candle, and therefore no 

greater than that of an ordinary glow-lamp. 

Another form of lamp, made by nearly every maker, and used a 
good deal for street lighting as well as for other purposes, is that 

shown in Fig. 183. It has a detachable opal glass 
reflector which slips over the cap and rests on the 
bulb. Two separate low-voltage filaments are con- 
nected in series to give a high-voltage lamp for 200 
to 250 volts, and the light is much more concen- 
trated in a given direction with them than from 
those with clear bulbs. 
Fio. 188.— Lamp with High-caiidle-powcr lamps (up to 2000 c.p.) 

Opal Reflector. ^^^^ originally introduced by the Sunbeam Lamp 

Company, who still are the largest makers of them. They are now made 
by almost every maker, and are larger and more efficient than the smaller 
lamps. Fig. 184 shows a 200-volt 300-c.p. lamp with two filaments in 
series^ and anchored in the manner shown. Though less efficient than 
the so-called arc lamp, they are sometimes to be preferred to these 
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for illuminating halls, etc., owing to the softer colour of the light and 
to them requiring no attention. The largest electric incandescent 

lamp is supposed to have been made by the Bryan- 
Marsh Company for lighthouse work (vide Amn\ 
Eledm, 11. p. 340, 1899). It had a c.p. of 5000 : 
two filaments in parallel, taking 236 volts and 3 
watts per candle. The fog-penetrating power of 
such a lamp is much superior to that of an arc 
lamp. 

Frosting the Bulbs. — In some cases the lower 
half of the bulb or pipy as it is tenned, is frosted 
all round, and in other cases the whole bulb, 
either completely or in any special design. The 
effect is a much more subdued and evenly difTused 
light, giving a more pleasant effect to the eyes 
^'%^,^'-l^f-'^^''^^s^ than a clear bulb ; but, as will be seen later, the 

High C.P. Lamp. -^ ' ' 

device absorbs a considerable proportion of the light. 
Frosting was originally done by dipping the glass bulb into a solution of 
so-called white acid prepared by slowly adding and mixing hydrofluoric 
acid with pure water and then adding small pieces of ammonium 
carbonate until all effervescence cease. The solution, now ready 
for dipping, must not be allowed to touch the naked skin, and, 
on account of its eating action on glass and most metals, must be 
mixed and contained in either copper or lead vessels. The lamp- 
bulb is of course removed from the solution when the action 
has gone on long enough to produce the desired degree of frosting. 
Other methods have been proposed for both permanently and 
temporarily frosting, but that used nowadays, and the one giving 
the best results, is by sand-hlad. This consists in holding the lamp in 
the hand and continuously turning it about in front of a nozzle 
through which is forced a continuous stream of fine sand. The 
operator's arms pass through holes in the sides of a box having a glass 
front, and containing the jet. The sharp sand quickly scratches the 
bulb all over and imparts a frosted appearance to it. In this way 
any pattern can be marked, by letting the sand impinge through a 
covering over the lamp which is perforated with the pattern. 

Coloured bulbs are largely used for theatre stage effects and 
illuminations, being either made from pure coloured glass or coloured 
by dipping the .clear bulb in a suitable colour solution. This latter 
is prepared by dissolving aniline colour {e.g, blue, gi*een, yellow, etc.) 
in ordinary collodion, thus forming a strongly adhesive dye which, 
while being unaffected by water, can be removed by alcohol, etc., if 
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required. The bulb, before being dipped in this dye, must be 
thoroughly cleansed from dirt and grease. 

Effleiency of Incandeseent Eleetrie Lamps. — So far we have 
said very little about this extremely important subject, which must 
now be considered more in detail. The efficiency of an electric lamp, 
such as, for instance, that which we have up to the present been 
considering, is always spoken of, for commercial purposes, as the 
ratio of the total watts absorbed by the lamp to the total candle- 
power emitted : in other words, as so many tvatts per candle. This, 
however, is clearly the reciprocal of a ratio which invariably denotes 
the efficiency of all other energy-transforming devices. Consequently, 
since in all such instances we have 

,,„ . ufteful onerffv developed 

Efficiency = ^ -^ , -,- -c^. ' 

total energy absorbed 

the correct representation of the efficiency of a lamp should be in 
cajidles per waity i.e. its optical efficiency as a light-emitting and energy- 
transforming device. In view, however, of the (at present) almost 
universal method of reckoning efficiency in watts per candle — ^an 
expression clearly meaning in-efficiency — ^we must reluctantly retain 
the expression. To make some distinction, we shall term the watts 
per candh the commercial efficiency^ while the candles per watt we will 
call the optical efficiency^ of a lamp. 

Now the efficiency of an incandescent lamp varies with its candle- 
power, so that any mention of efficiency without stating the corre- 
sponding candle-power is meaningless. Unfortunately, too, there is 
no simple connection between these quantities, the candle-power 
increasing much more rapidly than the efficiency after the filament 
attains about one-fifth of its normal luminosity. The actual variation 
will be readily seen from a reference to the curves E and Eq (Fig. 
185) of commercial and optical efficiency respectively plotted from 
the results of a test on a well-known make of lamp marked 
* 200. 16. A.,' which, interpreted, signifies * 200 volts, 16 c.p., class A.' 
This lamp was nearly new, and it will be seen that the candle- 
power begins to increase more rapidly than the efficiency after the 
filament attains a luminosity of about 2 c.p., being approximately 4*5 
watts per candle at the normal c.p. This, however, is by no means 
the highest efficiency at which the lamp can be run, since by raising 
the voltage sufficiently almost any value of watts per candle, smaller 
than 4*5, can be obtained for a time. 

The life of the filament under such conditions diminishes somewhat 
rapidly, and consequently there is a certain efficiency at which any 
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particular lamp may be run, with a given charge for electrical energy 
supplied to it, in order that it may have a reasonable life. Such we 
may term the maximum economical efficiency^ and is that at which the 
cost of operating the lamp is a minimum. With the average cost of 
electrical energy in this country, no economy will be effected by using 
lamps of higher efficiency, or consuming a fewer number of watts per 
candle, than 3*5 in lamps of from 8 to 50 c.p. ; for the increased cost 
of lamp renewals consequent on the much-diminished life at any higher 
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efficiency will exceed the saving due to the smaller consumption of 
energy at the higher efficiency. The greater the number of watts per 
candle consumed, the longer the life and the more constant and 
uniform is the c.p. emitted. Although these glow-lamps are now 
made with definite efficiencies ranging from 2*0 to 5 watts per 
candle at normal c.p. and voltage, an efficiency of from 35 to 4'5 
watts per candle is recommended by most lamp-makers, and should be 
employed, for reasons above stated. 

Not only does the life of a glow-lamp greatly diminish with 
increase of efficiency, but also with increase of voltage, as is clearly 
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indicated in the following table of figures which are the means of the 
respective results obtained from a large number of Robertson lamps : — 
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Reviewing these results in, say, the case of a 4*0 watts per candle 
lamp, we see that an increase of 25 per cent in efficiency diminishes 
the life by some 60 per cent at normal candle-power. Hence the 
variation of life is out of all reasonable proportion to that of efficiency. 

Further, the higher the efficiency the more quickly is the lamp 
destroyed on a poorly regulated circuit. In Fig. 185 are given other 
curves marked R, W, A, and V, showing the variation of candle-power 
with filament resistance (R), with power absorbed in watts (W), with 
current through lamp in amperes (A), and with voltage (V) at its 
terminals respectively. These curves are interesting as showing how 
much more rapidly the candle-power increases than the resistance, 
watts, current, and voltage, after about one-eighth of the full luminosity 
has been obtained. Thus from the curs^e V between c.p. and voltage 
we see that an increase of about 2^ per cent in the voltage at or about 
its normal value raises the c.p. from 14 to 16, or some 14 per 
cent, ue, a variation of 1 per cent in the voltage alters the c.p. by 
some 6 per cent at normal voltage, which is the case with glow-lamps 
in general. 

By slightly increasing the voltage above normal we can therefore 
obtain some increase of efficiency and a large increase in the c.p. 
emitted. The effect of so doing, however, is well shown in Table XIII. 
in the diminution of life which results. On the other hand, the life 
increases enormously as the voltage diminishes from the normal value ; 
but curves E and E^ show what a disastrous effect this has on the 
efficiency. 
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Apparently, then, the consumer may on the one hand escape ScylLv, 
and, on the other, fall in Charybdis if not careful. This leads us 
to what was mentioned on page 310, namely: — 

Maximum Economic Efflciency. — This, as we have already remarked, 
is the efficiency at which the cost of operating the lamp is a minimum 
and at which the best all-round results are obtained, but is not the 
highest efficiency at which the lamp can be used. To be able to 
investigate this further in the case of any particular make of lamp, it is 
necessary to know the rate of variation of the life of the lamp with its 
commercial efficiency. Such a determination is usually lengthy, labor- 
ious, and expensive, entailing as it does life-tests on batches of the 
same type and make of lamp run at various efficiencies throughout. The 
results of such a test are given in Table XIII. for the Robertson lamp run 
at commercial efficiencies ranging between 2 and 4 J watts per candle. 
It should, however, be borne in mind that a similar test on another 
make of lamp might give very different results. Knowing, therefore, 
the following items : — 

(1) Net cost of a new lamp to the consumer ; 

(2) Average life of the lamp when burnt at various efficiencies ; 

(3) Net cost of electrical energy delivered at the meter — the total 
cost of the lighting can easily be calculated. 

If E is the commercial efficiency in watts per candle at which the 

lamp is used ; 
K, the candle-power of the lamp ; 
T, the time in hours for which it is used ; 
L, the life of the lamp in hours at the efficiency E ; 
Fg, the net price or cost in pence of electrical energy per B.O.T. 

unit to the consumer at the meter ; 
Pi, the net price or cost in pence of a new lamp to the consumer — 

P T F K T P 

then the cost of lamp = -y— pence, and the cost of energy = -^i^q^— ' 

pence. 

If T be taken as one hour, then the above costs will be in pence 
per hour, which can at once be calculated. Taking a practical example, 
we will assume that for a Robertson high-voltage 16-c.p. lamp, ?;= 17 
pence, and that L has the values given in Table XIII. at each efficiency. 
Let the cost of energy P« be 5 pence, K being = 1 6 as above. Then on 
calculating each of the above costs for each value of E between 2 and 4 '5 
watts per candle, and plotting them in the form of curves, we obtain 
the curves A showing the relation between lamp cost and watts per 
candle, and D showing the relation between cost of energy and watts 
per candle, which latter is a straight line. Adding the ordinatas {e.g. 
PQ and PR) of these curves together at different points along the 
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abscissae (e.g. at P) we obtain a third curve F of total cmt in pence of 
running the lamp for 1 hour. Tlie lowest point M of this curve 
gives the minimum total cost per hour, and the commercial efficiency 
(2*5 watts per candle) corresponding to this point M is therefore the 




3-0 3-5 

Watts per Candle 

Fia. 186. — Curves showing Maximum Economic Efficiency. 

efficiency at which the total cost of operating this lamp is a minimum, 
or the maximum economic efficiency. 

If Pe is taken as 3Jd. per B.O.T. unit, the cost of lamps and 
other items remaining the same, then curve A will be as before and B 
will be the new * cost-of-energy * curve. The curve of total cost is now 
indicated at C, the minimum value of which is N. Hence the 
corresponding maximum economic efficiency is 2*75 watts per candle. 
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In this way it can be shown that as the cost of energy diminishes 
the portion of the total-cost curve to the left of the minimum point 
becomes steeper, while that to the right becomes more nearly horizontal, 
and hence very flat. Thus when energy is very cheap a considerable 
variation of efficiency makes very little difference in the total cost of 
operation, therefore the lamp may be operated at a larger number of 
watts per candle, and its life thereby prolonged considerably. 

The foregoing deductions are so important to the consumer that 
they may be other^vise stated as follows : — 

With energy at 5d. per unit, the ordinates of the curves D and 
A show that the cost of energy is a much heavier item than the cost 
of lam^Ds. Consequently the consumer will gain by economising in 
electrical energy at the expense of a greater number of lamp renewals. 
This is effected by using high efficiency lamps of the same c.p. (taking 

in this case 2*5 watts per candle). 

po 
Again, with reference to curves A, B, and C, the ratio ps| = 0*2 1 

VW 
nearly, and for curves A, D, and F we have -y^ = ^'21 approximately. 

These figures show us that for an installation using the lamps in 
question the total cost will be a minimum when the cost of lamps is 
about 21 per cent of the total cost. This means that if the lamp bills 
are less than 21 per cent of the total cost, higher efficiency lamps 
having a shorter life should be used so as to bring the lamp bill up 
to 21 per cent. The opposite is of course equally true, but it must 
not be forgotten that the above reasoning might not necessarily hold 
good when the maximum economic efficiency of a complete electric 
light plant (including engines, dynamos, etc.) is considered. 

It may here be remarked, as a set-off to the preceding considera- 
tions, that the Robertson Lamp Company recommends an efficiency of 
4 watts per candle (w.p.c.) for 16-c.p. high- voltage lamps, and 4*5 
w.p.c. for lamps of 8 c.p. and less. The Sunbeam Lamp Company fix 
their standard efficiency at 3*75 w.p.c. for c.p.'s between 16 and 32, 
and 4 w.p.c. for 8-c.p. lamps. 

Life of a Glow-Lamp. — This, as we have seen, depends on the 
efficiency at which it is worked, ie. on the temperature or degree of 
incandescence to which the filament is run. 

P. Janet ^ has determined by electrical measurements the 
temperature of several 10-c.p. lamps taking 065 ampere. From his 
results it would seem that the temperature at normal c.p. is about 
1620". 

Mr. Carl Bering and subsequently Mr. Weaver have discussed in 

1 CompUs rendM, 126. pp. 734-736 (1898). 
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some detail the most economical life as well as the total life of a lamp. 
The relations deducible from such considerations are purely empirical, 
and depend on the increase in the watts per candle per hour, which 
varies with each make of lamp. Professor Thomas found that the 
efficiency varied at a rate corresponding to an increment of 0'003 watt 
per candle per hour for lamps up to about 100 volts, and was very 
fairly uniform. This increase in the watts per candle per hour would, 
however, be greater in the case of a 2 00- volt lamp. 

If several lamps of the same type and make are run at different 

voltages V, it is found that the average life is proportional to yaj* i.e. 

to V"25, while the optical efficiency IJq is proportional to V* and amounts 
to only about 6 per cent or 7 per cent for the type of lamp so far 
considered. This efficiency, though small, is somewhat higher than that 
of an ordinary gas-burner. If C is the current through the lamp, it is 
found that the candle-power is proportional to C^ or V® ; whence the 

life will be proportional to g-e^s and to .^p>4.^ , where CP is the candle- 
power. It must be clearly understood that these relations are only 
approximate, and will vary somewhat in different lamps. 

F. \V. C. Bailey,^ in an exhaustive series of tests on 220-volt 16-c.p. 
lamps of different forms and makes, finds that the useful life of the 
lamps is from 450 to 500 hours, which is about the same as a 3-w.p.c. 
100-volt life. On the other hand, G. V. Williams, in a paper read in 
June 1901, an abridgment of which is given in the same journal of 
August 10, 1901, gives results of tests made by several supply 
companies, with life curv'cs, and states that several batches of 220-volt 
lamps had an average life of 750 to 930 hours without losing more 
than 20 per cent of their rated c.p., and taking 4*18 to 4*6 watts per 
candle. 

Uniformity of Filaments. — Although the object of Hashing a 
filament is to obtain a uniform cross section, this is seldom obtained, 
the mean diameter of the filament close to the platinum mounts often 
being from 25 to 50 per cent less than at the bottom of the loop. 
This is easily explained by the fact that, in flashing, the hottest 
parts obtain the greatest deposition of carbon. Now the temperature 
of the filament near the mounts is less than at the loop owing to the 
conduction of heat along the platinum wires, consequently less carbon 
is deposited here. 

Causes of Failure. — The two main causes of failure in ordinarv 
glow-lamps may be owing to — 

(1) A badly flashed filament or one of non-uniform section, the 

' West. EUctn. 30. p. 425 ; Discussion, pp. 425, 426, June 14, 1902. 



316 ELECTRICAL ENGINEERING chap. 

thin parts becoming rapidly thinner, due to volatilisation caused by 
reason of their higher temperature ; 

(2) Poor vacuum, causing the filament to rapidly disintegrate, and 
which can be detected by the impossibility of keeping the hand on 
the bulb when the lamp is in use owing to it being so hot. 

To these may be added others, namely : — 

(3) Air leaking into the bulb at the platinum leading -in 
wires ; 

(4) Excess voltage, causing the filament to glow to dazzling white- 
ness and rapidly disintegrate ; 

(5) Bad joint between filament and leading-in wires; 

(6) Loose caps. 

It is folly and mistaken economy to use cheap lamps of poor 
quality. The quality of a lamp can best be gauged by seeing the 
candle-hours given out before the c.p. falls to 80 per cent of its initial 
value, at which stage many central-station engineers consider the lamp 
to have reached the end of its useful life, and that it should be replaced 
by a new one. If an average useful life of 600 hours is assumed, then 
an inferior lamp often gives only 60 per cent or 70 per cent of the 
candle-hours of a good lamp. .The small difference in first cost 
between a good and an inferior lamp is quite insignificant compared 
with the corresponding difference in the cost of the useful candle-hours 
in the two cases. From this it follows that the proper renewal of 
lamps with time of use is a matter of tlie greatest importance to 
consumers from the point of view of economy. 

The blackening of the bulb is supposed to be due to the deposition 
of carbon on its inside, the filament slowly volatilising at the high 
temperature and the vapour becoming deposited on the colder surface 
of the glass. Some authorities, however, assert that the blackening 
is largely a chemical effect, and is responsible for very little of the 
drop in c.p., most of it being due to the alteration in the area of 
the filament surface. Further, that the deposit does not depend on 
the degree of exhaustion. Cheap lamps exhibit this effect, however, 
in a marked degree, owing, it would seem, to the usually poor vacuum 
obtained and probably imperfect flashing, the result being a diminishing 
efficiency and lights owing to absorption of light by the blackened bulb 
coupled with a smaller current and therefore filament-temperature 
caused by a thinning of the filament. W. M. Stine states that the 
loss of c.p. is due to the repeated heating of the filament annealing 
the outer layer of carbon obtained by flashing, thus making it more 
amorphous with greater emissivity and lower temperature. 

The effect of * fire-damp' in fiery mines on glow-lamp filaments 
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has been investigated by H. Couriot and J. Mennier,* who introduced 
a mixture of fire-damp and air (9*5 per cent of methane) into the 
bulbs of from 15- to 110-volt lamps taking various currents up to 
2*15 amperes. With none of the lamps in which the filaments were 
not previously broken was there an explosion with the most explosive 
mixture, though the filaments all burnt out. The authors, however, 
managed to explode a mixture by a succession of the sparks caused by 
the ends of a broken filament coming together when shaken, but in 
no case by any incandescent metal or carbon wire. This is an 
important matter for mining engineers, as proving the safety attending 
the use of glow-lamps in any mine. 

Silicon Carbide Lamp. — This lamp, invented by Langhans, was 
introduced by the Premier Electric Lamp Syndicate. It differs from 
the ordinary carbon-filament lamp in the treatment and composition 
of the filament. Silicon in the form of a fine amorphous powder is 
mixed with the cellulose, which has been treated with either sulphuric 
acid or this and phosphoric acid together. The filament is then 
formed in the usual way and carbonised by being surrounded in a 
mufile with powdered carbon and titanic acid to protect the silicon 
from any traces of nitrogen that may be present. The temperature 
is raised high enough to cause the carbon and silicon to combine, and 
the filaments are finally flashed in a vapour containing these two 
non-metals. It is claimed that, owing to the high refractory nature 
of these filaments, they can be run at a higher temperature, and 
therefore a higher efficiency, than can ordinary carbon filaments, and 
this without blackening of the bulb, etc. 

The Crawford-Voelker incandescent lamp has a filament of 
titanium carbide and is bifurcated, the two ends of the filament 
being separated by glass which prevents any discharge at the higher 
pressures. 

Siemens and Halske have devised a method of making filaments 
of tubes, drawn or rolled out of tantalum or niobium, which can be 
filled with conducting substance. This firm have also used a mixture 
of thorium with thorium carbide for filaments, filaments of thorium 
alone being mechanically weak. 

Osmium Lamp. — This is an incandescent lamp of modern origin 
having some valuable properties, and is the invention of Dr. Aner von 
Welsbach. It differs from the ordinary carbon-filament lamp in the 
composition of the filament, which, however, is also enclosed in a 
vacuum. The filaments are made by mixing finely divided osmium 
with soot and adding a solution of cane-sugar, grape-sugar, and gum- 

i CompUs rendus, 127. pp. 559-561 (U98). 
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arable to form a paste, which Is then forced through diamond dies. 
Metal and glass dies cannot be used owing to a harmful effect on 
the filament. The fiiaments being of somewhat low resistance, it is 
diflicult to make the osmium lamp for high voltages owing to the 
length of filament required for such. The filament, which is very 
bard and brittle and of dull greyish colour, tends to warp, but it 
has been found possible to make lamps of 25 c.p. at 4 volts. They 
are mode for pressures up to 75 volts, a 32-c.p. lamp being the smallest 
size at this volt^e. This size has a filament about 40 cms. long and 
01 mm. diameter, with a specific resistance at bright yellow heat of 
10"' C.G.S. units, and takes only TS watt per c.p. Fig. 187 shows 
an osmium lamp as supplied by the General Electric 
Company of London. As seen, the filament consists of 
three loops in series with one another, and each anchored 
at its lower end. 

In recent tests the c.p. of a 1'5-w.p.c. lamp was found 
. to diminish some 9 per cent after 1000 hours, while the 
I life was over 2000 hours. Wedding found the averaf^ life 
of eighteen lamps which he tested to be 1900 hoiu% 
T__ though some ran for over 4000 hours. The lamps on 
osmiorn the average took 2'1 w.p.c. with a loss of 20 per cent in 
c.p. to the end of the test. In another test a 30-c.p. 37- 
volt osmium lamp taking 1'46 w.p.c. gave 24'2 c.p. after 1299 hours 
and took 176 w.p.c, and after 3132 hours gave 237 c.p. taking 
178 w.p.c, the current being 119 ampere at starting and 1-13 at 
the end of 3132 hours. 

One important feature of the osmium lamp is that it is capable 
of withstanding an increase of voltage of from 50 per cent to 70 per 
cent without burning out, whilst the ordinary carbon-filament lamp 
could not stand a 10 per cent increase over the voltage for which it 
was made for an equal time. The coiour of the light in the osmium 
and carbon -filament lamps is much about the same, while the relation 
between cp. with amperes, volts, watts, and efficiency respectively, as 
shown in Fig. 1S5, is also similar. The filament resistance, however, 
of the osmium lamp increases, whilst that of the ordinary carbon lamp 
decTf lines, for increase of current 

An interesting point is raised in connection with the temperature of 
the filament. H. F. Weber, in 1891, showed that the absolute tempera- 
ture of the carbon filament under ordinary conditions lay between 1665' 
and 1620^ and from -,'^ to li times normal brightness the change 
of temperature amounta to something like 180° only. Now in the 
osmium lamp, according to Lombardi, the absolute temperature is, 
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under normal conditions, about 1435" ; and therefore it would appear 
that the osmium lamp with a lower temperature has a higher eflSciency 
than the ordinary carbon-filament lamp with a higher temperature. 
Comparing this with the statement on page 297, it would seem difficult 
to balance the two, and more than one reason has been suggested to 
account for it. 

The absolute temperature T is deducible from the relation 



« C.V 



Tc = 

where K^ is the radiation constant, which Lombardi finds to be 
0-0000164 for osmium lamps, and Weber finds to be 00001 71 for 
black carbonp and 0000129 for grey or graphitic carbon. J repre- 
sents Joule's equivalent) S the radiating surface of the filament, C 
the current, Y the volts, K a constant for all solid bodies having the 
value 0*0043, « the Napierian logarithmic base = 27 1828. 

An interesting paper, comparing the optical efficiencies of difierent 
forms of lamps together with the colour and spectra of the light, is 
given by W. Voge {vide footnote, p. 295). 

* Osmi * lamps, as they are now briefly termed commercially, are 
run three in series for low- voltage and five in series for high-voltage 
circuits, each batch comprising lamps of the same voltage and c.p. 

Evacuation : Air-Pumps. — We may now turn our attention to the 
ways and means for producing a vacuum in electric incandescent lamps. 
While this vacuum should be as good as possible in order that the 
loss of heat by conduction and convection from the filament to the 
bulb may be minimised, the vacuum obtained in such lamps is far from 
being a perfect one. Improvements in air-pumps, by means of which 
a vacuum is obtained, coupled with various expedients resorted to in 
their application, have resulted in much better vacua being obtained 
more expeditiously now than some few years ago. The many forms ^ 
of air-pumps may be broadly classified as follows: (1) Mechanical 
pumps, non-mercurial; (2) Mercurial pumps, non -mechanical ; (3) 
Mechanical-mercurial pumps. 

Of the purely mechanical types of air-pump, in which no mercury 
is employed, it will suffice to take the now well-known Fleuss • Geryk ' 
vacuum-pump made by the Pulsometer Engineering Company, of 

* Double-acting mercury pump {ZeiUchr. Itistnnnentenk, 23, pp. 47-49, Feb. 1903) ; 
automatic mercury -jet air-pump {Ann. d. Physik, 10. 3, pp. 623-646, Feb. 1903) ; 
mercury rotary air-pump for vacuums of ^^^oVsv atmosphere (iV. CimetUo, 5. pp. 233-242, 
April 1903) ; automatic mercury vacuum-pump, Toepler type {Phil, Mag, 6. pp. 316- 
322, Sept. 1903) ; mercury vacuum-pump {X, CimefUo, 1. pp. 187-189, March 1901). 
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Reading, and which has a reciprocating motion. Mechanical pumps 
prior to the introduction of the Geryk form some eleven years ago 
could not be depended upon for producing a vacuum of less than 2 5 
millimetres off perfect. This degree of vacuum was of course useless 
for electric incandescent lamps, and therefore euch a pump was only 
used in the manufacture in conjunction with a more efficient pump 
(p. 324). 

The general appearance of a Geryk air-pump of the so-called duplex 
form, which ia one very common form of this pump, is illustrated in Fig. 
188. The principle on which it works, together with the construction. 




will be understood from a reference to Fig. 189, which is a sectional 
elevation of one of the cylinders — the right-hand one, the other being, 
however, precisely aimilai', except that it has no pipe at the top end. 
Ab seen, each complete cylinder is made up of two halves, provided 
with flanges, which are bolted together with air-tight packing between 
them. A central piston-rod passes or works through a stuffing-box at 
the top of the cylinder, and carries a piston of pecidiar form at the lower 
end. This piston consists of a cup-shaped easting screwed on to the 
lower end of the piston-rod and carrying another small flanged casting 
which is partially enclosed by the cup and which contains a valve E. 
Between the rim of the cup- and flangc-shapod piston castings is 
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clamped a leather bucket C, which is an easy fit in the cylinder and 
ia kept up to the vails of the cylinder by the pressure of the oil J in 
the annular apace D. The suction- 
pipe A, leading to the receptacle 
to be exhausted, communicates with 
the cylinder above the piston 
through an air-port R 

An air- pipe F communicates 
from A and B to the under side of 
the piston, and is for the purpose of 
relieving the piston on the first 
few strokes. The piston-rod works 
freely through both a combined 
stufiing-box I and deli very- valve 
collar G situated at the region of 
the joint between the two halves of 
the cylinder. It will be noticed ^ 
that an air-tight joint between the 
stuffing-box and piston ia made by 
means of an hydraulic collar I, the 
flange or face of which is pressed 
down on its seating by a spring K, 
and so covers and makes an air-tight 
joint between the valve-collar G and 
annular casting H. The arrange- 
ment thus forms a frictionless equiva- 
lent of a stuffing-box and delivery- 
valve combined. A special oil, 
having a very small vapour tension, 
is contained in the upper half of the 
cylinder over GI up to the overflow 
level of the oil -filling plug L. 
Similar oil J covers the piston (at its 
lowest point of travel) to just under 
the level of the port B, 

The AdioR of the piimp will Flo. ISS.-Sectlon oracrjrk AJrPump, 

now be easily understood, and is as 

follows : — When the piston is at the bottom of a stroke there is a 
perfectly free opening from A to B. As the piston rises the port B is 
cut off and the cylinder full of air is irresistibly carried up to the outlet 
valve G. No air can by any possibility get back past the piston, as 
the piston is covered more than half an inch deep with oil. As the 
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piston continues to rise and the pressure upon it increases, so the 
leather bucket C is forced more tightly against the walls of the 
cylinder. Whatever oil gets below the piston is immediately picked 
up through the valve E when the piston gets to the bottom of its 
stroke again. The piston-valve E only moves when the pump begins 
to exhaust, and is quite inactive when the vacuum reaches about 1 3 
mm. less than perfect. When the piston is at the top of its stroke it 
is in contact with the valve G and lifts G J in. off its face, giving a 
free outlet for the air But there is so much oil on the piston that a 
considerable quantity of it is forced through the valve at G, driving all 
air before it. While the piston is at the top of its stroke the valve 
cannot close, and the oil at J and in K becomes, for the time being, all 
one body, so that no air can possibly return although the valve is fully 
open. As the valve G is resting on the piston it cannot close until 
the piston has made \ in. of its descent, and consequently oil equal to 
J in. in depth will have entered the cylinder ready to be discharged 
behind the air upon the next up-stroke. 

From the above description it will be seen that all working joints 
are liquid -sealed and self-adjusting, and therefore the vacuum is 
independent of tight-fitting mechanical pistons and of wear. Also all 
valves are automatic, so that the air meets with no resistance at all. 
There is no clearance space, and both the suction and delivery of air 
is absolute, however slowly the pump is worked. 

With a single-cylinder pump a vacuum within J of a millimetre 
can readily be obtained. With a double- or duplex-cylinder pump, 
such as that shown in Fig. 188 with the two cylinders in series, Le. 
with the second barrel exhausting from the first, a very much higher 
vacuum can be produced. With a good drying-tube a vacuum within 
TTnnr P^^** ^^ * millimetre less than perfect (measured on a large 
M*Leod gauge) has been obtained with such a pump. 

The Geryk vacuum-pump is largely used by incandescent electric- 
lamp makers both for * roughing out ' preliminary to final exhaustion by 
means of the next pump to be described, and also for final exhaustion. 
The size of pump usually employed by them is that listed as Duplex 
B and shown in Fig. 188. The diameters of the cylinders of this 
pump are each 2 J ins. and the stroke of the piston 5 ins. The time 
taken to get a vacuum depends on the size of the vessel to be 
exhausted and the degree of exhaustion required ; but the above 
pump will exhaust about as much in one minute as a Sprengel mercury 
pump (p. 324) will in an hour, while giving a vacuum comparable with 
that of the Sprengel. It has the further advantages of requiring very 
little power to work it owing to friction being reduced to a minimum, 
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and of being able to hold a vacuum for any length of time. The speed 
of the fly-wheel should be from 35 to 40 revolutions per minute. 
A drying- bulb containing phosphoric anhydride must always be 
inserted as close to the pump as possible, and between it and the vessel 
to be evacuated, for it is as important to keep the pump-oil free from 
water vapour as the vessel to be exhausted (mde p. 327). 

The Geryk pump is also made in sizes up to a capacity of 100 
cubic feet per minute; which size, having two 15-in. and two 9-in. 
cylinders, requires only 2 h.p. to drive it. The Duplex pump 
worked with the two cylinders in parallel, i.e. both exhausting 
from the vessel, a vacuum to within 0*25 mm. can be obtained. 
When worked with the two cylinders in series, i.e. one exhausting 
from the vessel to be evacuated and the other cylinder exhausting 
from the first, a vacuum something like -^thrt ™^< ^^^ tha.n perfect 
can be obtained with clean dry air. Cylinders in parallel exhaust 
twice as much air in a given time as when in series. 

Turning now to the second class of pump, ib should be remembered 
that while several kinds of non-mechanical mercurial air-pumps have 
been devised from time to time, that known as the Sprengel is the most 
widely used. The form or general arrangement of this air-pump 
varies slightly, however, with the firm employing it, but the form as 
used at the present time by one of the largest lamp manufacturers in 
this country is shown diagrammatically in Fig. 190. It consists of a 
connected system of glass tubes, bulbs, and cisterns combined with 
some convenient form of quick-acting mechanical air-pump which is 
in communication with tube P direct and with C through an additional 
valve not shown. Some five or six glow-lamps, only one (L) of which 
is shown, are simultaneously exhausted, being fused to the glass nipples 
N of a cross-tube H, which is in communication with the pump-head 
M through a drying-tube T containing some highly hygroscopic sub- 
stance such as phosphoric anhydride (as a drying agent). The pump- 
head M comprises an outer tube through one end of which is fused 
an inner tube G provided with five or six jets pointing downwards. 
To the outer tube, and opposite each jet^ is fused a fall-tube F about 
8 ins. long, the lower ends of which are fused into a cross-tube Q 
leading to the reservoir D. This communicates with P and another 
reservoir E through a non-return valve V in the form of a float-tap 
which allows mercury to descend but not to flow upwards. A bulb 
K is in communication with P, the pump-head M through an air-trap 
A, and a larger reservoir E through a pipe B about 32 ins. long. 

The action of the pump and operation of exhausting is as follows : 
The mechanical pump first exhausts to the limit of its ability. 
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dependiiig on the type of pump used (up to 28 ins. of mercury for tbe 
ordinnry plunger form ; much more in the case of an oil-sealed Fleoes 
pump, which is always the type used). The upper portions of tbe 




system, including lamps L, are exhausted through P and the reservoir 
I'^ above the mereury in it, and through the valve not sliown, this 
operation being commonly known aa miiijhing out. Mercury now 
flows by gravity out of I> into E through valve V. Air is next 
automatically admitted to E, the mercury iu which is then forced up 
the pipe B into K, when it falls by gravity lo M, and through the jets 



mr 
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in G into the fall-tubes F, and thence into the tube Q and reservoir 
D again. 

The mercury has thus completed a cycle of motion in the path 
of the arrows, but it flows through each jet in G in a stream which 
is more or less discontinuous. Each element of the stream may be 
regarded as a little piston which takes with it, and pushes before it 
down the tubes F, a globule of the air still remaining in the bulbs L. 
These globules collect in D and are taken away at P in a continuous 
manner by the mechanical pump, which is kept running all the time. 
The residual air in L is thus extracted little by little. If C is now 
connected to the mechanical pump for a few moments, E is exhausted, 
and mercury flows out of D into E again, to be once more forced into 
K on admitting air at C. The mercury thus raised to K again falls 
through A, M, F, and Q into D, to be used over and over again. The 
residue of the air in the bulbs L which the mechanical pump could not 
remove is thus rapidly extracted, and at the final stage the bulbs L 
are gently heated by gas jets to vaporise the moist air clinging to the 
inner surface of the bulbs, and which is the chief enemy to a complete 
or perfect exhaustion. The filament is also made to glow to some- 
what over normal brightness to get rid of occluded gas in the filament 
and wires, etc. The drying-tube T is necessary for drying the air 
as much as possible in the bulbs L and that passing to M. Any 
particles of air which might pass from K towards M are trapped in 
the upper part of A. 

The time taken to exhaust the bulbs L from first starting the 
pump to sealing the bulbs off from the nipples N is about twenty 
minutes when a Fleuss *Geryk' pump is used for roughing out, 
and the vacuum obtained is almost absolute in the case of such a 
pump as the above. As the degree of exhaustion goes on, the noise 
of the pellets or drops of mercury striking one another in the fall- 
tubes F increases. When the noise or clicking of these ceases 
to increase, the vacuum is known to be sufficiently good and the 
lamps are sealed off one at a time. 

The arrangement of pump shown has the advantage that the 
operator is secured against the poisonous vapour given off by mercury 
exposed to the air ; for, as seen, all the mercury is completely enclosed. 
This is very important, seeing that in most of the large lamp factories 
several tons of mercury are in circulation through the many pumps 
employed. The means employed by different manufacturers for 
producing the circulation of merciiry — in other words, for raising 
the mercury from the bottom reservoir, such as E, to the top reservoir, 
as for instance K — vary somewhat. 
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The only important example of air-pump coming under the last- 
named class given on pi^e 319 is that devised and put on the market 
recently by Professors Barr and Stroud of Glasgow. This mecbsnic&l 
vacuum-pump is purely of a rotatory type and containa mercury, ^rhich 
features distinguish it clearly from the Geryk mechanical vacuum- 
pump. 

The construction and action of the Barr and Stroud air-pumj> is 
simple and in many n-ays novel, and will be understood from a 
reference to the sectional end and side elevational drawings of one of 
these pumps as shown in Fig. 191 (I. and II.). It consists of a 
somewhat flat-shaped cast-iron box or receptacle A, the lower half of 




the ends of which is nearly semicircular and is provided with a foot. 
Through a hollow boss of rather special design about the centre of one 
side passes a shaft Q which terminates in a boring in the opposite 
side that doea not go through to the outside as seen in Fig. 191 (I.). 
Against the base of the coned collar seen on this shaft is pressed 
suitable packing P by means of a flanged nut. The shnft is rotated 
by tiu-ning the V-grooved pnlley H either by hand or by a round belt 
from a small motor. This pulley rotates on the outside of the hollow 
boss and drives the shaft by means of a pin in its side engaging the 
arm C fixed to the shaft. Mounted on the shaft inside the box, and 
driven by it, is a rather wide circular disc G, which is flat on one side 
and terminates on the other in a peculiar-shaped boss having an 
annular recess in its periphery, as seen in Fig. 191 (I.). Over the 
upper portion of this rotating drum and enveloping both sides and 
periphery is a cast-iron box B. The outer box A has an air-tight 
cover formed by a thick glass plate E with rubber packing, indicated 
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by the black circles, between it and the rim of the outer box A. 
The rotating drum has three separate spiral channels leading from 
its periphery to the face of the boss, as shown at 0, Fig. 191 
(I. and XL). A pipe or tube I, Fig. 191 (11. ), passes through an 
air-tight stuffing-box or gland Q in the outer case A into the 
inside of the box -cover B, thus communicating from the vessel to 
be exhausted to the inside of B. The rapidity of exhaustion is 
increased by connecting the space F outside B and between B and A 
with an ordinary mechanical air-pump through the pipe E, which 
communicates with the space F. Mercury is poured into the pump 
and takes the level LM between A and B and the level NN^ between 
G and B. 

The Actum of the pump is as follows: The handle being slowly turned 
so as to slowly rotate the drum in the direction of the arrow, the portion 
of each channel as it rises above the surface of the mercury NN^ is 
filled with the air inside B. This volume of air is forced through the 
channel as its mouth turns below the line NN\ and the mercury forces 
its way in like a very tight-fitting piston. This air finds an outlet 
through the apertures in the boss of the drum into the space F 
outside B, and is then taken out of this by the roughing-out pump 
attached to R. 

The pump, though rotated very slowly, is fairly quick-acting ; for, 
since there are three channels 0, three gulps of air are taken from the 
inside of B, and therefore from the vessel being evacuated, per 
revolution. Very little power is needed to drive the pump, which is 
very suitable for exhausting electric lamp bulbs. Far higlier vacua 
can be obtained with this type of pump (by letting it work longer 
on the exhaustion) than is required for an electric glow-lamp. The 
time taken to exhaust will, as in the previous pump considered, depend 
on the size of vessel to be exhausted, the degree of vacuum required, 
and the care with which the air is dried. A drying-tube of phosphoric 
acid must be placed between the pump and its work, and, of course, 
close to the pump in the pipe I ; and the vessel to be exhausted should 
be close to the pump. 

A vessel which has been once evacuated can be exhausted again 
soon after in far less time, due to the aqueous vapour usually clinging 
to the surface of the vessel having been got rid of. 

The chief feature of the Berrenberg lamp is that the vacuum is 
produced by a mechanical pump in which all joints, valves, etc., are 
enclosed in a vacuum-jacket, which is maintained by a second pump 
producing a rough vacuum. It is claimed that the absence of mercury 
vapour in the lamp prevents the blackening of the bulb with use. 
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Liquid-Air Evacuation. — A description of the ways and means for 
obtaining a vacuum would hardly be complete without the mention of 
a very simple and rapid method by means of liquid air. This simple, 
though extremely important, substance, destined, no doubt, to play an 
important part in commercial undertakings in the future, was first 
discovered or obtained by Professor Dewar. A brief allusion to the 
way in which liquid air is now obtained may not be out of place 
here. . 

Air at from 180 to 200 atmospheres pressure is allowed to escape 
into a copper tube through a small nozzle near the end, being cooled 
on expansion. This cooled air flows out at the other open end, and is 
led back along the outside of this first tube to an expansion-valve. 
The air, following on through the first nozzle, is thus cooled before 
expanding, and falls to a still lower temperature on expanding. After 
this action has continued from five to ten minutes, the temperature is 
found to have fallen to below - 120° C, and the air escaping at the 
expansion-valve is liquefied and can be collected at the rate of over 
1 litre (1000 c.c.) per hour. 

Beyond the foregoing brief indication of the way in which liquid 
air is obtained, space will not permit of a description of the various 
kinds of apparatus^ employed in its production. The density of 
freshly made liquid air, as determined by Knipp,^ is 0*933, which 
increases to a steady density equal to that of liquid oxygen ; while 
the surface tension of fresh liquid is between 9 and 10 dynes per cm., 
rising to a final value of about 13 4 after several houi-s. (The surface 
tension of water at 18° C. equals about 73*3 dynes per cm.) 

Returning now to the method of evacuation by means of liquid 
air, all that is necessary is to place the vessel A to be exhausted in 
communication with another vessel B whose bulb is immersed in a 
third receptacle C containing the liquid air, when it will be almost 
instantaneously exhausted of all air. This is due to the extremely 
low temperature ( - 120° C. or less) of the liquid air in C causing the 
air in A to condense in B, thus leaving a vacuum in A as desired. 
Notwithstanding the vacuum-jacket with which C would have to be 
siu'rounded to prevent convection, the liquid air in it would gradually 
diminish in volume. Whether or not such a method would be 
economical enough for commercial use on any large scale, would 
depend on the cost of production of the liquid air. 

Evacuation by Absorption Chemically. — Yet another method of 

> Acad. Sci. Cracovie, BuU. 10, pp. 619-633, Dec. 1902 ; Canad. Elect, Neios, 12. jip. 
191-192, Nov. 1902 ; Phya, Rev. 15. pp. 181-187, Sept 1902. 
a Phys. Rev. 14. pp. 75-82, Feb. 1902. 



viJi ELECTRIC INCANDESCENT LAMPS 329 

producing a vacuum is that used in the Malignani process,^ in which 
the vacuum is obtained in the bulb by the absorption of the gases by 
certain chemicals. Red phosphorus, which is generally used, is intro- 
duced, with hydrocarbon gases, into the bulb, which is evacuated by a 
mechanical roughing-out air-pump. The filament is made to glow, 
and the bulb finally heated on the outside ; then, when the electric- 
glow discharge disappears, the vacuum is complete, and the lamp sealed 
off. The advantages claimed are that the vacuum is more perfect and 
more rapidly obtained than with the ordinary pump method, and this 
without using a mercury pump. Another chemical process of exhaust- 
ing is described by S. E. Doane {Elect, World and Engineer, 43. pp. 
963-965, May 21, 1904). 

Degree of Exhaustion : Vacuum Gauge. — It has been mentioned 
that the vacuum obtained with the above pump is almost absdute, the 
Sprengel type of mercury-pump being extremely efficient. Some 
lamp manufacturers employ a pressure-gauge to indicate the degree 
of exhaustion; others estimate the vacuum by well-known signs 
accompanying the process. The latter method is naturally a rough 
and ready one, and can give only a rough idea of the degree of 
exiiaustion, which may be sufficient for some purposes. There is no 
difficulty in comparing accurately the degree of exhaustion in different 
vacua, but there is a difficulty in making a rational quantitative 
determination of the degree of exhaustion of any particular vacuum. 
Naturally such has reference to some arbitrary standard which is 
taken to be the standard pressure of the atmosphere, namely, that 
due to the weight of a column of mercury 760 mm. high. The 
M*Leod vacuum-gauge is always used for comparing or determining 
vacua. The principle involved consists in compressing a large known 
volume of the rarefied air of the vacuum to be tested into a com- 
paratively small, but known, volume. The pressure of the compressed 
air is then compared with that of the vacuum. 

Measurement of the Degree of Vacuum. — One of the best devices 
for eflFecting this is the M*Leod pressure- or vacuum-gauge, the 
principle of which is shown in Fig. 192. It consists of a system of 
glass tubes and bulbs TF and DNA in two parts. The joint at B 
between them is usually a well-ground one having a cup containing 
mercury as a seal. This joint is merely for convenience in manu- 
facture, as it would be difficult to handle so lengthy a system of glass 
tubes in one piece ; the height between levels T and D being about 
3 feet, and between levels D and N also about 3 feet. The end A of 
the side tube is connected to the pump or vessel to be exhausted, 

' Set. Amer. 83. p. 213, Oct. 6, 1900. 
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with an efficient drying-tube between A and the pump or vessel. A 
glass reservoir H of mercury is in connection with the lower end of 
BT through a flexible tube RT having a pinch-cock at K, which 
can be regulated by a screw. This reservoir H can be raised or 
lowered by means of a cord S passing over a puUey-block P. 

The stem EF is of small-bore capil- 
lary tube, and its volume above the 
mark E is carefully measured by 
the weight of mercury required to 
fill it, as also is the volume between 
5 levels D and GE. These relative 
volumes are noted for future refer- 
ence. The stem GN is also grad- 
uated, G being on the same level 
as E. The capacity of the vessel 
VC between levels D and E might 
conveniently be 100 c.o., and that 





i% 




of EF tV c.c. 
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The operation of testing a 
vacuum is as follows : The reser- 
voir H is lowered until the level of 
the mercury in it, and therefore in 
TV, is below that of D. The 
pump being in action, the system 
above the column of mercury in 
VT is exhausted to the same 
degree as the vessel being evacu- 
ated. H is now raised, and 
mercury flows by gravity up DGN 

Fio. I02.-Princii)leof M'L60dVacmim-Gauge. *"<! VF, thuS displacing and COm- 

pressing in a known smaller volume 
the residual air in YF which the pump had failed to remove. 
The corresponding increase of pressure of this small volume becomes 
measurable by a rise of the mercury in GN. As an example, if 
the admission of mercury to the vessel compresses the residual air 
to y^ of its original volume, it will have increased its pressure to 100 
atmospheres — i.e., of course, 100 atmospheres of the vacuum to be 
measured. Now, supposing that under these conditions the mercury 
in GN had risen 100 mm., it is obvious that the residual air in the 
vessel before any mercury was admitted was at a tension of 1 mm. 
Clearly, if a perfect vacuum existed, the mercury would rise to the 
same level in both EF and GN ; and again, if the relative capacities of 
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VC and EF were as 1000 : 1, and the mercury stood at E and 1 mm. 
above G, then the air in VC will have been compressed to yxjVv oi 
its original vohime and its pressure increased to 1000 atmospheres of 
vacuum. Hence the residual air in VCF before admission of mercury 
was at a tension of 1 x y^^^, or xrnnr ^^ *^ mm., and the vacuum is 
said to be -njVrr ^^^- l®ss than perfect. Other pressure-gauges ^ or 
manometers have been devised which cannot be considered here. 

Nemst Incandescent Electric Lamp. — This differs in several ways 
from the ordinary carbon -filament glow-lamp considered in the 
preceding pages. The Nemst filament is not enclosed in a vacuum ; 
and further, instead of being carbon, it is made of some highly 
refractory oxides (or so-called *rare earths'), such as those of 
zirconia, thoria, or yttria, worked up into the form of little rods and 
mounted on two platinum wires by means of a paste of refractory 
oxides. At the outset Professor Nernst experimented on filaments 
made of magnesia, kaolin, chalk, etc., and with a hollow filament of 
magnesia obtained as high an efficiency as 0'96 candle per watt. 

Such substances as those above named are, however, practically non- 
conductors at ordinary temperatures, but when raised, by independent 
means, to a sufficiently high temperature, ranging from 500° to 800° C, 
they not only become conducting, but are characterised by the large 
proportion of luminous rays which they emit. The rapid decrease 
in the resistance of the filament as the temperature and current 
simultaneously rise, tends to cause instability when running in parallel 
on circuit, and to make it very sensitive to variations of voltage. This 
is corrected by a series or steadying resistance made of fine wire 
having a resistance of 10 or 12 per cent of that of the whole lamp. 
Inclusive of the consumption in this resistance, such lamps absorb only 
from about 0*8 to 1*85 w.p.c., depending on the c.p. 

The independent means for raising the temperature of the filament 
in order to make it conducting comprises what is called a heating 
resistance arranged close to the filament and in shunt to it. The 
current through the filament, when this begins to conduct, works a 
small cut-out in the resistance circuit, thereby opening it. The 
increase in conductivity of Nernst filaments with temperature is very 
rapid, and if that at, say, 500° C. be taken as 1, the conductivity at 
700° C. is 5 ; at 800° C. it is 21 ; at 900° C. it is 61 ; at 1000° C. 
it is 120; and at 1100° C. it is 330. These filaments light up at 
about 950° C. We may now, with advantage, consider the form and 
construction of Nemst lamps, of which there are four types, namely : 
(1) The large type, pattern A; (2) small type, pattern B; (3) large 

1 'Compressed-Air Manometer,' ^\ Cimenio, 12. pp. 237-241 (1900). 
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type, Solar or Luna pattern, with flat horizontal filaments ; (4) candle 
pattern, similar to the B type. These are all supplied by the Electrical 
Company of London and other firms. 

Fig. 193 is a part- sectional diagrammatic sketch of the small-type, 
pattern B, Nernst lamp, showing connections. It consists of a 

porcelain collar or block P which carries the 
straight filament F (about 2*5 cms. long x 0*63 
mm. diameter in a 220-volt lamp ; about 2 cms. 
long X 0'4 mm. diameter in a 200-volt J-ampere 
lamp ; and 3 cms. long x 1 -0 mm. diameter in 
a 200-volt 1 -ampere lamp) and also the spiral 
heating-coil H which surrounds it These are 
connected together at one end K and to a spUt 
tube or socket N (shown to the left on the 
under side of P), the other ends being connected 
respectively to two additional tubes E and S 
(shown to the right), all securely carried by P. 
The arrangement which constitutes the filament 
and heater is shown very clearly by itself in 
Fig. 194, and a later form still in Fig. 195. 
The filament is connected to the terminal wires 
by means of a platinum bead^ embedded by 
being fused into the ends (by an arc) in such 
a way that any shrinkage of the filament 
tightens the contact. The heater, which is 
expected to last from 2000 to 3000 hours, con- 
sists of a thin porcelain tube wound with fine platinum wire and painted 
with cement, the latter serving to protect the platinum from the intense 
heat of the filament. The connections to the rest of the lamp are 
made through three split rods carried by a hollow 
porcelain box B, and which slip into the' three 
split tubes N E S referred to above. This porce- 
lain box with its three rods is termed the contact- 
piece. Two of the rods carry contact guide- 
skates which make connection with the steadying 
resistance .R when this is pushed in between 
them. The steadying resistance R (shown by 
itself in Fig. 196) consists of two or more fine 
iron-wire spirals supported in either an evacuated 
glass tube or a tube filled with inert gas, the ends being connected 
to two metal sleeves on the outside of the tube on opposite sides. 

^ See Elect World and Engineer, 43. pp. 981-985, May 21, 1904. 




FiQ. 193.— Sectional Dia- 
gram of NernHt Lamp, 
Type B. 




FiQ. 104.— Filament and 
Heater. 
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It is worked at such a temperature that a 10 per cent i 
current increases this steailying resistance by 150 per cent. The 
porcelain box contnins the auto- 
matic cut-out comprising a small 
electro -magnet AC, having nn 
armature A capable 
of being attracted 
to, and he!d clost; 
against, one pole of 
'[^fSSJ^^J^ the magnet. As 

^fli ^HUPP shown 

IF mUT ^'^' ^^^' '' '* ^^' 

IL *• ing contact with a 

connecting-stud, til us Fm.is 

Fio. liii—FlUimeBt 1U1.I Hwler. , . " • - Ini, k,-,.«„c.- 

completing circuit * 
through the spiral heater H. In the dotted position, it is attracted 
by the electro- magnet, thus breaking 
circuit through H and allowing all 
the current to pass through the fila- 
ment F. The outside of the porce- 
lain box has the two ordinary contact- 
blocks marked + and - on the end 
for making contact with the bayonets 
of an ordinary lamp-holder, and the 
two pins at the sides for fixing it 
in this holder. The complete lamp 
with lamp-case or guard, pattern B, 
is shown in Fig, 197, From the 
above description we see that the 
principal parts of a Nemst lamp are 
the Jilament, healer, automatic cut-oul, 
and steadying resistance. Referring 
to Fig. 193, it will be seen that, on 
switching-on, the current enters at 
the -I- " block, flows through H, and 
out at the - " block. The heater 
H now glows dull red for some 
seconds until the filament F is 
sufficiently warmed to become con- 
ducting. The current through the 
filament circuit then becomes strong 
enough to cause the magnet AC to attract A, the heater circuit is 




334 



ELECTRICAL ENGINEERING 




at once broken, the current passing then through the magnet coil 
y^ C, - R, - filament F, and out at the - " 

block. 

The above pattern B is suitable for re- 
placing the ordinary glow-lamp in small rooms, 
and can be obtained for voltages from 100 to 
250 volts, with candle-powers from 12 to 50, 
depending on the voltage ; but where a better 
illumination is required, and in the case of 
public buildings, large halls, shops, factories, 
churches, and out-door use, the A type Nemst 
lamp is more suitable. It can be obtained for 
any voltage between 100 and 250, and for 
candle-powers from 60 to 170, and will last 
for from 400 to 1200 hours, and in many 
cases with an average of 750 hours. The 
arrangement and connections of this large 
type are shown in Fig. 198, and explain 
themselves. The steadying resistance K and 
filament with heater are depicted in Figs. 199 
and 200-201 respectively. It will be noticed 
L»mp, TypsA. ^.j^^^ ^^^ resistance R is enclosed in a metal- 

capped tube G, which is inserted in a 

holder similar to an ordinary lamp-holder. 

The fiexible wire from the ceiling passes 

through the collar at the top of the frame 

(Fig, 203), and thence to the plugs seen 

on each side of the frame. These plugs, 

when pushed over the split terminal rods 

seen in FJgs. 198 and 203, connect the 

supply to the lamp proper. The two outer 

contacttnbes, A and B, carried by the 

porcelain base P of the burner (Fig. 198), 

are slipped over the contact-rods on the ■ 

porcelain base - plate D, and the centre 

contact-strips E are secured by a screw S. \ 
The Solar and Luna Nernst lamps, for 

voltages from 1 10 to 200 and candle-powers 

from 125 to 250, differ from the A and B 

types in the form of filament and heater, 

which is shown in Fig. 204. The heater F" 

as seen is flat, and above the straight rod forming the filament, so that 
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it doea not interfere nith the downward distribution of light from the 
filament 

In all tliese lamps the filament and heater (which together may 
be called the burner) are both very fragile, and should not be 
touched by the fingers. Both burner and steadying resistance are 
marked with the proper current and volcage which each should have, 
and no two such parts should be used together which are marked with 
different currents. Further, the sum of the foliages marked on them 
should be equal to or slightly exceed the maximum voltage which the 





circuit ever has, since overrunning a Nernst lamp shortens its life 
enormously without increasing its candle-power. In no case should it 
be possible for the circuit voltage to rise above the sum of the 
stampings by more than 2 per cent. Nernst lamps intended for direct 
current are rapidly destroyed if used with alternating current, and 
vice versa. Strict attention must be paid to polarity in connecting 
them to the circuit, or this will destroy them when used with direct 
current. The lamps should always be suspended vertically when 
possible, otherwise the time taken to light up is increased. 

Owing t« the high temperature (about 2500*^ C.) at which the 
filaments run, the light is whiter and more nearly like sunlight than 
any other illuminant. It is possible to obtain all sizes of lamps, from 
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12 c.p. with 1 filament to 2000 c.p. with multiple filaments. A 
3-burner Luna Nernst lamp taking 3 amperes at 240 volte gives about 
820 c.p., while another make of Nemst lamp of 2000 c.p. for 220 
volts has 30 filaments. In the comparison of initial and nmning 
cost between Nernst and ordinary glow-lamps, there is said to he a 
saving of some 65 per cent in favonr of the higher c.p. Nernst lamps, 
and of 40 per cent with low c.p. lamps. In both cases the saving is 




Fia. SOa.-Lamp-Cns" Fi 



greater tlie greater the cost of energy. In types A and B the 
steadying resistance, which should last for an indefinite time, absorbs 
15 volts for lamps of from 96 to 150 volts, and 20 volts for lamps from 
196 to 2d0 volts. It is interesting to note that a 220-volt filament 
taking 0*4 ampere has been found to require 20 volts more in the 
open air to make it glow properly than when burning with five others 
in a 3-inch globe, owing to the higher temperature of the surrounding 
air in the latter case. 

In the case of direct-current lamps, the filantent usually breaks at 
the + " end ; a black deposit, supposed to be ' platinum black,' is 
found at the — " end.^ Alternating-current Nernst lamps have a 
longer life the higher the periodicity of the current, e.^, an average 

' Testa ail Nemst Lumps (Imt. EUcl. Engin. /mint. 31. pp. 1180-1108, Juna 1902). 
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life of 1300 hotii-s is recorded by one user' of a batch of lamps 
for an alternating current making 125 -per aeconcl. There are, of 
course, numerous instances of an average life of 700 to KOO hours at 
50 ~ per second, with some of 300 to 400 
hours at 25 ~ per second. 

Efflcieney of Nernst Lamps. — Ac- 
cording to Ingersoll,^ the absolute luminous 
efficiency, i.e. the ratio of visible energy 
to the total energy consumed by 80-watt 
i 1 0-volt lamps made by the Nornst Lamp 
Company, of Pittsburg, varies from 4'6 
per cent in new lamps to 36 per cent 
in old ones, the tompi^rature being esti- 
mated at 2360° C. The watts per candle 
diminish as the candle-power increases 
for the different types of Nernst lamp, 
and range from O'H tn 185 watts per 
candle. 

If the voltage given to a Nernst lamp 
be varied continuously and the current 
and c.p. measured simultaneously, a set 
of curves relating eandle-pou-er with volts, 
amperes, watts, apparent resistance, and 
watts per candle can be obtained, and 
which are similar to those obtained for 
an ordinary glow-lamp (Fig. 185) under 
similar conditions. Fig. 205 shows such 
a set for a lamp intended for a normal 
volti^e of 1 65, and it is noteworthy that ' 
the lamp ha 
takes 5 e 
out. 

Vapour Lamps. — These lamps, first described by Arons,^ are a 
development of very recent origin, and in principle are really arc 
lamps enclosed in a vacuum. In 1901 O. Lummer gave a description '' 
of a mercury -vacuum lamp for spectroscopic work which contained 
improvements on Arons's form, and in which he worked with an arc 
about 3 cms. long, taking 16 amperes at 110 volts with a resistance 

' Aviei-. ElectK. 14. pp. (20-422, Sept. 1802. 

" I'liy,. Rrr. 17. pi". 371-377, Nov. 1903. 

• IVM. Ann. 47. p. 767 (1892) ; «nd 58. p. 73 (1888). 

' Ztitiehr. J-utmrneattnl.: 21. pp. 201-204, July 1801. 




a a critical point at 1G8 volts which, if reached, the filament 
mpere at 165 instead of the normal 027, and will burn 
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of 5 ohms in series. The possibilities before this type of lamp as an 
artificial source of light soon brought other workers into the field, for 
in the same year P. Cooijer- Hewitt ^ described several forms of vapour 
lamps, and showed that the resistance of the \'apour column approxi- 
mately followed Ohm's Law, and that inefficiencies as low as 032 
watt per candle could be obtained. The principle on which such 
lamps operate consists in dividing a column of mercury contained 
in an evacuated vessel, and which is placed in series with a resistance 
across the mains, into two parts. An arc is set up between the 
separated parts of the mercury column, which is maintained so long 
as the supply is kept on. 

It may be well at this stage to describe one of the forms which 
vapour lamps have assunied for everyday use, namely, that developed 




by Mr. C , Orme-Diistian, and shown diagi-amnmtically in Fig. 20G. 
It coTisiats of the so-called hunter B made of ' Jena ' glass, and 
comprising a glass tube bent down at tioth entls and supported by the 
two arms X, X, frani metal blocks N, K. A bulb G is formed at one 
end and a plittinum wire is scaleil through each of the extremities, 
thus foiming the electrodes K, M of the burner H, which eontiiiiis 
mercury to the extent shown by the dotted shading. The metal 
blocks N, K, supporting the burner, are carried by two brackets H, E, 
screwed to the ends of a bar L of insulating material This bar L is 
pivoted at P to a fixed arm F, which is part of a fixed rectjtngidar 
hollow frame F supported from the solenoidal coil C. The soft-iron 
plunger core T of this coil is hinged alwut a pin O to the bar L, and 
is capable of raising the left-hand end of the bar L (turning on the 
pivot P) when attracted up into the coil C A balance -weight 
attached to L enables the centre of gravity of the bar L, with its 

. ; an.l Ji/tcl. World aHd Enginta-, 
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Attachments, to be adjusted 'so that the plunger T will be attracted 
and move up for a certain current in C. A set-screw stop 8 is also 
provided as an adjustment for the best position of burner B and core 
T when the lamp is not alight. 

On cloaing the supply to the lamp, the current enters at the wire 
\V marked + , which is connected to one of two terminal screws A 
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fixed to a metal plate and carried by, but insulated from, the fixed 
flame F. From the second of these two terminals A it passes via 
E, K, tp, M, B, R, «j, N, H to the coil C, and througli this to the wire 
W marked - and out of the lamp. In so doing, the plunger core T 
is attracted up into the energised solenoid C, so lifting the bar L and 
tilting the burner-tube B. The mercury column in B is thus broken 
by reason of some of the mercury flowing into G, and the arc is struck 
or set up inside B between the parted ends of the mercury columns, 
and is maintained so long as C romains energised by the current 
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flowing. When the switch in circuit is opened, T drops and mercury' 




Fio. 206. — BaHtiau Mtrcury -Vapour I^mp. 



again fills B. The whole mechanism is enclosed in an outer glass 
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globe V, which is easily removable from the frame of the lamp- 
top. 

Fig. 206 shows the burner and tilting device in its normal or un- 
lighted position. As the arc warms up the resistance of the mercury 
vapour increases after reaching a certain critical temperature, and the 
pressure of the mercury vapour alone would retain the mercury in 
the reservoir G independently of the fact of the tube B being tilted. 
The vacuum in the burner system need not be very perfect, because 
if a small bubble of air is left in, it can be shaken out of the mercur}' 
into the reservoir G, where it will remain and will not interfere with 
the action of the arc in B. Mr. Bastian prefers a little air in the 
burner, because it acts as a cushion for the mercury in transit. 
These vapour lamps can be arranged to burn on any voltage from 
50 to 250 volts, but are most satisfactory at the higher voltages. 
A series resistance which absorbs about 25 per cent of the whole 
power taken by the lamp is connected in series with it. The efficiency 
of a lamp giving 140 candle-power is about 2 to 2 J candles per watt, 
taking into account the watts spent in series resistance and arc, while 
the life varies from 2700 to 3000 hours. The cause of failure at the 
end of the life is usually the cracking of the glass near the negative 
electrode R, which, however, does not usually result in a spilling of 
mercury. The glass of the burner does not blacken, but becomes 
slightly yellow in appearance with time. Bastian vapour lamps are in 
use in a number of places, having proved themselves satisfactory 
after careful tests. 

Mr. P. Cooper-Hewitt * has shown that in his vapour lamp the 
vapour column approximately follows Ohm's Law. Vapour lamps may 
be said to be of two kinds, namely, those depending upon conduction 
with and without an arc respectively. The Cooper- Hewitt lamp 
belongs to the latter kind, one form consisting of a tube about f in. in 
diameter and 2 or 3 ft long. The upper or + " electrode is an inverted 
cup of iron, the lower or - ^ electrode being mercury only, a small 
portion of the surface of which is exposed in order to avoid flicker- 
ing. Certain vapours and gases are, under suitable conditions, able to 
conduct a current of electricity on the application of a moderate E.M.F. 
after a current has once passed, and this is also the case if certain 
substances — e.g. sulphur and its compounds, such as sulphide of mercury, 
also selenium and phosphorus with mercury — be added to the lamp 
during manufacture. On the other hand, certain substances, particularly 
oxygen, should be excluded. 

^ El€d, Rev. N. V. 38. pp. 513-515, April 27, 1901 ; Meet World and Engineer, 37. 
pp. 679-681, April 27, 1901 ; ami 88. pp. 503-509 (1901). 
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The spectrum of materials decides which are best suited for a 
light- emitting source, and while mercury vapour is suitable in many 
ways, it lacks in red rays. If the lamps are made to give a redder 
light by, e.g., the use of sodium or potassium amalgams for the 
electrodes, their efficiency is smaller. In the process of manufacture, 
the tube containing the mercury and added substance is simul- 
taneously heated, exhausted, and subjected to a current at a high 
E.M.F., and when it rises to intense brightness it is sealed off. The 
lamp should then light up on a moderate voltage without the external 
application of warmth for the purpose of reducing its effective starting 
resistance. The high initial resistance of the lamp is diminished, 
enabling the lamp to light at low voltages, by surrounding the glass 
near the - *"* electrode by a band of metal foil connected electrically 
to the other electrode, thus positively charging the surface of the 
lamp exterior to the - ^ electrode ; and for alternating currents two 
such bands are used, one near each electrode. These bands reduce 
the high initial resistance occurring at the - ^^ electrode at starting, 
and which diminishes rapidly when current begins to flow. It is 
found that the degree of vacuum affects the regulation of the lamp ; 
for the resistance of the vapour decreases with decrease of density to 
a certain point, and then increases as the vacuum becomes more 
perfect. The resistance of the lamp, as might be expected, varies 
inversely as the current and as the diameter of the tube. 

Mr. Hewitt has made lamps on the above principle giving from 
10 to 3000 c.p., with inefficiencies as low as a J watt per spherical 
c.p. Recently he has devised a new form of the lamp ^ suitable for 
photographic use. In some tests ^ carried out by F. Schabinger on a 
3-ampere 110-volt Hewitt vapour lamp with an arc about 45 ina long, 
it was found that the c.p., as deduced and measured from a length of 
arc of 2 ins. in the middle, fell off rapidly in the first 24 hours, the 
watts per candle increasing from 0*5 to 0*61. The lamps have a life 
of from 800 to 1200 hours or more, failure in the end being caused 
by bad vacuum due to admission of air at the leading-in wires. In 
time the inside of the tube is coated with first a grey and then a 
black deposit, which may be due to some change in the oxide of lead 
of the lead-glass used. 

Mr. C. P. Steinmetz ^ has described an ingenious device introduced 
by Weintraub for enabling mercury arcs to be run in series even with 
a supply voltage which varies as much as 40 per cent. A mercury 

1 ir«.< EleclH. 34. p. 421, May 21, 1904. 

2 £lect. World ami Engineer, 43. p. 1194, June 25, 1904. 

3 Elect. World and Engineer, 41. pp. 316-317, Feb. 21, 1903. 
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arc in a vacuum requiring about 80 or 90 volts will, as already 
pointed out, have a length of 4 or 5 ft. Such a lamp is usually 
started by a high-voltage discharge in the manner indicated above, 
which precludes the operation of several in series. Weintraub's 
arrangement enables several lamps of only 12 or 18 ins. long to be 
operated in series, not only efficiently, but with considerable stability. 
A similar device has been patented by Mr. J. T. H. Dempster, 
and is described in the Electrical World and Engineer, 45. p. 349, 
Feb. 18, 1905. 

The nature of the glass employed in mercury vapour lamps has an 
important bearing on their efficiency and life. This will be gathered 
from the foregoing remarks, and is still further emphasised in a 
paper on mercury-vapour lamps by S. Strauss,^ in which he mentions 
the behaviour of quartz-glass made by a special process. Though ex- 
pensive, such glass enables a fall of volts amounting to 4 volts per cm. 
length of path to be obtained with a small diameter of tube, whereas 
ordinary glass allows of only about 0*7 volt per cm. Moreover, quartz- 
glass has a melting-point some 800° higher, and therefore does not 
soften through the heat of the arc, or crack through too sudden cooling 
of the lamp. The use of quartz-glass results in a lower efficiency, 
which is stated to be about 1*1 watt per candle as against 0*4 with other 
glass, and further, it is attacked by substances such as lithium, potassium, 
or rubidium used in the lamp to improve the colour of the light. 

QUESTIONS ON CHAPTER VIII 
[Suppiement all Answers with Sketches wJien possible. ] 

1. Desciibe in detail, with sketches, the best method with which you are 
acquainted for making a glow-lamp. (Hons. Sect. III. C. and G. 1898.) 

2. Describe what you know about efficiency, life, effect on the eyes, etc., of 200- 
volt glow-lamps as compared with 100-volt lamps giving the same illumination. 
Consider whether it pays a consumer to replace 100-volt with 200- volt lamps if the 
price charged by the Supply Comi>any per B.O.T. unit be reduced by one-quarter. 
(Hons. Sect. II. C. and G. 1899.) 

3. A theatre lamp-regulating resistance is ca^mble of producing the desired 
gradations of light when used to control a group of 50 16-c.p. 100-volt lamps. 
Would the same regulating resistance produce equally satisfactory results if used to 
control the same number of 16-c.p. 250-volt lamps ? If not, why not ? Would it 
produce the same I'esults with regard to relative brilliancy of individual lamps 
with a group of any other number of 250-volt 16-c.p. lamp, and if so, of about how- 
many lamps must this group consist ? (Prelim. C. and G. 1900.) 

4. What is the principle of the construction and action of the Nernst lamp ? 
What are its advantages and disadvantages as compared with glow and arc lami)s? 
(Hons. Sect. II. C. and (i. 1900.) 



* ZHtschr. ElectrotechH. Wien, 23. pp. 141-147, March 5, 1905. 
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6. How does the light given out by a new glow-lamp vary with the potential 
difference maintained between its terminals ? If two batches of the same kind of 
lamps be run for 400 hours at two constant pressures respectively, one being the 
pressure Jbr which the lamps were intended, and the other, say, a pressure 3 per cent 
higher, will the same relationship between the P.D. and c.p. hold as at first? If 
not, what sort of relation may be expected to hold, and why is it different from 
that which existed when the lamps were new ? (Ord. C. and G. 1901.) 

6. Describe briefly the Nernst incandescent lamp, with its necessaiy parts and 
their uses. (Prelim. C. and G. 1903.) 



CHAPTER IX 

ELECTRIC ARC lAMPS 

Introduction. — There remains still another method of producing 
artificial illumination by means of electricity, and to this we must now 
turn our attention. If two carbon rods or pencils, forming the ex- 
tremities (i.e. electrodes) of an electrical circuit which contains a source 
of current at a sufficiently large E.M.F., be made to touch momentarily 
and then separated slightly, an extremely bright light is produced 
between the points thus separated. Tlie current set up by the 
momentary contact continues to flow, after separation, across the 
short air-gap, and, if the pencils are held in line and horizontally, 
the flame so produced will curve upwards in the form of an arch 
between their ends, due to the stream of hot air rising. Further, 
owing to the E.M.F. of the source of electricity being obtained by 
means of a battery of voltaic cells, the light in its earlier stages was 
therefore known as the 'voltaic arc' With the electrodes placed 
vertically, as they are now in all but one instance, there is no arching 
of the flame ; but the abbreviation * arc ' for arch is still retained, and 
the efTect is now known as, simply, the arc light. 

The phenomenon of the electric arc was first shown by Sir 
Humphry Davy (about 1808), before the Royal Institution. No 
development, however, of a very striking nature took place until 
after the invention of the dynamo (about 1867-70), probably for 
the want of a more economical source of current than primary cells, 
hitherto used. The trend of invention has, of course, been to employ 
electro-mechanical means for bringing the carbons together moment- 
arily, then separating them slightly, and aftenvards maintaining them 
at approximately the same distance apart. Such an arrangement is 
now commonly known as an arc lamp, and the number of different 
forms invented up to the present time is very great. 

Choice of Electrodes. Phenomena in producing an Arc. — 
Returning now to the phenomenon of the arc itself. When an arc 
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is set up between two electrodes, their ends commence to glow and 
at the same time volatilise. The temperature at which volatilisation 
takes place determines the intensity of the light emitted, the latter 
increasing with the former. Moreover, all maiteVf when raised to the 
same degree of temperature^ becomes equally luminous. Hence we see 
the importance of choosing a material for electrodes which has as high 
a temperature of volatilisation as possible, since this is the highest 
limit to which the tempei-ature of that body can rise. For this 
reason, carbon is the material invariably used, it being a non-metal 
which cannot be melted or fused by heat into a liquid state, while 
it volatilises, or passes into a gaseous state, only at a very high 
temperature, and with a minimum expenditure of electrical energy. 
All the metals are precluded from adoption on account of their low 
temperature of volatilisation as compared with that of carbon, and 
from the fact that their temperature of incandescence is so very near 
to their temperature of fusion, while the intensity of their incandescence 
is obtained with a much greater expenditure of energy than in the 
case of carbon. 

The foregoing remarks will serve to emphasise the importance of 
the quality of carbons used, on the efficiency of the arc as a light- 
emitting source ; for the admixture of even small quantities of im- 
purities, in the form of ant/ foreign substance, lowers the temperature 
of volatilisation, and therefore the intensity of the light, for the same 
expenditure of electrical energy. The presence of impurities in the 
carbons not only diminishes the light and affects its colour or 
quality, but represents a wasteful consumption of energy ; for they have 
to be volatilised, and pass across the arc without emitting the light 
which would be evolved by a similar amount of carbon volatilised 
by the energy whicli they absorb. Such impurities, when present^ 
condense on the - ^ carbon, giving it the appearance of having little 
growths on its surface. The carbons should therefore be as pure as 
possible, and homogeneous or regular in density throughout their 
entire length and cross section, the latter property tending to minimise 
flickering of the arc. 

At the present day, only specially prepared carbons are used for arc 
lighting, these being made from a specially prepared mixture, which is 
formed into rods by being either moulded in moulds or forced through 
a die. The latter method, particularly, ensures maximum uniformity 
in density and electrical conductivity, which last-named property is of 
much importance, being often still further increased by coating the 
carbon with a very thin film of copper deposited by electrolysis. 
Metal-coated carbons are used to some extent in heavy current arcs 
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in order to diminish the absorption of pressure in the carbons them- 
selves. The metal coating must, however, not be too thick, otherwise, 
in melting, it will cause an obnoxious colouring of the arc as the 
carbons consume away, and, further, it might drop in globules on to the 
glass globe containing the arc and crack it. 

The conductivity of ordinary uncoated arc-light carbon varies 
with the maker, process, and type of carbon. Denoting this in terms 
of the reciprocal quality (p. 81), the resistance is from fifteen to 
twenty times less than that of ordinary common impure gas-retort 
carbon, and ranges from 0'15 to 0'175 ohm per foot for a present-day 
arc-light carbon about 1 3 mm. diameter. For a detailed description 
of the process of manufacture of arc-light carbons the reader should 
refer to one or more of the special treatises ^ on this subject. 

Now the operation of producing an arc by bringing the two ends 
of a pair of carbon electrodes together and then separating them is 
commonly known as * striking the arc' When the electrodes (com- 
monly termed * the carbons ') touch, the current passing through them 
causes the junction to become very hot, and on separating them the 
spark produced, volatilises some of the carbon. The vapour thus 
occupying the interpolar space sufficiently reduces the resistance of 
this latter to enable the P.I), between the carbons (now existent) to 
maintain the passage of electric current between them. This current 
very quickly increswes the foregoing effects, raising the temperature 
and luminosity to their highest limits. The reason for first making 
the carbons touch is because it would otherwise require a much greater 
E.M.F. in the circuit to start an arc across even the thinnest film of 
air-space between them. 

The Crater, Temperature, and Form of an Electric Arc. — The 
stream of carbon vapour between the carbons has the appearance of 
a violet-coloured flame, which is not, however, the chief source of 
light ; for, owing to solids being better radiators than gases, and to 
the much higher temperature of the carbon tips than the vapour, 
the carbons give by far the largest proportion of the light. The 
carbon from which the current flows across the arc (called the + ^ 
carbon) is supposed to be at a temperature somewhere between 
5000° C. and 6000"* C, while the carbon to which it flows after crossing 
the arc (called the - ^^ carbon) is at a lower temperature, probably 
between 2000" C. and 3000° C. The + "^ carbon therefore volatilises 
and consumes away at a greater rate than the - *^, some of the vapour 
from the hotter + ^ condensing on the colder surface of the - ^ 

^ The Manufacture of Electric Light Carbon, by 0. G. Pritchard ('The Electrician' 
Publishing Company, London). 
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carbon. The effect of this is to cause a shallow cup-shaped cavity to 
be formed at the end of the + ^ carbon, due to the temperature being 
greater at its centre, and which is called the croifx^ while the — "" 
carbon assumes and burns away in the form of a cone with its apex 
somewhat flattened. 

What we have just remarked is true for arc lights produced by 
continuous currents. If, however, a so-called alternating current, i.e. 
one reversing its direction, say, 50 or 100 times a second, be used, 
which is also capable of producing an arc light, then each carbon 
assumes a conical form similar to that of the - ** in the direct-current 
arc. This arises from each carbon rapidly becoming alternately + ^ 
and - ^ ; and both carbons assume, roughly, the same temperature, 
consuming away at equal rates. One or two makes of alternating- 
current arc lamps have been made to work with a rate of reversal of 
the current as low as twenty-five periods per second, but forty appears 
to be about the lower limit in most cases. 

The rate of consumption of the carbons in an electric arc does not, 
however, only depend on whether the current is continuous or alter- 
nating, but also on whether the arc is burning in the open air or in 
a tightly-fitting enclosing globe, on the diameter of the carbons, and 
on the current they are carrying. For + ^ and - ^ carbons of the 
same kind and of equal diameter, other things being the same, the 
rate of consumption of the + ^^ is, roughly, double that of the - ** 
for continuous current, whether the arc is open or enclosed. With 
longer arcs, this excess of consumption of the + ^ over that of 
the - ^ carbon is less, and more uniform than in shorter arcs. 
By, however, having a - *^* carbon of suitably smaller cross section 
than that of the + **, the rates of consumption can be made equal, 
less light being obstnicted by the - ^ and a greater volume obtained 
in a downward direction, the + ^ carbon being uppermost, as it is in 
all ordinary cases. Furthermore, the carbons of an enclosed arc 
consume away at the rate of about yV ^^' P®^ hour, and will last 
from five to ten times longer than similar carbons in an open arc, 
everything else being the same in the two cases. The optical efficiency 
of the enclosed arc is only some 60 per cent of that of the open are. 
For continuous currents the + ^ carbon is usually cored, ue. a hole 
about ^\ in. diameter is left in the centre of the carbon from end to end 
during manufacture, this hole being afterwards filled up tightly with 
fine graphite. The object of this is to induce the crater to keep centrally 
in the carbon and thus produce a uniform illumination all round. But 
for this, the crater often works to one side of the carbon, thus casting 
shadows. The diameter of carbon to be used for different currents 
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varies with almost every maker, but. ranges from 8 mm. in 3-ampere 
lamps to 25 mm. in 20-ampere lamps. The - ^ is from 4 to 7 mm. 
smaller in diameter tban the + ^ carbon. Depending on the type of 
lamp and carbons used, enclosed arcs bum for a maximum of about 
150 hours with one retrim, though 80 to 100 hours is more commonly 
guaranteed. Open arc lamps are now made which will burn from 40 
to 70 hours with a retrim, but from 16 to 30 is the more common life. 

Owing to the high temperature of the arc, even the most refractory 
substances, such as flint, diamond, platinum, etc., previously supposed 
to be infusible, can be easily melted in it. An application of the great 
heat of the arc to industrial purposes is to be found in all electrical 
furnaces for smelting and other purposes and in the production of 
calcium carbide, aluminium, etc. 

Back E.M.F. of the Arc. — An interesting phenomenou exists in 
connection with the electric arc, namely, that it does not behave 
altogether like a simple resistance, but exerts a counter or back KM.F. 
of its own in addition to possessing a certain ohmic resistance. This 
back E.M.F. opposes the impressed KM.F. which creates the arc, and 
appears to have a value always ranging between 30 and 40 volts. 
The actual impressed E.M.F. therefore necessary to maintain an arc is 
the back KM.F. plus the fall of potential (CR) in the arc due to the 
current C flowing througli its ohmic resistance R. This latter resistance 
varies almost directly proportional to the distance between the carbons. 
Probably one of the most likely explanations of this phenomenon 
of back KM.F. in the arc is that suggested by Professor S. P. 
Thompson, which in substance is as follows : Electrical energy is 
expended in volatilising a certain proportion of the + ^ carbon, which 
is subsequently condensed on the - ^ carbon. In this transformation 
of the carbon from the solid to the gaseous state, a certain quantity 
of heat (termed latent heat) is absorbed by the vapour without its 
temperature rising. This vapour, in condensing on the colder - ^ rod, 
[iarts with the same quantity of latent heat, and in so doing develops, 
in the reverse sense, the electrical energy which initiated the trans- 
formation, thereby causing a back E.M.F. From the foregoing 
remarks it follows at once that, in order to operate an arc successfully, 
the impressed voltage, supplied to the lamp from the source, must 
always exceed the value of the back E.M.F., which is generally taken 
to be about 39 volts. 

Length of Arc : Its Ohmic and Apparent Resistance. — Now this 
back E.M.F., which acts as an obstruction or resistance to the supply 
current, is one of two factors in what may conveniently be termed the 
apparent resistance of the arc. The other factor is the ohmic resistance 
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of the air-space separating the carbons, which may amount to any 
value between yV *'^^ ^^ ohms, depending on the length of arc. 
Taking the frequently assumed value of this for ordinary short arcs 
burning in air to be about ^ ohm, as in a so-called * open-type * arc 
lamp, and the current to be 1 2 amperes, we see that 6 volts are needed 
to overcome this resistance. The pressure absorbed in the arc under 
these circumstances would therefore be 39 + 6, or 45 volts, which 
indicates that, unlike the ordinary glow-lamp, a minimum of from 45 
to 50 volts must be provided as an impressed supply to operate an 
electric arc satisfactorily. 

In present-day practice the length of arc may be normally anythin<5 
from y\j^ to I an inch, depending on the type of lamp ; lengths border- 
ing on the former figiu^e being * short arcs,' those on the latter bein^ 
*long arcs.' Now it has previously been remarked that the ohmic 
resistance of the arc increases nearly proportionally to the air-gap, and 
hence the voltage absorbed in sending the current through the air- 
space is nearly proportional to tlie length of this space. Consequently 
we find the * long-arc ' type of lamp at the present day taking as 
much as 75 to 100 volts, and in a certain instance of even 160 volts, 
across the arc (with an arc ^ in. long) from the source of supply for 
their satisfactory operation. In the case of the * short-arc ' type of lamp 
particularly, if the arc becomes temporarily shorter, from any cause, 
than its normal value, hissing and instability usually take place, while 
the back E.M.F. also diminishes and becomes unstable. On the 
contrary, if the arc becomes abnormal in length, flaring occurs, the 
flame travelling round the arc at the sides and causing irregular 
illumination. 

Maintenance and Regrulation of an Electric Are. — Now since 
the quantity of light developed by an electric arc is increased or 
diminished in proportion to the amount of electrical energy absorbed 
by it, a steady or constant illumination and good efficiency will only 
be obtained by maintaining the amount of energy transformed in the 
arc constant. From our definition of energy, given on page 58, it will 
be seen, therefore, that the fluctuation of electrical power, and con- 
sequently of the two factors (amperes and volts) of this power, 
supplied to an arc lamp must be allowed for. Now electrical power 
is supplied for lighting or other purposes nowadays in the form 
of (1) constant pressure, the current varying to suit the demand ; 
(2) constant current, the pressure varying to suit the demand. The 
firat of these is termed the parallel system, in which the lamps are 
all in parallel across the supply mains ; the second is termed the series 
si/stem, in which they are all in series with one another and the supply. 
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The energy transformed in the arc must therefore be maintained con- 
stant by means of automatic mechanism controlled by the variable 
factor of the power absorbed in the lamp, whether current or 
voltage. 

Since, however, any change of energy is to be prevented or 
minimised by the operation of the mechanism, this last-named must 
itself be set in motion by the changes in the variable fiictor. For 
example, an arc lamp requires normally 5 amperes at a constant P.D. 
of 100 volts; if the current suddenly increases from any cause to 5 5 
amperes, the additional 0*5 ampere must set the regulating mechanism 
in motion for reducing the current again to 5*0 amperes. In a well- 
designed lamp nowadays the mechanism is so simple and well made 
that only a small fraction of the total energy transformed in the arc 
is expended in regulating or maintaining the arc-energy constant. It 
should be remembered that the current varies inversely, and the voltage 
directly, as the length of arc, and hence fluctuations are caused mainly 
by the variation in the length of arc due to the consumption of the 
carbons. 

Desiderata of Regulating Mechanism : Functions performed 
by it. — The exacting requirements in a mechanism such as referred 
to above, and which is the crux of the whole matter, makes one wonder 
at the fine state of perfection of steadiness attained in arc lamps of 
to-day, for this can only result with a mechanism which is (1) simple, 
well made and designed, and hence unlikely to get out of order with 
time or rough usage; (2) light, compact, and of small inertia, and 
therefore capable of rapid motion from rest, or vice versa ; (3) 
sensitive to small fluctuations of arc energy ; (4) insensitive to dust, 
dirt, and moisture on its jmrts ; (5) lastly, it must, as a whole, be 
capable of the following operations, namely : — 

{a) Causing or allowing the carbons to touch initially ; 

{b) Separating them, i.e, of striking the arc ; 

(c) Feeding them towards one another as they consume away ; 

{d) Combining actions {h) and (c), Le. maintaining the energy trans- 
formed in the arc constant 
And, in lamps to be used in series with one another, 

{e) Substituting, or * cutting in,^ a resistance across the lamp 
terminals equivalent to that offered by the lamp while work- 
ing normally, thus preventing the other lamps in series being 
put out or the current strength affected in the event of ^the 
complete consumption of carbons or of them being accident- 
ally prevented from approaching one another. 

Gravity and one or more of the properties of an electric current 
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(p. 35) are the only forces controlling' the mechanism in operations 
(rt) to («). 

Operation (a) is usually performed by the upper carbon gravitating 
on to the lower one. 

(c) is very often done in the same way, the feed, however, being 
imperceptibly small and controlled by the friction of a brake or clutch 
which is actuated electrically. 

Operations (b), {d\ and {e) are effected electro-magnetically iu 
all but one instance, and in this it is done electro-thermally. With 
the exception of this instance, {b) is always done by an electro-magnet, 
or solenoid, connected in series with the arc and wound with a 
few turns of sufficiently thick insulated wire to carry the lamp 
current. This is sensitive to current fluctuations, and is capable, when 
carrying the normal current of the lamp, of maintaining an arc of a 
certain length. 

In many types of lamps this so-called series coil, combined with 
the above-mentioned brake, constitutes the feed -mechanism for 
operation (c). Otherwise, feeding is effected by a separate electro- 
magnet, or solenoid, connected across the arc and wound with many 
turns of fine wire having a large resistance. Such a coil is sensitive 
to P.D. variations between the carbons. With this method an increase 
in the length of arc increases the P.D. between the carbons, and hence 
that at the terminals of the shunt coil, as it is called. This coil thus 
takes more current, becoming stronger and pushing the carbons closer 
together. 

Sometimes both a series and shunt coil act on the carbons, being 
arranged in such a way that the series coil separates and the shunt coil 
feeds. The arc in this case takes such a length that the energy 
transformed in it is always a constant quantity, the series and shunt 
coils producing equilibrium in the moving parts at this moment. Such 
a lamp is called a differential arc lamp, and satisfies case (d) above. 

Lamps for use on a constant-current circuit are provided usually 
with merely a shunt coil and cut-in electro-magnet, while those for use 
on constant potential circuits usually have only a series coil. Where 
both current and voltage are liable to vary even though one of them 
is supposed to be the constant, a differential arc lamp will give the 
best results. 

Modern Are Lamps. — To attempt to make any useful classification 
of arc lamps, as they exist to-day, is practically impossible. This is 
not because there is such a great variety of forms in existence, but 
because the various characteristics, e.g. forms of brakes, clutche.*, 
windings of coils for constant P.D. or current circuits, and lengths of 



IX 



ELECTRIC ARC LAMPS 



353 



>0[ 



arc, etc., are common to the diflerent makes. For instance, the 
same make and form of lamp can be made with a series or h shunt or a 
difTeroiitial coil : the only alteration necessary is the winding. Similarly 
with but slight alteration in the globe, 
an open or enclosed type of Ump can be 
produced. 

We shall therefore now consider in 
some detail a few types of prominent 
arc lamps ditfering somewhat in the 
arrangement and construction. 

The Davy Enclosed Arc Lamps. — 
These lamps, made by Messrs. Arc 
Lamps Ltd., are all practically of tlie 
same design, whether for alternating or 
direct currents, series or parallel work- 
ing. The lower or - ■* carbon X is 
fixed, while the upper or + " carbon ia 
actuated by a very simple clutch- 
mechanism control lei 1 by the current 
flowing in a solenoid. The action and 
general arrangement of parts will he 
understood from a reference to the 
diagi'am shown in Fig. 207. Tlio top 
cover T of the tamp carrying the sus- 
pension-insulator K is rigidly connected 
with the floor D of the lamp by a stout 
metal tube B in which slides the holiler 
(not shown) into which tlie upper carbon 
K is pushed. To the outside of the tube 
B is pivoted at \' a lever or rocker 
arm A, to which is attached at one 
end the connecting-rod IJ of the 
clutch and piston-rod H of an air 
dash-pot P, and at the other end a ."..j .....™-.. ^.^ .-...i.. 

spring S and a link I, supporting the plunger core C of the solenoid 
M. The rod G is rigidly fixed at its lower end to an invert«<l 
movable U-shaped block F, Iwtwcen the limbs of which is freely 
pivoted a ring clutch E shown in plan in the lower sketch. The 
ring portion encircles the upper carbon rod E quite freely when 
horizontal, its projections on opposite sides passing also freely 
through two vertical slots in the opposite sides of B. These help to 
centralise the clutch-ring and rod R, the ring being horizontal when rest- 
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ing on the bottom of the slots. This is the position E when no current 
flows through the lamp, but if current be switched on to it, the core 
C, which h coned to equalise the strong pull of M on it through the 
long distance required, draws C down and 
F up bodily. The clutch-ring E is thus 
tilted, and, gripping R, rises i>odily with 
it to position E'F', so striking the arc. 
The spring S acts like a shunt coil, for 
it tends to lower G, and with it the 
clutch-ring, so as to let K very gradually 
glide through and feed the arc when too 
long. The only difference in the alter- 
nating-current lamp is that it is worked 
off a coiitpensator which supplies the neces- 
sary voltage to the lamp. The bobbins 
are also split and the core C well laminated 
to minimise eddy currents in them, while 
the link L is replaced by a spring to 
prevent the lamp chattering. 

Some four or five years ago, Mr, W, J. 
Davy patented the silencing arrangf ment 
now used in his alternating-current lamps, 
which consisted in suspending the ^^■llole 
of the internal portion of the lamp from 
the top by a spring. The effect of this 
is, that if the lamp commences to \'ibrate 
and hum, the springs will do so also ; 
but the two cannot keep in step or syn- 
chronism with the reversals of current, so 
that the noise ceases. 

It may also be noted here that the 
coil of an alternating -current lamp must 
have a larger number of tui'ns, and its core 
a larger cross-sectional area of iron, thaij 
"''"''■ would be required for the aame lamp used 

with direct current, owing to the smaller magnetic effect of the 
alternating current. For the same magnetic force exerteii, therefore, 
an alternating- current electro-magnet in larger than one for direct 
current. 

The spring S is only iised in lamps intended to work in series on 
circuits over 100 volts. The direetrcurrent lamps work perfectly, five 
in series, across 500- to 550-volt tramway circuits, but in this case 
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their circuit is protected by an automatic cut-out not shown in 
Fig. 208. The alternating lamps run singly on 100 to 120 volts, or 
singly and also two in series, with compensator in either case, on 200 
to 220 volts with choking coil. The arrangement in the two cases 
is shown in Figs. 209 and 210. Fig. 208 is taken from a photograph 
of a Davy direct- current enclosed arc lamp with hood and globe 
removed. 

Exactly the same mechanism is employed in the Davy tmn arc 
lamp shown in Figs. 211 and 212, which are taken from photographs. 
The only difference is that two similar clutches (instead of one) are 
used, connected to the one controlling arm, which is actuated by 
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Fio. 209.— Single J^inp with Compensator. 



Fio. 210.— Two Ijinips with Compensator. 



a U-shaped core attracted into two solenoids side by side. In this 
twin lamp both arcs are struck together, the current flowing through 
them in series, so that the lamp can be run singly on 200 to 240 volts, 
or two in series on 400 to 420 volts, with a self-contained resistance 
which is wound on four vertical pillars seen at the sides in Figs. 211 
and 212. 

The length of arc for both direct and alternating current should 
be from f in- to ^ in. ; and if the arc is longer and goes out in a few 
minutes after switching on, more resistance or choking must b^ 
inserted in series with it. The arcs of lamps in series can be 
brought to *the same length by increasing the tension of the 
spring S in the lamp with the long arc, or the opposite in the other 
lamp. 

The use of arc lamps for the interior lighting of buildings is 
always accompanied by shadows cast by obstructions when these 
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latter exist, as in factoricB, etc. The shadows are objectioiirtbli- daik 
in comparison with the otherwise brilliant illumination, hut can l« 
avoided, where whitewashed ceilings exist, by using a Bo~c»Iled 
inverted reflecting arc kmp, the I>avy form of which is shown in 




v:,' 



Fig. 213. With this, the light is thrown by a reflector under the lamp 
on to the ceiling and walls; these, when white, in turn reHectin- the 
greater jiart of the light all over tlie room with a diffusion 
approximating to that of ilayligiit. 

The Stewart Arc Lamp.— This lamp is made hy M-jssra. Defries 
and Son, of London, in some three or foiir sUndarti types, differing 
slightly in arrangement from one another, but all ojierftted with 
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clutches which are controlled by solenoids. They are characterised by 
the absence of any rigid clftmp in the clutch, the construction of which 

ill each case precludes the possibility of it sticking. lu lamps for 

direct-current circuits of 200 volts and over, the clutch consists of 

two linked parallel tubes between which 

the carbon-holder is either held or re- 
leased according to the distance between 

them. This distance is varied by the 

motion of n rocking- lever actuated, in 

the case of tamps burning singly on 

constant- voltage mains, by a series-wound 

solenoid, and, in the case of lamps burning 

in long series, by the differential action 

of series and shunt solenoids. The motion 

of the mechanism is steadied in the usual 

way by a loose-fitting dash-pot. On the 

extinction of one out of a number of 

lamps in series, due to the carbons failing 

to feed or being exhausted, the shunt 

magnet closes a contact which throws a 

compensating resistance into circuit equal *■■'"- sis.— Dnvy imertHi Rpti^cting 

to that of the working lamp. The other "" " ''' 

lamps thus continue to burn on undisturbed — a result likewise attained 

by means of a hand-operated switch inside the lamp, which cuts out 

the lamp and cuts in the same resistance when the lamp requires 

retrimming. 

The Stewart enclosed twin-carbon lamp is shown in piL^^sectional 
elevation in Fig. 214, and diagrammatically at the side. The lower 
or - * carbons G are clamped in holders, supported at the lower ends 
of two fixed rods, inside an iimer cylindrical combustion- vessel of 
glass (shown shaded in section)- The mouth of this vessel is held up 
nearly air-tight against the floor of the lamp-box by a bail carrying a 
hollow button which presses against the bottom hemispherical end of 
the vessel- The tension of the bail is easily adjusted by means 'of 
nuts (not shown) on the eyes which airry it The two thick wire rods 
supporting the inner vessel are seen in Fig. 214 just outside it, and an 
outer spherical globe encloses the above. The two upper or -t- "^ 
carbons F are merely pushed up into, and held by, two upper 
holders which sli<le freely in the tubes BB. These carbons pass 
freely through the dutch-rinirs E when the latter are horizontal. 
The rings can rest on two hxed bracket -plates, and are attached 
by rofls or cords to the U-shapetl soft-iron core of the solenoids 
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CC, which core has aleo attiiched to it the piston of an air dash- 
pot D. The ciit-out resistance referred to previously is wound on 
spools A A, and is fixed in the top of the lamp. The cutting-in 
switch alluded to is shown at the top of the small diiigram of the «>n- 




nectiotis of the lamp, from which it will be seen that the two arcs are 
in aeries ivith one another. When current is switched on to the lamp, 
F F having previously gravitated on to G, C C stick up the core, thereby 
tilting the rings E E, which bind on the carhons, lifting them bodily. 
Both arcs are in this way ulrui-k simultaneously, and as the carbons 
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burn away C C become weaker, thus allowing E E to rest on the 
brackets and tilt back so as to let the carbons slide gradually but 
imperceptibly past the clutch-rings and feed the arcs. The principle 
of having two arcs burning in series in one lamp is, however, em- 
ployed by other makers of arc lamps, and enables such lamps to be 
used much more economically than single arc lamps on high-voltage 
circuits. 

For voltages in the neighbourhood of 100, a new type of Stewart 
lamp, called the * High -Economy Arc Lamp,' has been introduced. 
In this the series resistance is replaced by a choking coil, with a 
saving of some 40 per cent in current according to some recent tests. 
This lamp is shown in Fig. 215, and consists of a clutch in the form 
of a loose ring D, through which the upper carbon passes. The ring 
binds on the carbon when tilted and raises it in the way already 
described, but when depressed again sufficiently the carbon is able to 
glide very gradually past it. The ring D is supported loosely, as 
shown, from a cross-bar which hangs by means of the two vertical rods 
from the yoke of the plunger cores of the solenoids E F. These are 
differentially wound with series coils E and shunt coils F, while a 
choking coil L is connected in parallel with the shunt and in series 
with the arc. With this arrangement, any change of current 
is felt in the shunt coils earlier than it is in the arc, by a time 
corresponding with the difference in self-induction between the 
choking and series coils, and the shunt coil. 

By giving suitable proportions to the coils, this lag is made approxi- 
mately equal to the time required for overcoming the inertia of the 
moving parts, so that their regulation occurs synchronously with the 
change of current in the arc. This arrangement, while introducing 
no mechanical complication at all, provides an electrical regulating 
mechanism which is not only permanent, but is also of far greater 
sensitiveness than that which has been attained by the use of resistances. 
Further, instead of it being necessary to absorb 25 to 30 volts in 
series resistance, as is the case with many enclosed arc lamps on 100 
volts or so, these Stewart high-economy lamps burn with a difference 
(if only 13 volts between line and arc. 

The sensitiveness of the feed makes the lamp bum veiy steadily ; 
and the use of two small resistances A K connected respectively with 
the series and shunt circuits, the P.D. drop in which is included in the 
13 volts above, allows slight modification to be made in the voltage and 
amperage of the lamp. The choking coil can be fixed in the lamp or 
otherwise. 

In alternating-current lamps the same clutch as shown in Fig. 214 
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13 used with a series solenoid, elastic aup|igrta and coniiect.ions being 
used wherever possible in order to remove the vibration comzuon tn 
many alternating-current lamps. With finch an arrangement ns the 
above, on, say, a llO-volt supply, the arc is lonjjer than, and takes 




about 07 volts across it as against 75 or 80 volts, in other enclosed 
arcs. The watts given to the arc itself, and also the mean spherical 
c.p., are consequently greater. 

The Gilbert Arc Lamp.— This lamp, made by the Gilbert Arc 
Lamp Company, of Chingford, besides being a very prominent one at 



ELECTRIC ARC LAMPS 



61 



the preBent day, contains some features which are both interesting and 
instructive. In it the friction of rubbing surfaces is reduced to a very 
small amount. The upper or f " carbon-holder and the guide-rod 
carrying the - " or lower carbon - holder are 
attached lo a broad copper flexible strap which 
liangs over a pulley fixed to the top of the lamp. 
By this arrangement both carbons move towards 
or away from one another simultaneously, and 
the arc is therefore maintained always at the 
same position in the globe. Such an arrange- 
ment gives rise to what is termed a focitssinff lump. 

A general view of the working parts of a 
double-carbon Gilbert open arc lamp is shown 
in Fijj'. 216, which is really a duplication of 
the mechanism of a single arc lamp having one 
pair of carbons only. The top carbon is clamped 
in its holder and hangs from one end of the strap, 
the only guide being a hole in the bottom plate 
(about an inch above the arc), through which 
it slides freely. The metal rod carrying the 
bottom carbon -hold-T is of rectangular section, 
and passes just freely through a short length 
of I'ectangidar tube which acts as its guide and 
is Hxed to the floor and bottom plate of the 
lamp. The carbons feed together by gravity, the 
upper holder being heavier thin the lower one 
with its guide-rod. The operation of the lamp 
IS controlled by a simple form of clutch acting 
directly on the negative carbon guide-rod, and 
which is in turn controlled by powerful solenoids 
seen in Fig. 216. 

The form of cluich employed is shown in luibeit An umji (cover 
side elevation in Fig. 217, and consists of a ™"'°' 
rocker-arm E, capable of turning in a vertical plane, on a spindle S 
passing through its mid-point and carried by the upright support 
G lixed to the floor F of the lamp-box. To one end of E is 
attached the movable U-shaped cores of two powerful solenoids, 
seen in Fig. 316; to the other end, the air dash-pot or damper. 
One end of the clutch D is supported by a driving-Hnk M from 
the rocker E, while the other end is held up against an adjust- 
able set-stop C on the pillar P by means of a light spring not shown. 
The main tube B of the lamp contains the upper carbon, while A is 
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the recbtngiilar negative guide-rod, which is free to move up or 
down through the rectangular slide II, except when gripped hy the 
clutch I> and pushed downwards. The dutch D is provided with 
a wearing face K, which 13 adjuatable by means of a set-screw X. 

Thf Adioit is as follows : After the current is switched off from the 
lamp, the rocker E (with its attached cores) assumes the position 
shown in Fig. 217, while the rod A, released from the clutch 111 virtue 
of this, becoming hoiizontal, gravitates freely through the rectan^ilar 
hole in D, thus bringing the carbons into contact with one another. 




On switching on, the cores are attracted up into their solenoids (not 
seen in Fig. '1\~), E being pulled by them in a munter-c lock wise 
direction. This causes the link M to depress the left-hand end of the 
clutch D, which binding on A pushes it downwards, thus separating 
the carbons and striking the arc. The lamp shown in Fig. 216 having 
two pairs of carbons has also two separate clutciies (one at each side), 
which are worked simultaneously by the solenoids, as seen. The 
exceptionally powerful aolenoids used, combine<l with the above cluwh, 
make the ' feed ' of the carbons very delicate and gradual. 

Further, since a clutch requires so little force to make it grip and 
to actuate it, the makers afiirro that these lamps strike to within \h 
per cent of their normal working current as against from iiO per cent 
to 1 00 per cent in most other lamps. This, of course, reduces the start- 
ing current and causes the arc to very quickly assume its normal 
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condition and maintain it against the tendency of other lamps in series 
to cause variations. The clutch, moreover, holds the rod A against 
both ordinary mechanical vibrations and also those due to the reversal 
of current in alternating systems of supply, even when this is as lovr 
as 25 periods per second. 

The Gilbert arc lamp, intended for burning from 50 to 80 hours 
with new carbons, uses four 18-in. car1)ons in two pairs, each pair 
extending for almost the whole length of the lamp. The long length 
of carbons (6 feet) which it is possible to use in this lamp enables, 
if necessary, a lower or - ** carbon of smaller diameter than usual 
to be used, with a corresponding increase in the optical efficiency of 
the lamp. A 20-in. spherical or oval globe is used on the 6-ft carbon 
lamps, and a 15i-in. globe on lamps using a 12-in. bottom carbon. 
The makers claim an illumination with alternating currents almost 
equal in colour to that with direct currents, and with 40 to 43 volts 
across the arc ; and recommend the use of special transformers 
(ranging from 450 to 700 watts output, according to the lamp 
used), to which the lamps are connected singly or in a series. 

The Gilbert Arc Lamp Company have a special series system, 
complete with lamps and constant^current moving-coil transformer, 
which is in use at Eastbourne, Harrogate, etc. In this the lamps 
are specially arranged so that their regulation is independent of the 
main current, the same voltage always being maintained across the 
arcs. The special moving-coil transformers employed can be kept 
anywhere without needing any attention for months, and replace 
the earlier system of series lamps with ^ reactance or choking ' coils 
across their terminals, which have a low efficiency and * power factor.' 

< Excello ' Intense-Flame Are Lamp. — This lamp, which is made 
by the Union Electric Company, of London, is probably one of the 
most important and interesting developments of the present day in 
arc lamps. Its design presents several novel features, besides sho^nng 
the beneficial results which, not only in this, but also in every other 
subject, are obtained by a thorough knowledge and proper application 
of the fundamental scientific principles of the subject. The reader will 
at once recognise the truth of this when he compares the statements 
on page 347 with the following description of the above lamp. 

The construction and principle involved will be understood from 
a reference to Fig. 218, which is a diagrammatic view of the chief 
parts and electrical connections of the latest form of the lamp. It 
consists of three compartments : a small top one containing the 
regulating mechanism ; the long intermediate one containing an 
electro-magnet, the stays, carbons, and their guide-rods; and the 
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bottom eompaitmetit consisting of the globe containing the arc a.t the 
top of it. The lamp is differentially wound, and the re^fulatinj^ 
mechanism comprises a fine-wire, potential, or shunt-wound electn- 
magnet A, connected across the supply mains CC and having the 
peculiar- shaped pole-piece 
r" B. This pole -piece is 
capable of attracting twi 
soft-iron armatures : one, 
D, carried at the end of 
one arm E of a three- 
limbed casting which is 
pivoted at a fulcrum F ; 
the other, G, carried at 
the end of a switch-lever 
which is pivoted at H. 
A thick-wii-e aeries-wound 
electro - magnet I, con- 
nected in series with the 
mains and arc, is also 
capable of attracting the 
armature D. The carbon- 
holders, which are made 
extra heavy, are siipported 
by chains J wound round 
the last wheel of a train 
of spur-wheel reduetiou- 
gearing K. The motion 
of this train is controlled 
by a four-armed fly-wheel 
L, which is engaged by a 
detent carried by the 
_ second arm of the three- 

limbed casting. The third 
ann of this carries some balance-weights W. The carbons P P, which 
are simply held by friction in the holdore when pushed home into them, 
feed when the holders arc free to gravitate, by reason of their weight, 
down their slanting guide-rods. This of course can only take place 
when the detent releases the four-armed fly-wheel L, so enabling 
the train of rednction-gear K to rotate. The point of contact of 
the carbon tips is a little below the under surface of a fireclay cap 
Q, termed the economiser, which serves a threefold purpose, namely : 
(1) It acts as a miniature reverberatorj' furnace or regenerator, retain- 
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iiig ft large quantitj' of the heat of the arc, which causes this latter 




Fl.i. aiU.-Top aiid riitcnneiiinl.' niambrrn ot Kmv]1o Arc lamp. 

) burn at a higher temperature itnd prevents the car1>oti vapour 
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cooling; (2) it acts as a reflector, throwing down a large proportion of 
the light, which would otherwise be wasteil above the level of the 
arc ; (3) owing to the increased temiiorature und to the imusualiy lon^ 
arc (normally about f in. in length), the quantity of carbon consumed 
per B.O.T. iinit is much greater than in an ordinary type arc for the 
same current. Thus it ia that the oconomiaer action of IJ c 
in preventing the influx of too much oxygen. For the atove r 
the position of the arc within the economiaer Q is of considerable 
importance, and a small adjusting-screw in the Inmp enables this to 
be determined with great nicety. Moreover, as both carbons feed 
towards the arc, tliis will always retain the same position relatively* 
to the economiser Q, provided the cjirbona are of the proper relative 
diameters. A photograph of the working parts or contents af the 
top and intermediate chambers is shown in Fig. 219. The carbou- 
guides are those rods which converge from the flooi' of the mechaiiisni 
or toj) chamber down to the economiser- holder. The electrical con- 
nections between mechanism and carbons ttre made through the 
insulated flexible wire, covered with glass beads, as seen in Fig. 
219. The lower portions of the lamp, including the floor of the 
intermediate chamber, which acta as a holder for the economiser (seen 
underneath), are shown in Figs. 220 and 221. 

Action of the Lump.— The lamp is so arranged that the weight of 
the carbon- holders always pulls the mechanism into such a position 
that, when no curi-cnt flows, the airhona come into contttct ^Vllen 
cTirrent is switched on to the lanip, the armatiu'e IJ is attracted by 
the series magnet I and turns clockwise, with the result that the 
wheel-work acts so as to slightly separate the carbons PP, Fig. 218. 
At the same time a slider magnetically connected to the gear-work 
separates them stilt farther to the required distance, and in this way 
the arc is struck. The electro-blast magnet M is now energised by 
the current, and the magnetic field created at its poles N S afl'ecta the 
CTirrent through the arc electro-dynamically in the well-known way, 
repelling the arc downwards and maintaining it across the carbon 

As the carbons burn away, the length of arc, and hence the P,D, 
across it, increases, the result being that the series magnet I l)ecome« 
weaker, owing to the increase in the resistiince of the arc diminishing 
the current; and the shunt magnet A, having a preponderating influence 
on the armature i), attracts and anises it to turn counter-clockwise. 
The detent is thus caused to releiise the four-armed fly-wheel I^ 
which makes a quarter of a turn, permitting the carbons to feed !iy a 
very small amount corresponding tc this motion of L The amiatiu'e 
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D at oiiee returns to its original poeitiou of magnetic equilibrium 
between the poles of A and I corresponding to the correct length of 
arc. The leiigtii of arc is 
determined, as nearly as can 
be, by the design of the 
magnets which l>alance D at 
tbe proper position. This 
position is determined finally 
by applying weights in the 
form of thin zinc washers 
W, which arc firmly secured 
and provided with per- 
manent interchangeable ad- 
justment. 

The light fivm this arc 
is very evenly diffused over 
practically the whole of the 
hemisphere l)elow its level 
— an important feature 
which distinguishes this 
lamp from all other arc lamps. 




This ■ 



to the downwai-d spreadiTig effect c 



en diffusion ' is due partly 
the arc of the blast magnet, 
and partly to the curious 
fact that a crater is formed 
in the negative as well as in 
the positive cai'bon, in con- 
sequence of which practically 
the whole globe is equally 
and intensely illuminated. 
This, and the absence of all 
shadows, give to the lamp a 
fire-ball effect. When arc 
lamps containing shunt coils 
are run in series across cir- 
cuits of more than 100 volts, 
considerable heating strain is 
thrown upon the shunt coils 
when the carbons burn out. 
Khi. 221. -i.iiv,-crP.irtioiMprE\ieLiu lamp, This is provided for in the 

aiowinj; roiioiiM^fi. Excello lamp and other types 

of lamps of this make by a special winding of tbe shunt coil, which 

makes it immune against a voltage as high as 2-10. 
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Again, another contingency, not possible in other arc lamps, has had 
to be provided for in this lamp, owing to the proximity of the carbtHis 
to one another, namely, the possibility of the arc travelling upwards 
into the lamp when the carbons burn out, and therefore cannot feed 
any farther downwards. Tins cannot be entirely met by a series 
winding on the blast magnet, seeing that if this was strong enough 
the aic would normally be too much deformed and be liable to 
extinction with \'ariations of line voltage. The contingency is met as 
follows: The blast magnet M is provided with an auxiliary slinrit 
winding which is not energised so long as the lamp is working, foi* its 
circuit is kept open by reason of B attracting G down and thus 
keeping the switch-contact T open. When, however, the carbons 
burn OTit, a stop V on the feeding-chain automatically opens the 
contact-switch b', and hence the circuit of the shunt-feeding mngnet A. 
B at once becomes demagnetised, releasing D, which moves 
instantly over to I, H drawing the carbons tar apart. Simultaneuiislv 
T is closed, the shunt coils of M greatly increasing its magnetic 
strength, and the arc is promptly blown out. 

The carbons used in this lamp are specially long ones to cope with 
thcii- more rapid rate of consumption, and contain a special c-ore of 
mineral salts which imbues the light with a pleasant pale golden or 
yellowish- white colour. This gives the lamp a high fog-penetrative 
(Mwer. Now owing to the length of carbons ami presence of the 
core, coupled with the comparatively small section of carbon and the 
possibility of the core dropping out from the carlxin on account of 
their different coefficients of expansion with heat, the lamp- and 
therefore the line-resistance woiild vary considerably. This in luni 
would vary the length of arc, intensity of the light, and the lineal rate 
of consumption of carbon. To prevent this a metal core, seen in Fig. 
222, burning away with the carlwns, is introduced with the salts in 
such a way that there is a permanent spring-contact at about everj- 
i in. along the carbon. This not only plays an important part in 
the regidar burning of tho lamp, but produces a low-resistance cai'bon 
in which there is extiemely little loss of pressure. The carbons in 
the first batch of lamps made were each 30 ins. long, and together 
absorbed aboiit IS volts, so that the special ones now used are a great 
improvement. 

To prevent the products of combustion affecting the mechanism, 
both the top and intermediate chambers are made with close-fitting 
hoods and are nearly aii--tight For draughty situations, the arc can 
be encloseil in an inner combustion -chamber which only slightly 
reduces the c,p. while greatly protecting the arc from rapid burning. 
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The 'Excello' lamp is made in two sizes, e and/, for both direct 
and alternating current, and in four rated current capacities to each size. 
All are differentially wound, can be used in single parallel or in 
long series up to 1000 volts or more, and will only work with their 
rated current 

Direct-currenl lamps range from 6 to 1 2 amperes at from 4 4 to 4 7 volts 
respectively across their terminals, and will burn two in series on 
110, 3 in series on 160, and 4 in series on 220 to 240 volts. Size e 
uses two carbons each 15j ins, long ; diameters — positive 8 to 11 mra., 
negative 7 to 10 mm.; and burning 9 to lOJ hours respectively in 
the ratings 6 to 12 amperes. Size / uses 23}-in. carbons, buniing 
I5J to 17J hours, 

AUei-naiing-mirent lamps range from 8 to 15 amperes at 44 to 47 
volt^, and have carbons as above, but 7 to 10 mm. diameter. The 




burning hours are about 10 per cent greater than with direct currents 
while a line voltage of 55 for a single lamp, and 110 volts for two in 
series, is needed. 

The candle-power of this lamp, as in every other type, depends on 
the current through the arc, and whether the current is direct or alter- 
nating. The c.p. in every lamp, moreover, varies greatly in different 
directions ; the most useful direction, except in so-called inverted arc 
lamps, being from the lower hemisphere concentric with the arc. 

Now the c.p. of an arc tamp can be measured in a luige number 
of different directions, making known angles with one another, in a 
vertical plane. If, therefore, a linear scale of cp. (e.j. so many candles 
per inch or per cm.) be chosen, a number of lines, ra<Iiating from the arc 
as a centre, can be drawn so that their length represents the c.p. in that 
direction. On joining the extremities of these liufs a curve is obtained 
known as the ' polar curve ' of distribution of light from the arc. 
Such a curve is shown in Fig. 223 for a 10-ampere Excello direct- 
current arc lamp; and if a mean of all the various c.p.'s in dilferent 
directions in the vertical plane be taken, a semicircle can be drawn, with 

2b 
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the arc as centre, at a radius corresponding to this mean c.p. Kepeat- 
ing the above for a number of other vertical planes, and taking the 
mean of all the respective means for the different planes, we obtain 
what is called the mean hemispherical c.p, of the arc. 

The distribution ^ shown in Fig. 223 is that on the right of a vertical 
line through the arc, and would be repeated on the other side of this 

♦ 1919 60 » HO 
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Pio. 223.— Polar Curve of Distribution of C.P. fh)ni a 10- Ampere Excello Direct-Current Arc Lamp. 

line, which is an axis of symmetry as well as a scale of c.p. As seen, 
the mean hemispherical c.p. is 2450, while the maximum c.p. emitted, 
at an angle of forty degrees to the horizontal, is 3100. 

The following table shows the mean hemispherical c.p. given by 
the various stock current ratings of Excello lamps for alternating 
and direct current : — 

* ThiH is well set forth in an article on * Radiation from Intensive Arc lAinps,' by 
B. Monasch, KUktro. ZeiUchr, 26. pp. 67-72, January 19, 1905. 
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TABLE XIV 








lieHii H^mifipherical Candle- 


Power with 


Curivnt. 


Direct Curiviit. 


1 

Alternating Current. 


6 


1300 






8 


1800 


1 


1500 


10 


2450 


1 


2000 


12 


3780 




2750 


15 


• • • 
1 


1 
1 


4000 



^rom these figures we see that the c.p. increases more rapidly 
than the current, whether this be direct or alternating. A most 
important characteristic of this lamp is its high optical efficiency, or the 
ratio of the c.p. to the energy absorbed. 

The following figures ^ enable a very interesting comparison to be 
drawn between the illuminating power of this lamp and that of the 
ordinjiry open and the enclosed types (direct current) : — 

TABLE XV 



Flame Are Lamp Efficiency. 



Watts. 

300 
387 
515 



M.H.C.P. 



1320 
1700 



2125 



C.P. 
WattH. 



4*40 



4-40 



4-12 



0i>en Arc Lamp. 

1 

1 


i 

WattH. 

i 


M.H. C.P. 


C.P. 
Watts. 


' 287 

1 


610 


212 


, 400 


895 


2-24 


1 503 


1365 


2 06 



Enclosed Arc Lamii 
(inner cylinder only): 



Watta. M.H. C.P. 



300 



400 



,510 



330 



520 



710 



C.P. 
WattK 



1 10 



1-30 



1-39 



Thus we see that, so far as these tests go, the efficiency of the flame lamp 
is twice that of the open type and four times that of the enclosed, 
which is also indicated in Fig. 224, while the c.p. is also much greater 
for the same consumption of power. 

In addition to the above, there are other flame arc lamps, e.g. that 
with adjacent parallel carbons, made by Messrs. Siemens and Halske 
(Schweizerische Blatter fiir JEUktrotechniky 8. p. 178, December 8, 
1903). Lamps in which a difiuser (p. 372) is used are also a departure 
in practically the same direction. 

In the Bremer arc lamp,*^ which possesses some important 
characteristics, the carbons are arranged horizontally, and the arc 

1 The mectrical Review, March 28 and April 11, 1902. 

- EleJUro. ZeitscJir. 21. pp. 546-549, July 1900, and Deutsck. i}hy8. deselU Verb. 5, 
7, pp. 157-175, April 15, 1903. 
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is deflected downwards by electro-magnetic means. The advantages 
claimed are : improved distribution of light ; an efficiency two or three 
times that of ordinary arcs ; and, lastly, a light of better colour owing 
to the carbons being impregnated with compounds of calcium, etc. 

Arc-Light DIITusers. — The efficiency of any arc lamp can he 
greatly improved, and, according to recent testa, the cp. nearly 
doubled, by attaching to it the specially prepared Bonhivers diffuser, 
consisting of refractory earth discs baked at very high temperature and 




impregnated with oxides of the rare earth metals. The discs can be 
either concave, plane, or convex : from 8 to 10 mm. thick, and from 
65 to 125 mm. diameter. For direct-current lamps, the bottom 
carbon is made the + ", and the arc arranged to be from 6 to 1 2 mm. 
below the dilTiiser, according to the current used in the lamp. The 
light and heat emitted from the arc is sent up to the diflHiser, which, 
becoming incandescent, reflects it down again ; the rays emitted, 
from the disc absorbing the violet and red rays from the arc, causing 
an illumination resembling snnligkt. The life of the difl'user is 
estimated at about 3000 hours. 
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Electrolytic Arc Lamp. — This ie 
a new form of arc lamp introduced 
by E. Basch,' in which are used elec- 
trodes of magnesia, lime, thoria, zir- 
conin, or other highly refractory 
substances. The efficiency of the arc 
with such electrodes is greater than 
with ordinary carbon ones, but, being 
bad conductors (cold), they have to be 
heated by a subsidiary arc to start 
the main arc and make them con- 
ductors. The efficiency is said to be 
from 0'25 to 035 watts per candle. 

The Magnetite Arc Lamp. — This 
lamp, BO called from the black oxide 
of iron, magititUte, being used as an 
electrode in the lamp, has been de- 
velojwd by The General Electric 
Company of America. The + " 
electrode, J in. to ^ in. in diameter, 
consists of a copper segment, of such 
a size that it does not get too hot and ^ c 
therefore does not wear away. The 
- " electrode consists of magnetite, 
compressed, in the form of an im- 
palpable powder, within a thin iron j c j 
tube. As the lamp burns, the + 
or copper electrode, forming a pt. -, 
manent part of the lamp, becomes J 
hot enough to avoid the deposition 
on it of the material of the - " 
electrode, i.e. of fused globules of 
magnetite. None of the light comes 
from the + ", it being emitted from 
the column of vapour, which is from 
J in. to 1 J in. long. Of the various 
oxides, Tnagttelile is the best, because 
it is a good conductor, is stable at all 
temperatures, very plentiful in nature, 
and gives a white arc of high efficiency, 

< £leJUn>. Ztltsehr. 22, pp. 153-1C7, Feb. 
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about twice that of the ordinary carbon arc. It bums at the 
rate of only about ^ in. per hour, which is reduced by the addition 
of other substances, such as titanium compounds. The lamp takes 
about 4 amperes at 80 volts, and with electrodes ^ in. diameter 
burns for 100 hours, or with |-ia diameter electrodes it burns for 200 
hours. The fine smoke given off is conveyed away by a chimney, 
and a nickel reflector inside the globe adds some 10 per cent to 
the illumination. 

Foster Hot-Wire-Contpol Arc Lamp. — Probably foremost in the 
enterprising attempts to simplify arc-lamp mechanism is that embody- 
ing the application of the thermal property of an electric current. 
The principle involved and object to be attained are, of course, the 
control of the arc by means of the heating and consequent expansion of 
a wire or strip, due to the passage through it of the current supplied to 
the lamp. Various attempts have been made, of recent years, to solve 
the problem, but without commercial success, until Mr. C. E. Foster, in 
1901, devised the lamp which he has recently perfected and placed on 
the market. This lamp eliminates the dash-pot or damper, and either 
the electro-magnet or solenoid with its plunger, inseparable from the 
mechanism of every other type of arc lamp. Many of the inherent 
troubles common to arc lamps in the past therefore disappear or are 
reduced to a minimum ; for such, when they do occur, are mainly 
caused by the damper sticking, through dust and dirt, or the coil 
burning out. 

Before reviewing the merits, or otherwise, of the lamp, it may be 
well to give a description of its construction, so that the reader may 
better appreciate the various points. A complete sectional elevation 
of the lamp, with case removed, is shown in Fig. 226, from which it 
will be seen that the lower carbon is fixed, while the upper one is 
actuated on the clutch principle. The two cables from the source of 
supply are connected respectively to the two terminals marked + 
and - which are carried by, but insulated from, the top cap of 
the lamp. This top also carries the shackle insulator for supporting 
the whole lamp, as well as the tubular centre-post P, which in tiu-n 
can-ies the remainder of the lamp. The + terminal is electrically 
connected by an insulated wire 8 to a metal block V fixed to, but 
insulated from, the floor of the lamp-case. Two metal expansion strips 
R K terminating in stirrups N N hang from the opposite hooked ends 
of a bar M, their lower ends being attached to V and the hook T 
respectively. The bar M can oscillate on a fulcrum carried by the 
screwed rod L, which, though insulated from the case, can be raised 
or lowered by turning the nut K. The tension of the strips R R can 
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tberefore be altered, and the feed 
of the carbons coneeqiiently ad- 
justed faster or slower. The stripe 
are also connected electrically at 
their upper ends by the wire shown, 
in order to avoid any sparking at 
M. The bar terminating in the 
hook T is carried by a rigid rod 
B, pivoted at its upper end, and 
is not otdy connected by a link £ 
to a disc F, but also electrically 
connected by a flexible wire D 
(insuUted with glass beada) to the 
upper carbon-holder Q, which slides 
freely in the tube P. On the 
same axle as the disc F is a crank- 
arm U, the outer end of which is 
loosely pinned to the projection 
W from a flat washer, tlirough 
which the upper carbon passes 
freely when the washer is resting 
on the floor of the case. There 
is a little play between U and F 
to enable RR to attain a Tairly 
high temperature before the arc is 
struck. The upper carbon-holder 
Q is merely a split tube into which 
the carbon is pushed borne. The 
lower or - " carbon is clamped in 
a fixed holder Y carried by the 
metal rods H H from the floor of 
the case, and these are in turn 
electrically connected by an insu- 
lated wire A to the - "* terminal 
of the lamp. A spring C stretched 
between the top of the lamp and 
a pin on the side of F near the 
rim, always tends to turn ' F 
counter-clockwise, and hence main- 
tain R R always taut. A steatite 
ring G clamped by a screwed bush 

X guides the upper carbon through 




n 
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the floor of the case, while the hole in the clutch-ring W is also 
lined with the same metal. Only one globe is employed, the upper 
rim of which fits closely into an annular groove in the under side 
of the floor of the case. The lower end is fitted with a globe dish 
J and carries a close-fitting washer Z for preventing air leakage, 
and is pushed upwards by a spring compressed by a nut working 
on the tail-rod of Y. 

Action of Lamp. — For no current flowing, the upper carbon 
gravitates on to, and comes into contact with, the lower one, sliding 
through the clutch-ring W, which is horizontal. When, therefore, the 
current is switched on, the strips R R carrying it expand, and the spring 
C immediately takes up the slack, causing F to turn counter-clockwise, 
and W to be tilted so as to bind on the upper carbon. The further 
motion of F raises W bodily, and with it the upper carbon, until 
equilibrium is established by the current flowing through R R and a 
certain length of arc raising RR to a steady temperature. As the 
carbons consume away, the arc increases in length, while the current 
and consequent expansion of RR decreases. The clutch-ring W is 
thereby tilted back more towards the horizontal position, and allows 
the upper carbon to very gradually and imperceptibly feed or glide 
through it. 

The above lamp is shown one-quarter full size, and, complete, weighs 
about 1 2 lbs., while the mechanism weighs about ^ lb. It is made by 
Messrs. Foster and Co., of Worple Road, Wimbledon, and regulates 
equally well with either continuous or alternating current without 
any alteration at all. In fact, these lamps can be switched from a 
direct- to an alternating-current supply, or vice versa, without stopping 
the arc, thus making it possible for a pure direct-current lighting 
plant to have an alternating-current stand-by, or vice versa, in case 
of the break-down of the former. 

Whilst the ordinary electro-magnetically controlled type of arc 
lamp can only be run two in series on (dteiTwiing pressures from 220 to 
250 volts, the hot-wire lamp can be run three in series without any 
other resistance in series. Thus 33 per cent more light is obtained 
in the latter case for the same consumption of energy. The reason of 
this is that the hot-wire lamp has no self-induction, and therefore 
introduces no back E.M.F., as do lamps containing electro -magnets. 
The whole of the supply voltage is therefore effective in operating 
the lamp, and the product (amperes x volts) represents the true watts 
absorbed, the so-called powei- factor of the lamp being unity. 

Th§ higher the circuit voltage the greater the efficiency of the 
hot-wire, but the smaller that of the magnet^ controlled lamp. In some 
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recent tests it was shown that three lamps in series on a 240-volt 
direct-current circuit required no extra resistance. The current was 
5*5 amperes, and the total voltage at the terminals of the arcs was 216, 
or 72 volts per arc, the carbons being solid and the arc quite steady. 
This result means a production of nearly 50 per cent more light 
for the same energy absorbed than in the ordinary arc lamp. On 
100 to 200 and 220 volts the saving is from 10 to 26 per cent. 

The internal resistance of the lamp between terminals is about 
2 ohms. In the case of alternating currents, one, two, or three of 
these lamps can be operated in conjimction with a three-way com- 
pensator transformer and so-called choking coil. A recent test of a 
lamp with this combination showed the current to be 2^ amperes at 
220 volts and 50 periods per second, total consumption 495 watts, of 
which 58 were in the compensator and choker. When two additional 
lamps were added to the compensator, the extinction of one of them 
in no way affected the other two. The three lamps are in series with 
one another across the 220-volt main, one being in shunt to each of 
the three sections of the compensator, which is also across the same 
mains. 

The lamp is practically dead-beat in its operation, and with 
alternating current is nearly noiseless, the usual rhythmic hum common 
to electro-magnetic lamps being absent. 

Owing to friction at the moving parts being reduced to a 
minimum, the spring C is quite a light one and the tension on the 
strips R R only a few ounces when hot. They will stand about ten 
times the tension which C can produce on them without permanent 
elongation, and will stand safely about three times the current taken 
in * striking * the arc A strip which had been in use for two years 
elongated about 15 per cent before breaking at 46-lbs. tension. It 
is estimated that they will last for at least five years, and the cost 
of a new one only amounts to from two to live shillings. 

The lamp is intended to use a + ** or upper carbon 1 4 ins. 
long and a - ** 7 ins. long, both solids 13 mm. diameter, for coniimumSf 
or 10 mm. diameter, cored, for alternating current. If the arc, which 
is about % in. long, tends to flick out through being too long, the head 
K must be screwed clockwise a little at intervals, until the tension 
on the strips R R is increased to the right amount to give a steady 
arc. The reverse must be done if the arc is too short. Equality in 
the lengths of ai'C can in this way be obtained in two or more 
lamps running in series. One trimming of carbons lasts from 40 to 80 
hours, according to the size and quality of carbons and to the magni- 
tude and constancy of the voltage. 
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The lamp for direct current bums direct on 100 to 120 volts, and 
requires only one external resistance for 120 to 250 volts. For 
alternating current at 100 to 120 volts an external choker is 
needed. 

Resistances, Choking Colls, and Economy Coils for Arc Lamps. — 
Some few years ago it was customary to see arc lamps run in one 
long connected series only, there being as many as sixty-five lamps in 
series with esxih other, all taking the same constant current. Owing, 
however, to the necessity for providing special generating plant 
for supplying this constant current at so high a voltage (65 x 50, 
or 3250 volts), although in America 175 -light machines are used 
giving a constant current of 6*5 amperes at 10,500 volts, engineers 
have turned their attention to the ways and means for running arc 
lamps either singly or in series of two, three, four, up to ten, across 
constant-potential mains. 

Now suppose that two arc lamps, each requiring 10 amperes at 50 
volts, have to be run in series from 110-volt constant-pressure supply 

mains MM. Then obviously 
^ '-I Lg R "^1 the surplus voltage (10 in this 

— I :^l|fl — I — I ^ — I WSlSi — case) must be absorbed inde- 

,.. ««^ A T a *u . ■ r. ■ * pendently, and this is done 

Fio. 227.— Arc I4imp8 in Senes with Line Resistance. ^ "^ » 

in the case of direct currents 
by connecting in series with the lamps LjLg an extra or so-called 
line resistance R as shown in Fig. 227. This is wound with wire of 
sufficient gauge to carry the lamp current without excessive heating. 

An adjustable line resistance of the double-coil type supplied by 
the Sun Electrical Company, London, is shown in Fig. 228, with 
ventilating perforated cover removed. The wire is wound on two 
cylinders of non -combustible insulating material, such as slate or 
earthenware. A movable clamp sliding along a contact-rod (seen in 
the figure) alters the terminal resistance according to its position. 
This form of resistance is made also with single coils only. In 
another type, spirals of the wire are wrapped round a hollow insulating 
frame about 7 ins. diameter by 5 J ins. deep, in the manner shown in 
Figs. 229 and 230 (without and with cover). The top carries the 
suspensioit insulator, and the bottom a hook from which the lamp 
is hung. 

With alternating currents, a reactance, impedance, clwking coil, or 
choker, as it is variously termed, is used, in the place of R (Fig. 227), 
for absorbing the surplus voltage. 

Many different forms of choking coil, all effecting the same object, 
are in use, and, therefore, the general principles of construction and 
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action will be understood by a description of one form commonly met 
with and illustrated in Fig. 231. It consists of m-shaped stampings 
out of soft annealed thin sheet 
charcoal iron, which are var- 
nished on one face and then 
assembled side by side (wi 
varnished sides all facing o 
way) to form a thick or deep 
m-shaped block. The plates 
are therefore all insulated 
from one another by o 
thickness of varnish, and are 
clamped tightly together by 
five long bolts, as shown. Two 
such laminated m-shaped blocks 
are clamped face to face on a ' 
baae, by means of the metal 
frame at the top and a long 
vertical bolt on each side, as shown. The central tongues project 
through opposite ends of a coil, and meet at its centre. The coil is 
wound with cotton-covered copper wire large enotigh to carry the 
Ump current, and is tapped at intervals by wires connected with five 
terminals earned by and insulated from the base. 

AMien an alternating current is sent through the choker, and it 
can only be used with such a current, the lines of magnetic force 
created all pass through the centre core of the coil, completing their 





m 



path through both side liml)s. From the principles explained on 
pfige 194 et seq., a self-induced or back E.M.F. will lie created in the 
coil, which will neutralise an equal portion of the E.M.F. of the souree. 
This back E.M.F. can be diminished by only sending the current 
through a fewer number of turns in the coil, which can be done if this 
is wound in sections, the iron coie remaining untouched, or by 
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keeping the same immbei' of tunis and inserting non-magnetic distatiee- 
pieces between the tongues of the two laminated blocks, which decreases 
the strength of the magnetic lield by increasing the resistance of the 
magnetic circuit {fAde p. 
136). Nearly all chokers 
have therefore either an 
adjustable core or coil 
wound in sections, or 
' both. 

The device R (Fig. 
227), whether it be a Htte 
resislattce for direct cur- 
rent or choking coil for 
alternating current, not 
*" , ^i ,-. ^^'y absorbs the surplus 

voltage, but also serves 

the lamps, and is therefore sometimes termed a steading resislaace. 

The reader must also remember that, while the sanie amount of 
energy is taken from the mains M M, for the same voltage between 
them nnd current, the choker wastes less energy in heat than a line 
resistance with alternating currents, owing to its low metallic resistance 
and special magnetic circuit. A choking coil can, with advantage, be 
used as a shunt to the terminals of each lamp when there are two or 
more in series. For instance, if used with the arrangement shown in 
Fig. 227, we have that of Fig. 232, where Cj C^ are two chokers, and 
when used in this way they are called balancing or distTilmtion coils. 

The chokers Cj Cj are designed so that, although they can carry 

[6D3«55irai5injijis>| (OremifTOOTii 



the whole lamp current safely, they shunt very little current when 
the lamp has its proper terminal voltage and proper length of arc. 
Under this latter condition, the specially small cores are designed so 
as to be nearly magnetically saturated, and therefore, since the back 
KM.F, varies directly as the product (turns x flux), an increase of 
terminal supply voltage affects the flux, and hence the back E.M.F., 
very little, and the result is an increase of current through the 
choker. 
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Fio. 233.— Principle of Economy Coil. 



It will now be seen that if the arc lengthens, the terminal P.D. 
increases, and the choker passes more current until the arc returns to 
its normal length. In addition, therefore, to the choker maintaining 
a more constant P.D. at the lamp terminals, it acts as a cut-mit and 
substitutional resistance in the event of the carbons being unable to feed, 
for then the whole current passes through it, and its back EM.F. 
replaces that originally required at the lamp terminals. The remain- 
ing lamps of the series therefore go on burning properly just the same. 
When the supply voltage is very mucli in excess of that required 
for one or a given number of alternating-current arc lamps, it is more 
economical and convenient to run them from a so-called compensator 
or econsmy coil. This is practically a combination of a choking coil 
and transformer, and of course can 
only be used with alternating cur- 
rents. The principle will be under- 
stood by a reference to the diagram. 
Fig. 233, in which M M are the supply 
mains at, say, 110 volts, L a lamp 
requiring, say, 1 amperes at 50 volts, 
and P S the compensator. The thick 
and thin wire coils P and S are wound on a well-laminated closed 
magnetic circuit, and together constitute a transformer, while P alone 
acts as a choking coil to L and S. 

Now it will be seen that the current in P flows through L, and by 
transformer action induces in S the E.M.F. of 50 volts required for 
the lamp. This secondary E.M.F. in S causes the remainder of the 
current required for L to flow through it. In the present instance 
the economy coils or their core would be adjusted so that 5 amperes 
flowed through P and L, and the KM.F. of S added a further 5 
amperes to that through L, making the necessary 10 amperes at 50 
volts (or 500 watts). Further, it will be seen that only 5 x 110, or 
550 watts, are taken from M M as against double this if the arrange- 
ment of Fig. 227 had been used. 

A saving is effected in the running cost of at least 70 or 80 per 
cent by using a compensator instead of a choker. Two lamps can be 
worked off the same compensator by connecting the second lamp across 
the terminals of P. In this case the two lamps can be worked quite 
independently of one another, and when both are burning they are in 
series. Should one go out, the other continues to burn M'-ith economy 
(vide p. 380). The device obviates the necessity of protecting the 
shunt coils of arc lamps, and is made to transform in the ratio of 
4 to 1 for 200-volt and from 2 to 1 for 100-volt circuits. Further, 



382 ELECTRICAL ENGINEERING chap. 

the choking effect can be adjusted to suit any current and periodicity 
of the alternating current 

We may now with advantage mention some important points 
relating to the illumination derived from arc lamps in general. 
The candle-power (c.p.) of such lamps depends upon the current, 
voltage, length of arc, quality and diameter of carbons, enclosing globe, 
and nature of current, whether direct current (D.C.) or alternating (A.C.), 
and the position of the arc in the globe. With so many dependencies, 
makers of arc lamps have given up even mentioning candle-power, and 
content themselves by rating their lamps on the current and voltage 
required. The c.p. does, however, range from about 150 in the 
midget types (taking 1 ^ ampere at about 65 volts, i.e, 97 watts) to 
over 3000 c.p. in some of the * open ' types (taking 1 2 amperes at 55 
volts, i,e. 660 watts) with globe or globes complete. 

The globe, however, absorbs a large percentage of the light emitted 
from the arc itself, but on the other hand helps to diffuse it more 
uniformly in space. From photometric tests on the absorption of 
light by globes of different kinds of glass used for the purpose, we 
find it to be about 8 per cent for clear glass ; 1 1 per cent for holo- 
plane gla^ ; 30 per cent for light ground glass ; 40 to 50 per cent 
for heavy ground glass; and 50 to 70 per cent for strong opal 
glass. It has been proved experimentally that the best results are 
obtained with the arc at the centre of the globe. The optical efficiency 
of the naked arc is therefore usually much greater than that of the 
lamp with globe, the latter ranging from about J to 2 watts per 
mean spherical candle-power (see p. 370), according to the tjrpe of 
lamp used. It is from 10 to 30 per cent greater with D.C. than 
with alternating currents, and is some 75 per cent greater in * open ' 
type arc lamps than in the * enclosed ' type used with D.C. 

It is interesting to compare both the intensity and distnlmfion 
of illumination in the case of open and enclosed arc lamps. Some 
time ago careful tests of c.p. at various angles were made on a 
number of different makes of open arc lamps with globes. These may 
now be compared with similar tests on a Jandus enclosed arc lamp, with 
clear inner and outer globes, and run from 110- volt mains with 80 
volts across the arc and an average current of 5*6 amperes through it. 
The maximum c.p. was found to be 1295, but the results for the 
' enclosed ' and the mean of those for the * open ' arc tests are both 
reduced in proportion, with a maximum of 1000, and plotted in Figs. 
234 and 235. The carbons and lengths of arcs are drawn to scale 
in both cases. The latter, it will be seen, is a controlling factor in 
determining not only the angle of maximum c.p., but also its range in 
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a vertical plane. The maximum rays from the long or enclosed arc lamp 
(Fig. 234), from their greater elevation, strike the ground at nearly 
twice the distance from the lamp that those from the open arc type 
do, while being more evenly distributed. The relative forms in which 
the carbons burn away are well illustrated in Figs. 234 and 235. The 
burning hours are increased by decreasing the size of the combustion 
globe of the enclosed lamp, but for the usual size the consumption of 
carbon is about 0*05 in. per hour for the + ^, and 0*025 in. per hour 




h.9oo 



a// 




^^^ 



Fio. 234.— EncloRed Arc 



Fio. 286.— l)i)en Arc. 



for the - ^ carbon. With alternating-current enclosed arc lamps the 
rate of consumption of carbon is about 06 in. per hour. 

Variation of C.P. with Diameter of Carbon. — This is well shown 
by the results of some tests on a lamp, taking 3| amperes at 80 volts, 
by G. N. Eastman.^ For example, using carbons of various diameters, 
and measuring the c.p. always in the same direction, the following 
results were obtained : — 



Diam.— 4 ^ § 
C.P.— 196 322 351 



394 378 485 554 



These figures show that the c.p. and efficiency increase as the 
diameter of carbons used decreases, for the same amount of electrical 
energy absorbed. 

* Elect. World and Engin. 45. pp. 722, 723, April 15, 1905. 
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QUESTIONS ON CHAPTER IX 

[Supplement ail Anstcerswith Sketches when possible,] 

1. Why are glow-lamps generally arranged in parallel, while arc lamps are fre- 
quently joined in series 1 (Prelim. C. and 6. 1897.) 

2. Give sketches describing the best known arc-lamp mechanisms, and state 
which type you would prefer to employ on a constant-pressure circuit. Give full 
reasons. (Hons. Sect. 11. C. and G. 1897.) 

8. Draw polar curves showing the distribution of light with an open direct- and 
with an open alternating-current arc ; also with an enclosed direct-current arc. 
From these, estimate the total amounts of light that are sent out downwards within 
a cone, the generatipg lines of which make an angle of forty -five degrees with a 
veHical line through the arc. (Hons. Sect. II. C. and G. 1898.) 

4. A single arc lamp is supplied with current from a pair of mains at a pressure 
of 100 volts. What other apparatus is necessary, in addition to the lamp itself, (a) 
when the current is direct, (6) when it is alternating ? (Prelim. C. and G. 1899.) 

5. Sketch and describe some form of enclosed arc lamp, and mention the chief 
points in which its working differs from that of an open arc lamp. Under what 
circumstances will the open arc type be the more economical to employ ? (Hons. 
Sect. II. C. andG. 1899.) 

6. What are the important differences between an arc lamp intended for use on 
a series circuit and one employed on a parallel circuit ? Explain the reason for each 
of the differences. (Ord. C. and G. 1900.) 

7. Two arc lamps are supplied from different sources, one alternating, the other 
direct current ; the current, indicated by suitable instruments, is 10 amperes and 
the pressure 100 volts in each case. On the direct-current circuit the voltage on the 
lamp terminals is reduced by 45 by means of a resistance coil, and on the alter- 
nating-current circuit by an iinpedence coil. Explain why, although the current 
and voltage of the two lamp circuits is the same, the direct-current one will con- 
sume nearly twice as much energy as the alternating-current lamp circuit. 
(Hons. Sect. II. C. andG. 1900.) 

8. Describe, with sketches, the striking and regulating mechanism of some good 
form of arc lamp. (Prelim. C. and G. 1901.) 

9. Why, by the expenditure of the same amount of power, is so much more light 
produced with an arc than with a glow lamp ? (Prelim. C. and G. 1901.) 

10. Discuss the relative merits and demerits of open and enclosed arc lamps when 
run from a 240 direct-current circuit. (Prelim. C. and G. 1901.) 

11. Describe shortly, with sketches of the regulating mechanism, the best form 
of arc lamp with which you are acquainted, and call attention to any points which 
you consider specially good. (Ord. C. and G. 1902.) 

12. Describe accurately, but in as few woi*ds as possible, any good form of atx' 
lamp with which you are familiar, making clear sketches of essential parts. (Oid. 
C. and G. 1904.) 



CHAPTER X 

THE PRODUCTION OF ELECTRO-MOTIVE FORCE (tHERMO-GENEKATORS 

— PRIMARY CELLS — SECONDARY CELLs) 

The Production of E.H.F. Thermally. — If the junction or point 
of contact between the ends of two bars or rods, composed of different 
metals, is heated, an E.M.F. is set up between the free ends of the 
bars, so long as a difference of temperature exists between the junction 
and these ends. If, then, these are connected by a conductor, the 
E.M.F. will cause a current to flow in the closed circuit so formed. 
The E.M.F., and therefore also the current, will be constant as long as 
the temperature conditions are constant. This phenomenon was dis- 
covered by Seebeck, of Berlin, as far back as 1821-2, and is observable 
with any two different metals. It is all the more interesting, and even 
fascinating, on account of the direct transformation of heat into 
electrical energy. 

The arrangement mentioned above is known as a thermo-cr/uplej 
and is illustrated diagrammatically in Fig. 236 ; A and B being the 
metal bars, J their heated junction, and C the outside circuit connec- 
tion. If the bars A and B are of antimony and bismuth respectively, 
then, if the junction J is heated to a higher temperature than the 
remainder of the bars, a current will flow in the direction of the 
arrows." This is easily remembered from the fact that the cuirent 
flows from Antimony to Bismuth through a Cold junction, and Ihe 
letters A, B, C. If J is cooled to a lower temperature than the re- 
mainder of the bars, the current will just be reversed in direction. 

A metal is said to be thermo-electrically -i- *'*' to another when the 
E.M.F. which they set up tends to send a current from the first 
to the second through the hot junction. Thus bismuth is + "" and 
antimony - ^ at the junction J (Fig. 236), and it will be noticed that 
this distinction of sign is in agreement with that met with in the 
electro-chemical series of substances (p. 392), namely, any substance is 
electro-chemically + ** to another when the E.M.F. set up by them 

38.5 2 c 
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tends to send a current from the first to the second through the liquid of 

the voUaic cell. 

Now the thermo-electric property varies with every pair of 

different metals very considerably in many cases, being greatly 

affected by the presence of impurities, while their relative signs 

are, in some cases, even reversed at 
different temperatures. This last- 
named phenomenon is perhaps most 
easily exhibited with a copper-iron 

thermo-couple, on account of the 
Fio. 236.-Principie of a Thormo^upie. j^^^^^^y ^^^^ ^£ temperature being 

smaller with such. Suppose, therefore, that the twisted junction of 
a copper and an iron wire can be heated gradually to any desired 
extent, and a very sensitive high-resistance voltmeter be applied to 
the free ends, which remain at the temperature of the room. Then, 
as the temperature increases continuovdy, the E.M.F. of the couple 
(which is given by the voltmeter reading) increases to a maximum, 
then decreases to zero, and reverses sign afterward, finally increasing 
again in the opposite sense to what it did before. 

It can also be shown that the maximum E.M.F. is always attained 
at the same temperature, which is called the neutral paint of that 
couple, no matter what the temperature of the rest of the circuit may 
be. Further, the temperature of reversal (TR) is as much above that 
of maximum E.M.F. (TME) as this latter is above the temperatiu-e of 
the cool junction (TCJ). In other words, the temperature of maxi- 
mum E.M.F. is midway between the temperatures of reversal and of 
the cool junction, or 



TX K 
ME = 



Tr + Tc:j. 
2 



If C, in Fig. 236, is a copper wire, say, the thermo-E.M.F. at the 
junction of C and B opposes that at J, and also the E.M.F. at the 
junction of A and C ; but since the thermo-electric effect of any element of 
a circuit is zero if the extremities of that element are at t/te same tempera- 
ture, it follows that when the ends of C are at the same temperature 
the E.M.F. at J is the only one acting in the circuit. 

Laws of Thermo-E.M.F.*s.- -These at once follow from the above 
remarks, and may be stated thus : — 

1. The thermo-E.M.F. of any pair of substances is roughly pro- 
portional to the excess of temperature of their junction over the 
remainder of the circuit within a given range of temperature. 

2. The total or effective thermo-E.M.F. acting in a compound 
circuit composed of conductors of different materials is equal to the 
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algebraical sum of all the separate thcrmo-E.M.F.'s at the various 
junctions. 

Source of Thermo -E.H.F. : Peltier and Thomson Effects. — 
Peltier in 1834 discovered that the junction of a thermo-couple 
becomes hotter when a current from some outside source is sent 
through it in one direction, than when the same current is sent in the 
opposite direction. This means that one junction is heated by the 
absorption of heat at it, the other cooled by heat being evolved from 
it. Further, the cooled junction, if heated, produces a thermo- 
current in the same direction as that which heated it ; or, in other 
words, the junction J (Fig. 236) would be cooled by a current from an 
outside source flowing from B to A. From this it is seen that the 
Peltier and Seebeck effects are the converse of one another. Thus it 
is that in a thermo-couple the heat absorbed at the hot junction is 
greater than that evolved at the cold, the diff'erence being the source 
of energy to which the thermo-KM.F. is due. 

The Peltier effect must not be confused with the Joule effect of a 
current in a circuit, for the former is reversible, the current heating or 
cooling the junction depending on its direction, while the amount of 
heat gained or lost respectively is proportional merely to the strength 
of current. In the Joule efflect the junction is heated whichever 
way the current flows, and here the amount of heat is proportional 
to the square of the cuirent (p. 54). 

The total heat (H) developed in any circuit, which must always 
contain junctions, and hence be liable to Peltier eflects, is at once 
obtained if tlie thermo-E.M.F. (E, in volts) produced at the heated 
junction be known, for the relation (p. 55) then becomes — 

H = 0-239(C'^R/±EC0 

= 0-239a(CR-f E) calories. 

The Thomson Effect is that discovered by Sir W. Thomson 
(Lord Kelvin), who found that a length of the same material, if hotter 
at one end than the other, is heated more by a current from an outside 
source flowing in one direction through it than if the same current flows 
in the opposite direction. Also that heat is absorbed or evolved from 
a conductor, according to the material it is made of, by the passage 
of a current through it when its ends are at different temperatures. 
For example, heat is absorbed by a copper conductor when a 
current flows from the cold to the hot end, and evolved when the 
current is reversed in direction. The opposite is the case with iron, 
while lead is the only metal not exhibiting the effect at all. For this 
reason, lead is taken as a standard of zero from which to measure the 
thermo-E.M.F. of other materials at all temperatures. A thermo- 
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electrical series of materials can thus be formed, showing the thermo- 
E.M.F. produced by heating the junction of a single couple, formed 
by such with lead, l"* C. higher than the rest of the circuit When 
the thermo-E.M.F. acts from them to the lead, through the junction, 
they are called + ^'^ elements ; and when the E. M.F. acts from the 
lead to them, through the junction, they are called - ^ elements. 
The following table gives the approximate values of the thermo- 
E.M.F. 's of different substances with lead for 1^ C. difference in 
temperature between the hot and cold junctions : — 

TABLE XVI 



Substance. 


Therroo.E.M.F. 
in Microvolts 


* Bismuth, pressed wire 


+ 89 to 97 


Bismuth-antimony alloy (10 to 1) 






4 64-5 


Bismuth, ordinary .... 






+ 40 


* Cobalt .... 








+ 22 


Nickel .... 








+ 15-5 


* German silver . 








+ Wii 


Palladium 








+ 6-8 


Mercury .... 








+ 3-2 


Lead 











* Tin, pure wire pressed 








- 0-1 


* Copi)er, commercial . 




t 




- 0-1 


Tin, ordinary . 








- 0-4 


^ Platinum . * . 








- 0-9 


» Gold 








- 1-2 


Cadmium 








- 2-4 


^ Antimony, pure wire pressetl . 






- 2-8 


^ Silver 






- 3 


1 Zinc. . . . . 






- 3-7 


* Copper, electrolytic pure . 






- 3<s 


* Antimony, commercial wire pruhscd 






- 60 


^ Areenic 






- 13-6 


Antimony, ordinary 






- 171 


* Iron, pianoforte wire 






- 17-5to22'6 


^ Red p losphoms 






- 29-7 


Antimony-zinc alloy (2 to 1) 






- 99-0 


CopjKJr sulphide 






- 196-7 


Antimony-cadmium alloy (1 to 1) 






- 231 -9 


* Tellurium .... 






-502 


Selenium 






- 807 



The thenno-E.M.F. between 0^ and 100'' C. of couples formed of 
chemically pure lead and alloys of nickel-steel, platinum-iridiuni, 
aluminium-bronze, brass, German silver, and telegraph bronze has 
been determined by fl Steinmann {Comptes rendus^ 130. pp. 1300-1303, 
May 14, 1900). 



* Determined by Matth lessen. The remainder, together with cobalt, German 
silver, and platinum, determined by Becquerel. 
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Mr. G. Belloc (Comptes rendiis, 134. pp. 105, 106, January 13, 1 902) 
finds a 28 per cent nickel-steel to have a high thermo-E.M.F. amount- 
ing to 6300 microvolts at 196° to 400"*, with an unusually high neutral 
point of 495°. 

Mr. A. Heil (Zeitschr, Elektrodem, 9. pp. 91-97, January 29, 1903) 
gives a lengthy revised thermo-electric series in which the thermo- 
E.M.F. 's of a large number of elements and alloys with constantan 
(60 per cent copper, 40 per cent nickel) at various temperature 
differences are detailed. He has developed a new very efficient 
couple with constantan and the alloy antimony and zinc in the 
proportions 122:65. This gives 4-0 045 microvolt for a tempera- 
ture difference of 230° C, and -h 0*130 microvolt for about 500° C. 

For 1° C. difference in temperature between the hot and cold 
junctions of a single thermo-couple, made up of any two of the a])ove 
substances, the E.M.F. in microvolts, or million ths of a volt, can at 
once be obtained by subtracting the lower one of the two in the table 
from the other. For example, the E.M.F. in microvolts of a 

Nickel-lead couple = (15'5-0) = 15'5 from nickel to lead through junction ; 
Lead-zinc couple = (0 - ( - 3'7) = 3'7 from lead to zinc through junction ; 
Cobalt-mercury coui»le = (22-3'2) = 18'8 from cobalt to mercury through junction ; 
Cobalt-silver couple — (22 - 3) = 19 from cobalt to silver through junction ; 
Gold-silver cou|>le= - 1 '2 - ( - 3) = 1 "8 from gold to silver through junction. 

For 100*^ C. difference in temperature between the hot and cold 
junction, the E.M.F. would be 100 times that given above. With 
some couples, however, the E.M.F. varies with the temperature, but 
not directly proportional to it. For instance, the E.M.F. might be E 
at lOO*" C. and only l.J E at 200' C, while the E.M.F. of another 
couple might fall with increase of temperature up to the neviral point 
at which there is no E.M.F., and then increase for further increments 
of temperature, as mentioned on page 386. 

These effects may conveniently be studied by what is known as 
the thermo-electric diagmm (Fig. 237), which shows the relation between 
the temperature and E.M.F. of the elements forming separate couples 
with lead. In this, the slope of the lines for the different metals 
shows the Thomson effect in each ; and it is seen that this is greatest in 
iron, very little in aluminium, and zero in lead. The E.M.F. in 
microvolts per degree of any pair of metals is given by the vertical 
intercept between them at the given temperature. For example, in 
an iron-zinc couple at 0° C. it = 1 5 ; at 1 00"^ C. = AB = 7 ; at the 
neutral point N, or point of intersection of the iron and zinc lines, 
it - 0, the temperature being almost 200° C. ; while at 300° C. it = 
CI) = 7 microvolts, but acting in the opposite direction to that at 
AB. The arrow-heads show the direction through the hot junction. 
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Some couples have no practical neutral points, e.g, palladium-iron 
and copper-silver, these being reached either much below zero or 
at excessively high temperatures. The total or effective E.M.F. of 
a couple is obtained from Fig. 237 as follows. Let E be its total or 
effective RM.F. when the temperature of the colder junction is T, 
and that of the hotter is T.,. Also let V be the E.M.F. of the more 
+ "^ metal of the couple with lead, and let r be the E.M.F. of the 
more - ^ metal of the couple with lead, each at the mean temperature 

T° C. = i^-'-^^y C. Then E = (V - i;)(T2 - T,) microvolts. For ex- 
ample, assuming an iron-zinc couple, let T^ and Tj be 50° C. and 150" 
C. Whence T = 1 00° C, and at this temperature V = - 4 and v- -11. 



f15 




100 



200 300 

Degrees Centigrade 



400 



500 



Fig. 287.— Thenno-clectric Diagram Hhowing Variation of E.H.F. with Teiii(ierature. 

Therefore E = { - 4 - ( - 1 1)}(150 - 50) = 7 x 100 = 700 microvolts. 
If AB be the inteicept between the iron and zinc lines, Lc, the P.D. in 
microvolts between the meUds (per degree C) at the mean temperature 
(T), then E = AB(T2 - T^) microvolts, where AB = { - 4 - ( - 11)} = 7. 
We are now able to see the important bearing of a thermo-electric 
diagram on the design of thermo-couples, for it tells us that couples 
with a practical neutral point should either be avoided or that the 
range of temperature should be ciircfully chosen to obtain a good 
result. It will be seen that the actual PIM.F. of any of the couples 
is very small even when high differences of temperature are employed. 
To increase it, a number of similar couples can be connected together 
so that their individual KM.F.'s are added together, the arrangement 
being then termed a thermopile. Fig. 238 indicates diagrammatically 
the principle, but not the exact form, of the usual method of con- 
structing a thermo-pile. The two elements are connected end on to 
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Fio. 288.— Principle of a 
Thermo-pile. 



each other in alternate order, and run nearly radially between a 

heating-chimney H and another cylinder C cooled by running cold 

water through it. One set of similar elements is shown by full lines, 

the other set by dotted lines. The heated 

junctions are therefore the even numbers 

2 to 16, while the cold junctions are the 

odd numbers 1 to 17, the terminals of the 

pile being 1 and 17. The individual 

KM.F.'s all act in the same direction, so 

that the total E.M.F. = the RM.F. of one 

couple multiplied by the number of couples. 

Fig. 238 shows eight couples in series. 

A thermo-pile commonly met with is 
that of Clamond, using iron with an alloy of 
antimony and zinc for each couple. 6000 
of these, heated by coke, gave 109 volts, with a terminal resistance 
of 15 "5 ohms. The choice of substances should rest with two as far 
apart in the table, page 388, as possible, providing neither is too 
easily fused or oxidised. 

The author has for some years been using a thermo-electric 
generator, made by Mr. H. Barrington Cox, which is capable of 
giving a current of 3*5 amperes on short circuit and an E.M.F. of 
5'0 volts on open circuit, the internal resistance increasing with the 
current from 1*05 to 1*45 ohm. The generator is about 6 in. long by 
about 6 in. in diameter, and has a water-jacket on the outer periphery. 
A central bunsen flame is spread out over, but does not actually 
touch, the walls of the central cylindrical hole. 

Efficiency of Thermo-EIectric Generators. — This is very low at 
present, but it is quite possible that means may be found to increase 
it. According to Fischer, some years ago, only from 0*3 to 0*5 per 
cent of the heat energy is converted into electrical energy, and it 
is doubtful whether this figure reaches 1 per cent in present-day 
thermo-piles. 

As is the case with many other phenomena, e.g. self-induction 
(p. 194), thermo-E.M.F.'s may be either very usefully employed or 
their presence may be most undesirable. An instance of their use 
is in electro-metallurgical work, especially abroad ; also in the measure- 
ment of temperature (p. 273) : while, on the other hand, their presence 
is most undesirable and a source of inconvenience in some kinds of 
electrical testing. 

The Production of E,M.F. Chemically: Primary Cells. — Of the 
various ways and means for obtaining an electro-motive force, some 
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of which have already been considered, that resulting from the 
transformation of chemical energy into electrical energy is one of 
the most important. The chemical action which causes the trans- 
formation and produces KM.F. may be of two kinds, namely : — 

1. A decomposition and reduction of one or more substances from 
one form to quite a different fonn, the original state not being 
obtainable again by a reversal of the primary action. 

2. A decomposition and formation of one or more substances 
without change of form, and their subsequent re-formation by secondary 
or reversed action. 

We will now consider the various electro-chemical appliances 
which answer to the first- named principle, and which are called 
voltaic, galvanic, or primary cells. 

When any two metallic substances are placed in a solution which 
is able to attack one of them more than the other, an E.M.F. is set 
up between them, and the arrangement constitutes a primary cell. If 
the metals are connected through a conductor outside the cell, this 
E.M.F. will cause a current to flow, its direction inside the cdl being from 
the niore + ^ metal to tlie otheVy and therefore in the opposite direction in 
the conductor. The more -i- ^ metal is the one which attracts oxygen, 
i,e. oxidises, the most readily of the two used. It is therefore 
possible to arrange the various elements in order, according to their 
chemical affinity for oxygen, which is identical with the contact series 
of the elements in air. The order indicates decreasing affinity for 
oj-f/gen, or, in other words, is such that each element becomes positively 
electrified when in contact {in air or liquid) with any other below it 
in the series. The following elements are thus arranged in order : — 

4- Magnesium 

Zinc 

Iron 

Cobalt 

Nickel 

Lead 

Tin 

Bismuth 

Copper 

Mercury 

Silver 

Platinum 

Gold 

Hydrogen 

Antimony 
- Carbon 

It will now be convenient to consider one of the simplest forms of 
primary cell, which, although not used in practical everyday work, 
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will serve to illustrate fundamental principles and to show how 
undesirable attributes have been improved or eliminated. The con- 
struction is shown in Fig. 239, and con- 
aiata of two plates, one of copper (C), the 
other of zinc (Z), dipping into an oxidising 
solution audi as a diliUe solution of I 
sulphuric acid and water, which is con- 
tained in a glass or glazed earthenware 
vessel V. The plates Z and C are con- 
nected to the terminals B and A of the 
cell by stout wires. If the plates Z and 
C are practical!}' pure, then no action 
of any description takes place by reason 
simply of their immersion in the solu- 
tion ; but if an external circuit R 
connected to A and B, a current at on( 
flows in the direction of the arrows. 

The flow of current, as long as 
lasts, is accompanied by a gradual con- m^. asii.-HL.Ni.ieVQiiaicCeii. 
sumption of the zinc plate Z, but this 

ceases when the circuit through R is opened and the current in 
consequence stopped. Whether the cell is on open circuit or giving 
current, the copper plate C is not acted on chemically at all, so that 
what really happens when a cuireiit flows is this : The zinc and 
oxygen liberated combine to form zinc oxide, which is at once attacked 
by the sulphuric acid, and zinc sulphate formed. The hydrogen gas 
produced in the decomposition, although evolved at the surface of the 
zinc plate, is liberated from the copper plate {ride p. .'("). Now the 
chemical symbol of zinc is Zn, of copper Cu, of hydrogen H, of 
oxygen 0, and of sulphur S, so that the composition of a compound 
composed of two or more of these elements is at once known by its 
chemical symbol. For example, sulphuric acid is repreaente<l by the 
symbol H^SOj, meaning that each molecule, or smallest pnrticle which 
can exist in a free state, consists of two atoms of hydrogen (Hj), 
one of sulphur (S,, or simply S), and four of oxygen (0,). The 
chemical action inside the above cell can therefore be stated as 
follows : — 

Zinc and sulphuric acid produce zinc sulphate and hydrogen, or 

Thus the zinc and acid are used up, while zinc sulphate and hydrogen 
are formed, the electrical energy resulting being the eqiiivalent of the 
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chemical work done in the cell, which is therefore an electro-chemical 
transformer of energy. 

As the current flows from A to B through R (Fig. 239), the terminal 
A is called the + ^^ pole, and B the - ^ pole ; while the plate C is the 
- ** element, and Z the + ^ element. Zinc being a readily oxidisable 
metal, and standing high in the list (p. 392) as an electro-positive 
element, it forms the - ^ pole or + ** element in nearly every primary 
cell. Carbon, platinum, silver, and copper, on the other hand, being 
much less oxidisable than zinc, and standing high as electro-negative 
elements, are used as the + ^ poles or - '^ elements in various types 
of primary cells. From what has now been said, it follows that a cell 
will be most efficient, and have the highest E.M.F., when it employs 
elements which are farthest apart from one another in the series 
(p. 392). 

Polarisation. — The hydrogen gas liberated from the copper plate 
(Fig. 239) sticks to it in considerable quantity, and covers much of its 
surface after the cell has been sending a current for some time. This 
is very objectionable for two reasons, namely : (1) it increases the 
internal resistance (that from plate to plate) of the cell by diminishing 
the effective surface of the plate, all gases being bad electrical con- 
ductors; (2) it creates a counter, or back, E.M.F. in the cell, for 
hydrogen, being electro-positive to zinc and as oxidisable, forms tempor- 
arily an electro-chemical couple with the zinc plate Z, and sets up a 
back E.M.F. from the more + ^ element, the hydrogen film, to the 
more negative element, zinc. The effective terminal E.M.F. of the 
cell is therefore the difference between the proper Zn to Cu E.M.F. 
and the temporary H to Zn E.M.F., so that both the E.M.F. and 
current fall off, and the cell is said to be polaruied. 

The most successful remedies against internal polarisation are of 
a chemical and electro -chemical nature. For instance, if a highly 
oxidising substance, such as manganese peroxide, peroxide of lead, 
oxide of copper, potassium bichromate, or chloride of lime (bleaching 
powder), is added to the acid, the hydrogen gas produced is destroyed 
while in the nascent state, usually with the formation of water. Such 
depolarising agents attack certain of the elements, e.g. copper, and 
hence can only be used in carbon-zinc or platinum-zinc cells. An 
electro-chemical remedy is to arrange matters so that a metal, instead 
of hydrogen, is liberated at the - ^"^ elemenL 

Local Action. — This results from using commercial instead of pure 
elements, and is confined mostly to the zinc. To understand what 
goes on, imagine one of a large number of particles of impurities, such 
as iron, to be in contact with the solution, and making a much poorer 
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contact with the surrounding zinc. Then the preceding principles tell 
us that a local internal current will be set up from all the zinc particles 
in the neighbourhood to this one of iron, no matter whether the cell is 
on open or closed external circuit. The zinc will therefore gi-adu- 
ally consume away, giving rise to what is known as local action, 
i.e, the production of useless internal currents. This can be 
eliminated by using pure zinc ; but as this is very much more expen- 
sive than commercial zinc, the latter is always used, in which case 
local action is minimised by amalgamating the zinc, i.e, covering up 
the impurities, from contact with the solution, by means of mercury. 
This is done by first cleaning the zinc with dilute sulphuric acid, and 
then, while it is wet, rubbing over it, with a rag, two or three drops 
of mercury. The plate attains a bright silvery lustre, and is coated 
with an amalgam of mercury with the particles forming the surface of 
the plate. Excess of mercury must be avoided, as it only makes the 
zinc plate brittle ; and, further, this latter must be quite clean, or the 
mercury will not amalgamate with it. A better way is to add about 
4 per cent of mercury to the molten zinc before casting it into plates 
or rods. It prevents the wasting away of the zinc when the cell is 
sending no external current by covering up the impurities in the 
zinc, while in no way affecting its action when sending current. The 
E.M.F. of a cell with its zinc plate amalgamated is not, however, as 
constant as it would be with a plate of pure zinc. 

Desiderata in a Good Cell. — 1. Its E.M.F., which in a cell of given 
materials is entirely independent of the shape and size of the parts, 
should be constant, and as high as possible. 

2. Its internal resistance should be small, which is obtained by 
having the plates large and close together, and the intervening substance 
of good conductivity. 

3. It should be free from ])olarisation and local action. 

4. It should have plenty of working material, which should not be 
of an expensive nature. 

Although many good primary cells exist, none fulfils every one of 
the above requirements simultaneously. Primary cells may be classified 
into (1) single-tiuid cells, (2) two-fluid cells, (3) dry cells ; but space will 
not permit of description of more than one or two of the most 
prominent examples of each class in everyday use. 

The Bichromate Cell. — This is of the single-fluid type, containing 
the depolariser bichromate of potash or of soda, and was devised by 
Poggendorff*. It consists (Fig. 240), in the bottle form, of two fixed 
carbon plates connected electrically to the left-hand terminal. Between 
these carbon plates, and carried by a metal rod which can slide up 
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clamped in a central guide, is a zinc ptate electrically- 
connected to the right-hand terminal. This 
arrangement enables the zinc plate to he 
raised out of the solution when the cell is not 
in use, thus jireventing it from wasting away 
through local action. The solution consists of 
sulphuric acid, water, and potassium bichromate, 
and the best results will be obtained with the 
following proportions : 1 pint of concentrated 
1 sulphuric acid (sp. gr. 1'845), 11 pints of cold 
water (H^O), and 1 lb. of powdered potassium 
bichromate (KjCr^O;). When a current is 
(bottle form). given by the cell, the chemical changes may 

be represented by the relation — 

K,Cr A + ' HjSO, I- 3Zn = SZnSOj + KjSO. + Cr.j(.W,)3 + 7 HjO, 

from which we see that zinc sulphate (ZnSOJ, poUssiura sulphate 
(KgSO,), and chromium sulphate (Cr^{S0,)3) are formed besides water. 

The bichromate cell is also made up in a slightly difTerent form, shown 
in Fig. 241, in which the carbon plate or rod is contained in a porous 
pot of unglazed earthenware, yurrounding this is a cylindrical zinc 
plate provided with a connecting lug or strip, and containing all, is an 
outer glazed earthenware jar. The 
porous pot contains a solution of 
potassium bichromate and sulphuric 
acid, while the zitic plate is immersed 
in ether dilute sulphuric acid or a 
solution of common salt (NaCl) and 
water. In the first case the chemical 
action is that given above ; in the 
latter case, with the salt solution, zinc 
chloride (ZnCI.,) is formed instead of 
zinc sulphate, and sodium sulphate 
(Na^SOj), in addition to chromium 
sulphate. 

The bichromate cell gives an E.M.F. 
of about 3 volts, and has an internal 
resistance of from 0\'i to 2 ohms, accord- 
ing to the type of cell and its condition, 
whether newly made up or requiring a '" "'" 

recharge with solutions, etc. An excess of the bichromate should 
always be present, for the cell begins to fail when this is exhausted, the 
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orange colour of the solution turning blue. When this is observed, more 
bichromate should be added ; but if the cell fails without the solution 
cbitnging colour, then more acid or salt, as the case may be, is required. 
No fumes are given off from the cell, but the E.M.F, falls after it 
has been sending a. current for a little time, recovering, ho«'e\er, when 
the cell is allowed to rest. The E.M.F. falls very slightly for large 
increases of temperature. 

The Leclanch^ C«ll. — This is a me-fl»id cell having a solid oxidis- 
ing or depolarising agent, and is used very extensively in practice for 
giving intermittent currents. It consists (Fig. 242) of an outer glass 
jar containing a solution of sal- 
ammoniac (ammonium chloride) with 
water, and some surplus crystals of 
this substance undissolved at the 
bottom. A cylindrical zinc rod, to 
the upper end of which a copper 
connecting- wire is attached, dips 
into the solution. Immersed also in 
this is a porous pot of ungjazed 
earthenware containing a carbon 
plate packed in tightly with granules 
of broken gas carbon mixed with the 
depolarising agent, manganese per- 
oxide (MnOj). The mouth of the 
porous pot is sealed with a layer of 
pitch, in which two small tubular 

vent-holes are left for enabling ,. , , , 

solution to be poured in through one 

of them and gas or air to escape through the other. The terminal 
screw is fixed either to the carbon cap which forms the end of the 
carbon plate, or to a lead cap cast on to the end of the plate. In this 
latter case the lead cap is practically riveted on to the plate by the 
lead running into two or three small holes drilled sideways through 
the end of the carbon plate. The contents of the porous pot should 
be fi-ee from dust, so that as much of the surface of the carbon plate 
and packing as possible is presented to the solution. The function 
of the porous pot is merely to keep the contents together, and not 
to keep the solution out. In fact, to enable a new eel! to be used 
at once, solution must be poured into the pot as well as into the 
outer jar, otherwise time must be allowed for the solution in the 
' outer jar to diffuse through the porous pot and till the spare spaces 
in it before the cell will work. The rim of the outer jar should 
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be dipped into some enamel compound so as to prevent the solution 
creeping over the rim of the jar to the outside. 

The chemical action taking place when the cell sends a current may 
be represented by the following equation : — 

Zn + 2NH4CI + 2Mn02 + C = C + ZiiCLj + MnA + 2NH3 + HoO. 

The white salt zinc chloride (ZnClg), manganese sesquioxide (Mn^Og), 
and water (HgO) are formed, while ammonia gas (NH3) is given off. 
The hydrogen gas, which tries to get to the carbon plate, is 
oxidised slowly by the MnOg, so that if the cell is made to give current 
for some time, the hydrogen is not oxidised quickly enough, and 
polarisation sets in. The E.M.F. consequently falls, but recovers its 
original value when the cell is allowed to rest, and when the MnOg 
therefore has time to reduce the hydrogen to water. The cell begins 
to fail, when the solution turns milky, for this means that the sal- 
ammoniac is exhausted, while zinc oxide is being formed instead of 
zinc chloride. More sal-ammoniac should be added when this is 
observed. If, however, the cell fails without the solution turning 
milky, more MnOg is required for oxidising the hydrogen. The 
carbon undergoes no chemical change at all, and will last for any 
length of time, but the zinc gradually wastes away, furnishing with 
the sal-ammoniac the electrical energy developed. 

The particular form shown in Fig. 242 is known as the *beir 
form, from it being so generally employed for ringing electric bells. 
The L^clanche cell stands pre-eminently suitable for such intermittent- 
current work, and will run for many months without any attention 
other than adding a little water occasionally to supply the place of 
what has evaporated. The E.M.F. is about 1*47 volt, and the 
internal resistance may be anything from | to 2 or 3 ohms, according 
to the size of the plates, their distance apart, the density of the 
solution, and thickness of the porous pot. 

"When a cell with a smaller internal resistance is required, the 
.so-called agglomerate form of L6clanch6 (Fig. 243) is employed. 
It consists of a central fluted carbon rod carrying the terminal block. 
Each of the fluted grooves in this rod contains a cylindrical rod com- 
posed of a mixture of powdered carbon and manganese peroxide with 
some binding material to cement the mixture together when formed 
under pressure into rods. These rods are held up against the fluted 
carbon rod by a tight wrapping of coarse canvas with two india- 
rubber bands outside. No porous pot is necessary, and the cylindrical 
zinc plate surrounds the canvas, the whole being contained in an outer 
glazed earthenware jar, as shown in Fig. 243, which contains the 
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usual solution of sal-ammoniac. The internal resistance of this 
Agglomerate form may be as low as 0'3 olim when the cell is in good 
condition. 

Other modificationG of the L^clanch^ cell are in use. One of those 
employs a sack of coarse canvas instead 
of the porous pot; otherwise, the con- 
struction is precisely that of the ' bell ' 
form. In another type, the zinc rod is 
contained in a central porous tube which 
is fixed to an outer carbon cylinder, the 
space between being filled with pellets 
of gas carbon and manganese peroxide. 
The internal resistance is somewhat less 
than that of the 'bell' form owing to 
the absence of the porous pot. 

Dry Cells.- These are, one and all, 
modifications of the L^clanche cell, and 
contain no liquid that can spill. The 
name is a misnomer in the sense that 
the contents are not perfectly dry, biit 
comprise a wet jelly-like mass or paste 
instead of liquid. Well-known types 
commonly met with are the ObiirA, the 
Century, the K.C.C., the F., the D.S., and the Dania. As the con- 
struction is much the same in all of them, we may merely indicate 
the general principles involved. 

The elements employed are carbon and zinc, the latter being in 
the form of a rectangular or cylindrii^al pot which is coi-ered on the 
outaiJe with cardboard or paper. This zinc (Kit is the -i- " element or 
- " pole of the cell, and contains the carbon plate in the centre, but 
without touching it. The intervening space is filled with a mixture 
of coarsely powdered carbon, manganese peroxide, sal-ammoniac, and 
often a small percentage of zinc sulphate, the whole being made into 
a stiff paste by the addition of water and glycerine. These last- 
named only serve to bind the other ingredients together, and take no 
part in the chemical action in the cell. The contents are sealed in 
by a layer of pitch at the top, through which two tubular vent-holes 
are inserted for the escape of gas, etc. 

Fig. 244 shows three V dry cells connected in series in a box 
with terminal screws at the ends. The E.M.F. of all types of dry 
cell is about 1'55 volt, while the internal resistance of new cells 
may be from 0015 to 05 ohm. A V dry cell 3 ins. diameter by 
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7 ins. high and weighing .^'06 lbs. is rated lo give a current of 7^ to 
10 amperes at 155 volt, or about 40'35 watt-hours, when dis- 
charging through an ex- 
ternal circuit of C ohms, 
the internal resistance 
being 0015 ohm. Also, 
a V dry cell 1 i in. by 4 
ins., weighing 053 lb., 
gives 2^ to 4 amperes at 
rs volt, or about 593 
watt-hours, through 1 2 
ohms, with an Internal 
resistance of 3 ohm. 
Dry cells gradually pol- 
arise, and their RM.F. 
Kii, 244.-usti-?ty of Three V Dry Cell- slowly diminishes on dis- 

charge, but recuperates 
somewhat during rest. The internal resistance slowly increases with 
discharge, and the current given is much greater than that obtninable 
from ordinary primary cells on account of the smaller internal 
resistance. 

The Dania dry cell made by the Atlas Carbon and Battery Com- 
pany, of London, diHers from all other dry cells in that the agglomerate 
mixture is contained in a linen sack, which is very carefully tied in 
all directions by hand, and the electrolyte is in the form of a jelly. 
The advantages claimed by this mode of construction are low internal 
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resistance and absence of local action while the cell stands idle. These 
claims arc well substantiated by the fact that the Dania cell is practi- 
cally the only cell which can be stocked for long periods without serious 
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drop in E.M.F. Fig. 245 shows the fall of terminal E.M.F. of a 'C 

size (7-in. x 2 Jin. diameter) Da nia dry cell when discharged continuously 

through a constant ozternal resistance of 

1 5 ohms for 50 days. The internal resistance 

was 0-13 ohm at the start, 047 on the 

seventh, and 1-71 obm on the fiftieth day. 

Total output = 30-9 watt-hours. 

The Daniell CelL — Thia is an example 
of a lifo-fiitid cell having a remarkably con- 
stant E.M.F. and showing very little polar- 
isation. One form of it consists (Fig. 246) 
of a small copper cylinder inside a porous 
pot containing a solution of copper sulphate 
and water. This is again immersed in an 
outer glass or glazed earthenware jar con- 
tAining either dilute sulphuric acid or zinc 
sulphate in which dips a cylindrical zinc fid. ;4B.-D.iiipiiivii, 

plate as shown. 

The chemical action taking place on the cell sending a current is 
as follows : In the outer jar 

Zn + HjSO(=ZiiSOi+H, 

The hydrogen gas thus produced travels through the acid solution and 
porous pot, and, coming in contact with the copper solution in the 
latter, at once displaces an electro-chemically equivalent quantity of 
copper. Thus, in the inner jar, 

H, fCiiSOj = H»S0. + CLi, 

the copper being deposited on the copper plate instead of hydrogen, 
as was the case in the cell (p. 393). 

In this way polarisation is entirely prevented by eUclro-cJiemkal 
action (vide p. 394) so long as the copper sulphate solution remains 
satiu^ted. This is ensured by always having a supply of the crystals 
of CuSOj at the bottom, which are therefore gradually used up. 
The copper p!at« gradually grows by the deposition of copper on 
it, while the zinc plate wastes away to form zinc sulphate ; thus 
sulphuric acid is gradually neutralised in the outer jar and formed in 
the copper sulphate solution. If a semi -saturated solution of zinc 
sulphate be used instead of the dilute sulphuric acid, the zinc slitl 
wastes away, and thereby increases the density of the ZnSO, solution. 
With sulphuric acid, the E.M.F. is higher, but not so constant, and 
the internal resistance lower, than when ZnSO, is used ; for the E.M.F. 
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is increased by increasing the density of the CiiSO^ solution, and 
diminished by increase in density of the ZnSO^ solution. The E.M.F. 
of a Daniell cell ranges from 107 to 1'14 volt, depending on the 
densities of the solutions and purity of the plates. The internal 
resistance ranges from J to 3 ohms, according to the construction and 
the state in which the cell is in. The cell begins to fail when all the 
acid and copper sulphate solutions are reduced, the former having the 
composition of 1 of acid to 12 of water to commence with. The 
E.M.F. very slightly increases for a large increase of temperature. 

The Clark Standard Cell. — Invented by the late Mr. Latimer 
Clark, this cell ia a very important one, and is designed solely as a 
standard of E.M.F, for electrical measurement. Precise instructions 
have been issued by the Board of Trade for the construction of this 
cell, and these are detailed in Pmdical Electrical Testing by the author, 
_, + One method of setting up the cell is shown in 

sectional elevation (Fig. 247), and consists of an 
outer containing glass vessel or test-tube A. In the 
bottom of this rests a closely wound flat spiral 
(like the hair-spring of a watch) of thin platinum 
wire, terminating in the straight portion WJ. This 
spiral is coated with mercury by dipping it while 
red-hot into a little pure redistilled mercury, or 
preferably by dipping it cold into boiling mercury, 
'--\N The mercury then adhering, constitutes the -" 
element, and the wire making contact with it, the 
Fin. "47— Clark -fr " pole of the ccll. A globule of mercury M is 
staiuiT II. often placed at the bottom of A, in contact with 
the spiral. A paste P, composed of pure mercurous sulphate and a 
saturated solution of pure zinc sulphate, ia inserted on the top of M. 
A pure redistilled zinc rod Z is inserted throiigh a cork C and 
dips into P, the upper end being soldered to a copper wire, by meana 
of which connection ia made to the - " terminal of the cell, .\nother 
copper wire is soldered to the platinum wire at J, and this, together 
with WJ, is enclosed in a thin glass tube T, which passes through C 
and insulates this 'leoding-in' wire from the contents of the cell. 
This wire is connected to the other or + " terminal of the eelL A 
layer of marine glue G is poured while hot over C, and when cold 
securely fixes Z and T in position and seals the cell. Owing to the 
small quantity of mercury used, thia form of the cell, au^ested by 
Dr. Miiirhead, is portable, and can be inverted without fear of the 
mercury being displaced. The cell being a standard of E.M.F., it 
must not be allowed to aend any but an infinitesimally amall current, 
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and for this reason should be used with at least 5000 ohms in 
series. 

Mr. W. R Cooper (Elechicuitty 40. p. 748, 1898) has given some 
figures showing the constancy or permanency of the E.M.F. of Clark's 
cells, set up according to Board of Trade specification, with time. 
Cells initially accurate to 1 part in 7000, at the end of 3 J years 
showed a mean error of 1 in 700 too low, others of 1 in 500 after 
2| years. 

Mr. A. Campbell (Phil, Mag. 45. pp. 274-276, 1898, and FAectricinn, 
pp. 601-603, September 1895) has devised some ingenious temperatui-e 
compensators for use with standard cells, the object being to always 
have the same P.D. between two points of the arrangement at any 
temperature ordinarily met with in practice. 

The chemical action occurring during the passage of a current 
from the cell is a decomposition of the mercurous sulphate, the 
mercury of which is added to M, an equivalent quantity of the zinc Z 
being dissolved. The contents of the cell must be quite pure, the 
zinc rod Z and mercury M being redistilled, while the mercurous and 
zinc sulphates must also be pure. 

The E.M.F. of the cell is 1*4340 legal volt at 15° C, and this 
value is not only constant when the cell is only allowed to send 
extremely small currents, but it is reproducible in all cells made with 
the same precautions. The E.M.F. decreases with increase of tempera- 
ture, its temperature coefficient being 0*07 per cent per 1° C. Hence 
the E.M.F. at any temperature t C. can be found from the relation 

E.M.F. = 1-4340 {1 - 0-0007(^-15'*)} volts. 

The internal resistance is high, and for cells 2 cms. diameter with 
electrodes 3 to 4 cms. apart, at ordinary temperatures, is usually from 
40 to 80 ohms. A change of temperature from 30° to 5° C. trebles 
this resistance. The resistance of Clark cells diminishes with increase 
of temperature, with the time during which they give current, and 
with the magnitude of this current. In a certain Clark cell, at a 
temperature of 131° C, an increase of current from 2 4 3 to 141 
microamperes produced a diminution of internal resistance from 234 '7 
to 1778 ohms. At 29*21° C. the same variation of current reduced 
the resistance from 125*3 to 80*4 ohms, the duration of current being 
four minutes. An increase in the duration of this diminished the 
resistance still further. For a constant current of about fourteen 
microamperes, temperatures of 13*1° C, 17*5" C, 21° C, and 29*2° C. 
gave internal resistances of 217*5, 195*7, 1261, and 95*2 ohms 
respectively. 
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Weston Standard Cadmium Cell. — This cell, originally suggested 
by Mr. Weston, is taking so prominent a position as a standai-d of 
E.M.F. that a brief description will not be out of place here. It has 
the great advantage over the Clark cell that its temperatiu-e coefficient 
of variation of E.M.F. over the ranges of temperature met with in 
testing practice is practically negligible. Thus its mean temperature 
coefficient for a range of IS"" C. to 32^ C. = - 0*000025 volt per rise of 

V C, its E.M.F. at 18° C. being 10 195 
volt. The close agreement between 
cells of different makes, which is of 
such importance, is seen by the fact 
that the E.M.F.'s, at 10° C, of a 
Reichsanstalt and Weston Company's 
cell were 101925 and 101905 volt, and 
at SO'' C. they were 1*01855 and 
r01915 volt respectively. The in- 
ternal resistances were 2000 and 150 
ohms respectively, the former diminish- 
ing greatly, the latter slightly, with 
increase of temperature. 

A section showing the construction 
(Fig. 248) of the H form, originally 
suggested by Lord Rayleigh, and 
recommended by the 1905 Report of 
the Standards Committee of the British 
Association, is now made in this countrv 
by the Cambridge Scientific Instrument 
Company. Two short glass tubes, con- 
nected by a cross tube, contain mercury 
M at the bottom, into which dip platinum wires enclosed in small glass 
tubes which lead the wires from the bottom to the top of the cell. 
P is a paste, and C cadmium sulphate crystals. S is a saturated 
solution of cadmium sulphate. The vertical limbs are closed by corks 
K, which are sealed by marine glue G. The cells can otherwise be 
hermetically sealed, and the platinum wires fused through the bottom 
of the limbs. Fig. 249 shows a general view of two cells mounted. 

Other forms of standard P^.M.F. cells exist, but none are so 
universally used as the Clark cell. A large number of primary cells, 
other than those alreadv described, have been devised from time to 
time, but, as comparatively few of them are used in practical work, the 
description of them will be deferred. 

Design and Maintenance of Primary Cells. — It is important to 
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Fio. 248.— Section of Cadmium 
Standard Cell. 
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remember that the B.M.F. of aiiij ctll is entirel'i independent of its nize, 
sliape, and- relative disposition of the ptirls. A cell with a greater E.M.F. 
can be made by choosing elements 
farther apart on the cODtact potential 
series (imie p. 392), and by a choice 
of olectrulj'te such that one element 
is unaffected, the other being 
actively acted on by the electrolyte. 
The purer the materials used, the 
smaller the consumption of such for 
any given output of electrical 
energy; the less the waste in the 
cell, while at rest, due to local 
action ; and the gi-eater the E.M.F. 
Constancy of E.M.F. on discharge 
will depend on the elimination of 
polarisation and local action, and on 
the cleanliness of the cell. The 
most effective means of eliminating 
polarisation is by immersing the 
- " element in such a solution as 
will most readily exchange its 
metallic constituent (which is de- 
posited on the - "■ element) for the 
gas which is produced at the + " 
element and tries to reach the -" 
element (vide pp. 394 and 401). 

LiKal action is avoided by the use of pure materials. Cleanliness and 
good condition entail the renewal of ingredients when reduced or 
exhausted, the prevention of the formation of crystals of salts and 
dirt on the different parts of the cell. The stronger the current 
desired, the lower must be the internal resistance, which is effected 
by having the plates larger and closer together, the intervening space 
offering a low resistance. 

ppe-determlnatlon of the E.H.F. of Primary Cells. — Comparing 
what was said about electrolysis (p. 37 el seq.) with the foregoing 
pages on primary cells, the close connection between electricity and 
chemical affinity will at once be seen. Thus electricity can be 
obtained by ckauicat amilntiation in a voltaic cell, due to the reducing 
down of potential energy of chemical affinity ; and, conversely, rliemical 
sepaniiion is produced by electricity in a voltameter. Xow energy in 
the form of heat is either absorbed or developed whenever a chemical 
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change takes place in one or more substances ; and, as we have just 
remarked, this heat energy is traiurformedy and not evolved, in a voltaic 
cell, into electrical energy. Moreover, the formation of chemical com- 
pounds liberates heat, while their separation is accompanied by an 
absorption of heat. 

Hence, let a cell having an E.M.F. of E volts send a current of A 
amperes through an external circuit in which all the electrical energy 
is transformed into heat. 

Then, if J stands for Joule's mechanical equivalent of heat, the 

quantity of heat absorbed per second in the external circuit equals -^ . 

Further, let Hj units of heat be absorbed per gramme of the sub- 
stance separated chemically in the cell, and Z^ be the electro-chemical 
equivalent of this substance (p. 40). 

Then AH^Z^ is the total amount of heat absorbed chemically per 
second in the separation. 

Likewise, if H., units of heat be evolved per gramme of some other 
substance formed chemically in the cell, and Z^ be its electro-chemical 
equivalent, then AHgZg is the total amount of heat evolved chemically 
per second in the formation, and we must therefore have 

FA 
AHjA}^ ~j~ + AH|Z}, 

or E=J(HA-H,Z,), 

=JZh(h;^'-H,^) volts. 

where 2V^ and w^ are the atomic weights, r^ r^ the valencies of 
the substances (vide p. 41), Z^ the electro-chemical equivalent 
of hydrogen = 0*0000 1038 gramme per coulomb, and J = 4*184 
joules. 

The terms inside the brackets of the last relation, each of the 

general form H'^, are the heats of formation and separation of the 

substances, i.e. the energy evolved or absorbed in the electro-chemical 
reaction consequent on the production of current sufficient to liberate 
1 gramme of hydrogen in a voltameter. The expression in brackets, 
therefore, is the total amount of heat in calories usefully employed in 
producing electrical energy. 

In the case of a Daniell cell (p. 401), zinc sulphate (ZnSO^), having 
a heat per gramme equivalent equal to 53,450 calories, is formed, and 
copper sulphate (CuSO^, 28,200 calories) decomposed in the working 
of the cell. Hence its E.M.F. is 
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e=jz„(h,^«-h,5) 

= 4-184 X 0-00001 088(68460 - 28200) 
= 0*00004343x26260 
* =1*096 volt approximately. 

A small correction for temperature (about 0*00003 volt per 1° C.) 
should be applied to this figure, as the Daniell cell has a + ^ tempera- 
ture coefficient, i,e, its KM.F. rises on heating. But, even after inserting 
this, the value above must only be regarded as roughly approximate, 
for the thermo-chemical data available are not susceptible of a high 
degree of accuracy. This is realised by comparing the heats of 
formation and sei)aration of the same substance as determined by three 
different authorities, and which in some cases differ by as much as 
1 2 per cent. A large collection of heat determinations, as made by 
Thomson, Berthelot, and others, will be found in Thermochemie, 
vol. ii., by M. Berthelot. 

There are two or three ways of giving heats of formation, 
namely, in calories liberated by one formula weight (in grammes) 
of the compounds. For example, 68,360 calories are produced when 2 
grammes of H unite with 1 6 of to form 1 8 of water, or H^ + = HgO. 
Since, however, calories of grammes equivalent equal 

calories of formula weij;ht 
valency * 

34,180 calories will be produced by 1 gramme of H uniting with 8 of 
O to form 9 of water. 

The figures given for the Daniell cell are in gramme equivalents. 
If, however, they were in terms of a formula weight, then 

_ 0-00004343 X lieat of formation in calories 
"" valency * 

As, however, in most primary cells, and in all lead cells, we have 
to deal with divalent elements in which the equivalents are only half 
the atomic weights, 

0-00004343 X heat _ heat 
*'" 2 "4(5040" 

Hence, for 1 volt to be set up in any electro-chemical action it is 
necessary for a net heat of formation of 46,040 calories to be evolved 
by 1 gramme equivalent of the compound formed. 

If H be the actual heat in any case, and t° C. the room temperature, 

H rfE 
*'"46040 rfr 

where -^ equals the rate of change of E.M.F. with t, ue. the tempera- 
ture coefficient of the cell, which is often negligibly small. 
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Thus in a Daniell cell E = ^"sT^^"- + 0-00003 = S = 1-096 

46040 4t)04O 

volt. 

Again, the heat of formation of water per gramme molecule 
equals 68,360 calories. 

.'. E.M.F. necessary to just produce decomposition equals ^qqIq = 
1-48 volt. 

Methods of Grouping Cells, and the Etfect — ^When two or more 
cells are electrically connected, so as to help one another in sending 
current through an external circuit, the combination is termed a hattery. 
The cells of a battery may be connected up in one of the three follow- 
ing ways, each of which has advantages in a particular case : (A) al) 
in series ; (B) all in parallel ; (C) partly in series and partly in parallel, 
when the number of cells is even. In order to compare these methods 
of grouping, let us, for the sake of definiteness, consider a battery of 
four cells in each case successively. 

Cdls all in Series. — This is represented symbolically in Fig. 250, 
where the long thin line represents the + ^ pole and the short thick 
+ - line the - ** pole. The current flows from 

III fr^ the thin to the thick extreme lines of the 

\ series, through the external circuit; and the 

J connections from cell to cell are not shown 

.VWWVWWU/ ^^^ ^^^ understood. Now with all the cells 

Fio. 2:»o.— Battery of Cells all in scries, the Same current flows through 
ne«. each, and hence the same amount of chemical 

decomposition takes place in each cell. Hence the total E.M.F. (£) 
of the battery will be the sum of the RM.F.'s (e) of the several cells ; 
or, if they are all of the same type, but not necessarily of the same size, 
and there are S cells in series, we have 

The total internal resistance (B) of the battery will vary directly 

with the number of cells in series, so that if h is the resistance of 

each cell, we have 

B=Sft. 

Hence, by Ohm^s Law, the current (A) which this battery would 
send through an external resistance (R) is 

He 




A = r7 



S6 + R- 



Cells all in ParalkL — This is depicted in Fig. 251, and here each 
cell supplies only a fraction of the total current. Therefore, since th€ 
amount of chemical action in a cell is propmiimiul to the quantity of electricity 



i 
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which passes through if, i.e. to the current^ the total amount of chemical 
action is the same as if the whole current from the battery passed 
through one cell. Hence 

E = e. 

The internal resistance, how- 
ever, is reduced in proportion to 
the number of cells in parallel, 
for connecting them in parallel 
has the same effect as increasing ^^•«•2M.-Batu^^yofcell««lllnPar»llel. 

the size of plates and area of solution through which the current has to 
pass. Therefore 

*> - pt 
where P is the number of cells in parallel, and hence 

P+R 

Celh in Series-Paralld Combination. — This is shown in Fig. 252, and 
is a combination of the above two arrangements, so that we now have 

and B= .,. 

Therefore s/> 

p +n 

Now if N equals the total number of cells in the battery, 

N = PS, 
or P= ^, 

5V Sr 

-p + R ^+R 

and it can be shown that the value of S which makes the external 
current A a maximum is the value of S which also makes ^ = R. 

Consequently we see that in order to get the greatest current (A) 
through a given external resistance (R), the cells must be so connected 
as to make the total internal battery resistance (B) equal to the total 
external circuit resistance. 

The number of cells to be placed in a series to effect this is 



/NR 
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when the number of parallels will be 



^" s ~ 7rR- V R' 



^/^ 



These considerations show us that it is actually necessary to have 

a large internal resistance when the resists 

Ji I j.^,^^ ance of the external circuit is large in order 

^S \^^ to obtain the best result. 

I vl I ^^ ^ We may next consider with advantage 

/ ^ ■ I 1-^ \ ^j^^ distinction between the E.M.F. (E) of a 

1 j current generator and the P.D. (V) at its 

\tm^/,m^N^m^N^ terminals. By applying Ohm's Law to any 

R circuit whatsoever, we see that, for a steady 

whether inside the generator or outside it 
in the external circuit, must have a perfectly definite P.D, across it. 
The siun of these P.D.'s across the total number of unit lengths 
composing the whole circuit, Le. from any point, completely round the 
whole circuit, back to this same point again, is the total E.M.F- of 
the circuit, and hence of the generator, which alone produces it. 

Now let V be the fall of potential inside the generator between 
its two terminals, and let V be that round the external circuit outside 
the generator. Then obviously 

E = V + i'. 
But by Ohm's Law v = A.h and V = AR, 

E = AR + A6 = A(R + 6), 
and E = V + A6. 

Hence V = E-A&=^^-rE. 

E is the E.M.F. of the generator and V its potential difference, while 
by transposition of the last relation its internal resistance 

h— : ohms. 
A 

From these relations we see that the E.M.F. (E) of any generator 
can be measured by a high-resistance voltmeter or galvanometer ; for 
then the current (A) through the latter is very small, and V is practically 
as large as E, since the product kh is very small. 

Secondary Cells. — The class of appliance coming under thi? 
heading is one which, although quite inert in itself, is rendered active 
by the passage of electric current through it. The electrical energy 
expended reappears in the form of potential energy of chemical change, 
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and a redevelopment of electrical energy results from the setting loose 
of this potential energy by a subsequent chemical reaction or secondary 
chemical change. A secondary cell, accumulator, or storage cell, as it 
is variously termed, is therefore an electro-chemical transformer of 
energy. The chief difference between it and a primary cell is that in 
the latter the elements are active in themselves and require no current 
to cause them to develop electrical energy by chemical decomposition. 
Further, when the original constituents of a primary cell are decom- 
posed, a fresh supply must be obtained, whereas those of a secondary 
cell are re-formed by the passage of a current in the opposite direction 
to that which the cell develops. 

The phenomenon of the redevelopment of electrical energy resulting 
from chemical changes produced by a current can be traced back to 
having been noticed by Gautherot in 1801. Nothing, however, of 
much importance resulted from this until 1860, when M. Gaston 
Plants made the discovery that the arrangement which gave the best 
results consisted initially of two ordinary lead plates dipping into a 
dilute solution of sulphuric acid and water. On sending current for a 
short time through such a cell, the plate at which the current entered 
turned brown, due to the combination of the oxygen gas produced at 
its surface with the lead of the plate to form load peroxide (PbOg). 
Hydrogen gas was liberated at the other plate, but no chemical action 
resulted there. The proportion of electrical energy developed (i.e, the 
discharge) to that put in {Le, the charge) was greater with this cell 
than any preWous one. The long and costly process of making a cell 
with a reasonable output capacity by Plant^'s method, however, caused 
M. Camille A. Faure in 1 880 to suggest pasting the lead plates with 
certain easily reducible oxides of lead, thus enabling a cell with a 
large capacity to be made in far less time and more cheaply. Faure's 
suggestion seems to have been a real incentive to research, for since 
then competition has been keen to discover the best secondary cell. 
Secondary cells at the present time may be classified as follows : — 

1. Those in which the active material is formed from the substance 

of the plate itself, either by direct chemical or electro-chemical 
means, and which are known as Plante or unposted cells. 

2. Those in which the active material is formed from some easily 

reducible lead salt applied to the plate, and which are known 
as Faure or pasted cells, 

3. Those which are neither wholly Plante nor Faure cells, but 

which employ Plants elements for one pole and Faure 
elements for the other. 
Up to the present, many hundreds of patents have been taken out 
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for secondary cells .in one or another of the above classes, but in the 
following pages we can only consider some prominent instances of the 
few which have attained commercial success. 
Desiderata in a Secondary Cell : — 

1. The containing vessel should be of the right shape and size for 

the volume of plate immersed. 

2. The solution should have the right density and be of the 

requisite purity. 

3. The plates should be mechanically strong. 

4. They should have no tendency to warp or buckle. 

5. If of the pasted type, the paste should be so held in as to be 

unable to drop out in pellets or cakes. 

6. The cell should be capable of the highest rates of charge and 

discharge without injurious results. 

7. For portable and traction work, the cell should be both small 

and light for a given capacity, and the efficiency should be 
high. 

8. The cost of niaimfacture, and, above all, that of maintenance, 

should be small, while the life should be well over five years. 

9. The E.M.F. should be large and the internal resistance small, 

while both should vary little within the usual limits of dis- 
charge and atmospheric temperatures met with. 

10. As much of the active material on the plates as possible should 

be exposed to the action of the solution, and for this reason 

the plates should be as porous as possible, while the solution 

should preferably be able to circulate around them. 

It is needless to say that no cell existent satisfies all these conditions, 

but research is still rife with a view to devising a cell which does. The 

ordinary secondary cell which is now so commonly met with is one 

employing lead with lead salts and sulphuric acid, and when occasion 

arises we shall speak of it as the lead sulphuric acid cell. There are, 

however, other kinds of secondary cell not employing these materials, 

and one at least of these we shall have occasion to deal with. 

Before going into the construction of modern secondary cells, it 
may be well to consider the action common to such. In the simple 
lead cell mentioned on page 411, all the hydrogen gas and most 
of the oxygen liberated at the plates rise to the surface and 
escape almost directly the current is started. This is owing to 
the small surface of lead exposed to the solution, consequent on the 
want of porosity of ordinary sheet-lead. The hydrogen evolved at 
the cathode, or plate at which the current leaves the cell, acts in no 
way on it ; and only a little of the oxygen evolved at the anode, or 
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plate at which the current enters the cell, combines chemically with 
the surface lead of the anode to form lead peroxide or lead dioxide 
(PbOg). The water in the solution, which is thus gradually decomposed 
into oxygen and hydrogen, slowly disappears, and the solution becomes 
more strongly acid. 

In modern cells of the Plants type, means, which will presently be 
considered, are adopted to make both the anode and cathode plates 
porous for quite an appreciable depth from the surface before 
immersion in the dilute sulphuric acid solution. The effect on 
sending a current through a cell with such porous plates, i.e. 
charging it, is that practically no oxygen gas is evolved at the 
anode for some time after commencing the charge, it being all used 
up in the formation of PbOg with the porous surface of the lead. 
The cathode remains in the condition of spongy porous lead, and 
when both plates evolve gas quite freely the cell is said to be charged, 
for then no more oxygen is being absorbed to form PbOg. In the 
case of pasted cells the anode or + ^ plate is usually pasted with a 
stiff paste of red lead, Le. minium (PbgO^), and dilute sulphuric acid, 
the result of the mixing being a formation of lead sulphate (PbSO^). 
The cathode or - ^ plate is pasted with a mixture of litharge, i.e, lead 
monoxide (PbO), and dilute sulphuric acid, which also forms lead 
sulphate (PbSO^). The composition of the pastes is varied slightly 
by the addition of other substances, but in the majority of cases is 
that mentioned above. After the plates are pasted they are allowed 
to dry or harden, and are then formed in a bath of dilute sulphuric 
acid by the passage of electric current. 

The chemical action taking place during this forming process may 
be represented thus : — 

(+Piite) (Solution) (-Plate) (+ Plate) (Solution) (- Plate). 

PbSOj + HaS04 + 2H2O + PbS04 = PbOj + SHaSO^ + Pb. 

Lead Sulphuric Mr„trtr ^^ctul Lead Sulphuric Spongy 

Sulphate. Acid. '*»i«r. Quiphate. Peroxide. Acid. Lead. 

Thus it will be seen that the + ''*' plate exchanges its SO^ for two 
atoms of oxygen, while the - •* plate loses its SO^ altogether. The two 
molecules of SO^ decompose the two of water, combining with the 
hydrogen to form two of sulphuric acid, while the two atoms of 
oxygen thus freed combine with the lead of the + ^ plate to form 
PbOg. On discharge, exactly the revei-se action takes place, or 

PbOa + 3HaS04 + Pb = PbS04 + H3SO4 + 2H2O + PbSO^, 

from which it will be seen that both + ^ and - ^ plates sulpJmte, and 
that water is simultaneously formed. This action also takes place very 
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slowly while the cell is allowed to remain idle. Thus, on charging 
the solution becomes more strongly acid, i,e, its density increases, 
while on discharging it becomes weaker, i,e. its density diminishes. 
The above relations represent the reactions which occur in all forws 
of lead sulphuric acid cells, whether pasted or non-pasted, during 
charge and discharge. The ultimate formation of the plates is thus 
always the same, no matter what the type or make of cell may be, 
but the action goes on to a very small depth from the surface. The 
amount of active material PbOg on the + ** and Pb (spongy lead) on 
the - ** is always small compared with the volume of plate. The 
plates are always easily distinguished : for the + ^"^ one, containing 
the PbOg, has a dark brown chocolate colour ; the - ** plate, of 
spongy lead, a slate-grey colour. 

The gradual loss of charge in a secondary cell during rest is, 
according to Messrs. Gladstone and Tribe, due to the frittering away 
of stored energy by local action between the lead of the plate and tlie 
PbOg adhering to it, which is in a finely divided state. The peroxide 
and its lead backing slowly decomposes the acid, producing PbSO^, 
the action being similar to the local action (p. 394) met with in 
primary cells. This sulphating or local action of the + ^ plate will 
go on more rapidly when the elements employed have a large metallic 
surface with but a thin coating or formation of peroxide. 

The advantage of the pasted over the non-pasted type lies in the 
saving of energy and time required in forming the plates, and con- 
sequently of expense in manufacture, while at the same time increasing 
the capacity by increase of porosity, and hence of active material 
bathed by solution. Various expedients have been resorted to in order 
to effect the above results with non-pasted or Plants cells. The lead 
plates are corrugated or ribbed by being passed under suitable rollers, 
or they are cast in moulds closely ribbed, or they are built up of thin 
laminae which may be perforated. Plates thus formed mechanically 
so as to present an increased surface are next subjected to a pickling 
process consisting in immersing them for some hours in a bath con- 
taining a mixture of sulphuric and nitric acids, which eats into the 
plate and produces porosity. Another method which has been tried 
is to alloy the lead with some 4 per cent or more of zinc or other 
suitable metal, which could be eliminated afterwards by electrolysis, 
leaving the lead in a porous condition. 

Epstein suggested boiling the plates in a 1 per cent solution of 
nitric acid and water, and removing them when a sufficient deposit of 
lead salt was formed. In the subsequent electrolysing process the 
lead salts were eliminated, and the porosity thus acquired allowed 
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of a considerable formation of lead peroxide and spongy lead. In 
another method the elements are rendered active by a combined 
depositing and oxidising action eiTected by electrolysis in an alkalioe 
bath of nitrates composed of 10 parts 
by weight of water, 2 of sulphuric acid, 
and 1 of alkaline nitrate (of ammonia, 
soda, or potash, etc.). The current pro- 
duces lead nitrate, which is chemically 
converted into PbSO^, and finally into 
PbOj. Further, it is found that the 
process is greatly hastened by the intro- 
duction of large volumes of air into the 
bath. Of secondary cells formed 
throughout on Plants principles there 
are now no prominent commercial 
examples. There is, however, more than 
one instance of the latter in which a 
Plants +" plate is used with a pasted Fi.i.aia— Pwitive PKwof i).i'.ceii 
-"pl.te. ""-"W 

The D.P. Secondary Cell.— Tlie so-called D.P. cell made by the 
D.P. Battery Company, of London, is a familiar example of the kind. 
The -I- " plate in the earlier form of cell still made consists of 
thin strips (about | in. to J in. wide) of sheet-lead, laid one upon the 
other, like the leaves of a book, and all their opposite ends burnt on 
to two vertical aolici lead bars. These, therefore, hold the strips in 
position, and one of them forms the 
connecting lug of the plate, aa shown 
in Fig. 253. The + " plate now 
used in the D.P. cell, known as the 
Lumford type, in accordance with tlie 
latest Continental practice, is highly 
grooved or ribbed, being cast as a 
whole in suitably carved moulds, and 
having the appearance shown com- 
plete in Fig. 258 and also in section 
in Fig, 257. The + " plate is formed 
by a combined oxidising and deposit- 
ing process similar to that last men- 
FiG. !M.-Eni.rK"]^8ectioii^of NBgiiii.f tioncd. The - " plate consists of a 
cast-lead grid of special form (Fig. 
I.H) for keying in the paste on both sides, and is shown complete 
II Fig. 255. 
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The vertical projecting lug on each plate is for burning on to lead 
OSS-bars, and the construction of a complete cell will be understood 
from a reference to Fig, 256, showing 
two of this type erected on a shelf or 
stand. 

The glass containing-box of the cell 
rests on four insulators, and carries 
inside, at the bottom, a wooden frame 
well soaked in parafBn wax. 

On this frame rest the -i- " and 
- " plaCos assembled alternately, the 
altcruate series, all of one kind, being 
burnt on to its respective crose-bar as 
shown. The plates are kept at about 
I in. to J in. apart by separators of 
glass or ebonite, and are braced to- 
gether by wooden or ebonite tie-bars 
held by the double-ended metal I frames. 

In this and all other types of secondary cell there is one more 
- " than + " plate, so that a - ''' plate terminates the series a,t either 
end, and each + " plate is acted upon on both sides, which is the 





object sought for. The cells shown in Fig. 25G are each 1 1-pIatc cells 
(.7 + '" and 6 - *■"), so that the -i- " section is equivalent to one large 
plate five times the size of any one plate in the cell. 



X THE PRODUCTION OF ELECTRO-MOTIVE FORCE 417 

It will also be seen that current flows through ten liquid paths 
in tiHi'^lIel, each about | in. long. From previous remarks we see 
that the capacity of the cell and its internal resistance vary 
directly as the number of plates. 

The specific gravity of the acid used in this cell ia 1190 
(water 1000), and the Company recommend that the tem- 
(wrature of the battery-ioom should be kept between the 
extreme limits 45° F. and 75" F. {ddg p. 434). 

A section of the - " grid, a complete - " plate, and a 
complete cell of the I.umford type (D.P.) are shown in 
Figs. 259. 2G0, 261. It will be noticed that in Fig. 261 the 
plates hang from the rim of the glass box. ^'"^ ^*"; -^ 

Honobloo Secondary Cell. — This cell, supplied by pute (»«- 
Messrs. Drake and Gorham of London, has also a Plants 'fcniTvM)' 
+ " plate combined with a Faiire - '■* plate. The + " plate 

M(Fig. 262) is in one block, and con- 
sists of thin corrugated sheets of lead 
punched with holes and assembled one 
above the other, and crosa-tied at all 
points to give maximum mechanical 
strength. The channels formed by the 
punched holes form a casing or re- 
ceptacle for the negative rods. The 
+ '" block is formed in much the 
same way as the + " D.P. plates are, 
the active material (PbOj) formed in 
the crevices being securely keyed in 

Pin. 25e.-tM«Lllv.)PI«W complete position. 

(Liimtort Typs). -pi, „ i . ■ ■ 

1 he - " element is in 
the foiTM of spongy lead rods (produced from litharge) en- 
closed in gauze, the active material being pasted on central 
lead frames, the upper ends of which are burnt on to connecting 
bai's of lead, as shown in Fig. 263. The gauze envelopes 
are withdrawn from akemate rods in Fig. 263 in order to 
show the active material (spongy lead) more plainly. A 
complete cell section, with - " rods in position, is shown 
in Fig. 2&i ; and for Uiiction work, which the cell 
specially intended for, this complete section would be 
immei-sed in either an elxinite or lead-lined teak box con- 
taining the acid, the plates being insulated from the lead 
lining. '""■' 

Some recent tests have shown a 160-ampere-hour cell to have t 
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ampere-hour efficiency of 96'4 per cent and u watt-hour efficiency of 72'3 
per cent, with a capacity of 5'22 ampere- 
[ hours or 9 watt-howrs per lb. of plate, 
Tudor Secondary Cell. — This cell 
has been devised and perfected by Mr. 
Tudor, and is made by the Tudor 
Accumulator Company, of London. The 
+ ''' plate is the most distinctive feature, 
and, due to the peculiar way in wliich it 
ia cast, has a targe surface. It is cast 
complete, ae shown in Fig. 260, from 
nearly pure lead, containing less thati 
01 per cent of impurities, in moulds 
which are in two halves, corresponding 
to each side of the plate. The pitch of the teeth, or distance 
between any two succeeding ridges EF of the -t- ''' plate, is about 
2i mm., the depth of groo\e EA between ridges 6 mm., and the 
total thickness of plate J in., a section being shown in Pig. 265. 
The + " plates are formed in dilute sulphuric acid contained in lead- 





lined teak boxes, the deposit of lead peroxide (PbO^) being obtained first 
by alternately charging the cells aiid leaving them on open circuit ; 
afterwards, by alternately charging and discharging thorn at frequent 
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intervals, tht: discharge becoming heavier as the formation mlvances. 




1 ic;. 204.— Complete Beclion of Monobl.iL- (■■■II. 

Finally, the cells are charged and discharged under ordinary con- 
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diUons until they attain their normal capacity, when the pktcs which 
have been used aa + "' in the procesB are removed and dried. The 
process lasts continuously 
for about six weeks, and 
13 effected without the 
aid of any corrosive acid. 
The developed surface nf 
the + " plate is large, and 
la about ten times tb:it of 
a smooth plate of the 
same size 

The - "" plates consist 
of an open grid 0"4 in. 
thick, cast usually in pure 
lead, but for certain small 
accessories and very large 
neg.itives an alloy of pure 
lead with a small percent- 
age of antimony is used for 
extra rigidity. The bare 
- " grids are first picMed, 
aa it is termed, by coating 
them eleetrolyticaily " itli 
a film of PbOj in a bath of dilute H^SO, with a heavy current for 
a few secunds. They arc 
then pasted in the ordinary 
way with a mixture of lith- 
arge and sulphuric acid. After 
being allowed to dry hard, 
most of these plates ;ire sent 
out without further /(irariHy. 

The method of mounting 
the sections inside the con- 
taining -boxes, together with 
the erection of the cells of a 
battery, is similar to that 
shown in Fig, :.>61- When 
glass boxes are used, the lugs 
of the plates rest on the rim 
of tlic box, and the plates 
are sepurated from one an- 
other by two or three r 




WxV^ 




s of glass roils i in. diamet«i', as S' 
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held upright by guides cHst on the - " platoB. Heavy cells are 

mounted in lead-lined teak boxes, the plates being supported free of 

the lead lining by upright 

glass plates resting on the 

bottom of the box. The 

Bjiecific gravity of the acid 

when first put into the 

cells should be 1190, and 

this should rise to about 

1 ^OO when they are fully 

charged. 

The maximuiu E.M.F. 
at the .end of the charge 
deijends on the ratrof rharije, 
i-i". whether a large current 
has Ijeen employed for a 
short time, or iw rerm ; for 
the rates specified with the 
cells it is about 2'62 to 2-67 
volts per cell. The makers 
of this and most other cells 
allow various rates of discharge, e.;/. for the 10, 5, 3, and 1 hour rates 
the lowest limit of voltage to which the cell must discharge is 184, 
182, 180, and TTo volt respectively. The current in the l-hour 
rate being several times that in the 10-hour rate, hence the shorter 
time taken to discharge the cell to the minimum limit of voltage. 

Chloride Secondary Cell. — The manufacture of this well-known 
cell presents some distinctive features as compared with other types, 
the origin of the name being due to the use of chloride of lead in thd 
mainifacture of the - " plate, which was the chief feature of the cell. 

The + " plate may be said to be of a specialised Plants type, its 
manufacture being different from that employed for the -t- " plate in 
other cells. It is constructed in llie following way : An alloy consist- 
ing of lead and antimony, to ensure ligidity, is run into a mould under 
an air-pressure of ISO lbs. per square inch, which ensures a homogeneous 
casting for the framework of the + " plate. 

The moulds are so constructed that this frame is cast with some 
1'24 round holes in it, closely spaced, each hole tapering slightly from 
opposite sides towards the centre and so forming a double counter- 
sinking. Each hole is filled by a rosette of pure lead made by rolling 
up lead strip or tape which has been gimped or corrugated. The plate 
is then placed in a hydraulic press and subjected to a pressure of 
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about 200 tons, which expands the outside faces of the rosettes into 
the counter-si nkiug, thereby riveting it into the plate, so to speak. 
These plates are then fwmed by coupling them up alternately with 
dummy - "' in a bath of dilute H„SO, and passing a current through 
until all the interstices of the rosette are filled with a fine adherent 
hard crystalline coating of lead peroxide (PbOo). I'ig. 2CS thowa a 
+ " plate complete, the rosettes being clearly seen protruding slightly 
from the surface of the frame. The manufacture of the - " plate is 
more complex, and entails the separate pro<luction of lead chlnHile in 




the first instance. The Company have, however, now ceased to make 
this form of - "" plate for general work, and supply their so-called exide 
or pasted - " with the above + " plates. A description of the original 
- " is instructive, and is as follows. 

Known quantities of litharge (PbO) and acetic acid (O^H^O^) are 
well mixed in large dissolving- tanks by mechanical stirrers. The 
solution of acetate of lead so formed is run into large cisterns and 
allowed to settle. A sample of the solution is next analysed to find 
what quantity of hydrochloric acid (HCl) must l>e added to precipitate 
all the lead acetate. This addition and the agitation results in the 
reaction 

riKC.jH,0,)5 + 2HC1 - PbCl.. -h 2CjHjO^ 
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The solution is next driven through a filter-press by a steam-pump, 
the acetic acid emerging from the press in the form of a clear amber 
fluid, which is used over and over again. The lead chloride, left 

m 

behind in the shape of large white cakes of paste, is dried in ovens 
and afterwards mixed with a small percentage of finely divided metallic 
zinc. This mixture is heated to about 600° C, in brick-lined melting- 
pots, and becomes as fluid as water. It is then poured by means of 
plum])ago ladles into moulds, which form it into hexagonal pellets with 
^-in. sides and two small holes in each. These are next assembled on 
the plate-moulds, provided with pins at regular intervals, and over 
which slip the pellets. They are therefore held in position at regular 
intervals while molten lead is run into the mould under a pressure of 
150 lbs. per square inch. 

The plates thus cast, and containing the pellets of PbClg, are next 
placed alternately with zinc plates in a bath containing a solution of 
zinc chloride (ZnCl^) and short-circuited, when the following reaction 
takes place : — 

PbCla + Zn + ZnClg = 2ZnCls + Pb, 

the pellets therefore becoming spongy lead. After washing the plates 
in water, they are connected up with permanent + ^ plates in an 
electrolytic bath of weak HgSO^ and charged, the hydrogen gas 
evolved combining with the last traces of chlorine in the pellets and 
lea\'ing them in the condition of pure spongy lead. A complete 
chloride cell can be seen very clearly in Fig. 269. 

The Chloride Storage Company now use a separator between the 
plates, consisting of a thin continuous sheet of wood veneer ^V ^i'- 
thick supported by two wooden dowels slotted to receive it, and which 
themselves rest on the bottom of the glass box. The Company now 
combine their so-called * exide ^ or pasted - ^ plate with the •*■ ^ plate 
above described. The specific gravity of the dilute sulphuric acid 
when first put into the cells should be 1*215. 

E.P.S. Cells. — These are representative of the Faure or pasted type 
of cell throughout, and are so called from being made by the Electrical 
Power Storage Company, of London. Formed shortly after Faure's 
discovery, this Company is one of the oldest of its kind, and it has 
carried out much valuable research in the production of grids for 
holding the paste. It may truly be said that the grid in a pasted 
cell is its most vital point, and unless it is constructed so as 
to hold the paste securely the cell cannot be a commercial success. 
There are many designs of E.P.S. grids, but space will not permit 
of their description ; suflfice it to say that those now in use eflect the 
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deaired object to a large extent. The oxides of lead used are substanti- 




Fm. ^'Sli-CoiiipleuClilorlilfCell, «1io 

ally red lead and litharge for the 



Hfgitlve PUK'. 

- '* plates respectively. 





Fins. ^0 nnil 37].— Cliloriilu Board .-^iniaUr. 

mixed into pastes with dilute sulphuric acid. In some of the many 
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types of KP.S. cells, e.(f. the O.L. and O.K. cells, a Plants + -^ plate is 
employed in certain cases, depending on thi; work which the cell has 
to do. 

Headland Secondary Cell. — Perhaps one of the most interesting 
of modern pasted grid cells is that which has been per- 
fected by the Headland Storage Battery Company. The 
chief feature lies in the form or arrangement of grid, 
for the pastes employed in the + " and - " plates are 
the same as other makers use. 

The grid consists of bars (Fig. i!72) of square section 
in the form of a four-sided ladder with foui' thinner 
pillar-bars bracing the steps of the ladders together 
inside. As the inner pillars do not touch one another, 
the bar is hollow from end to end tlirongh its centre. 
It is cast in any length, and a plate built up by bnni- 
ing any desired nnmher of bai-s to solid lead cross-bars 
(Fig. 2(3), a space being left between succeeding bars, as 
shown. 

In pasting the plates, these spaces between bars ore 
cleared out, so that each bar is separated by this gap 
from the next. Plates of like sign are coiinecictl to- 
gether, as in other makes of cells, by being burnt, to lend 
cross-bars, the + " and - "■ plates being arranged alter- 
nately side by side. Each is separated from the next 
plate by either glass rods, ebonite forks, or sheets of per- 
for.ited and corrugated ebonite, etc. Fig. 274, shows a 
7 - plate traction cell with the last - named types of 
separators and ebonite containing-box on the left. 

The advantages of the construction adopted in this 
cell are, firstly, that there is a free circulation of the 
electrolyte not only between pUtes, but also through ^'"^ ^p-" "''""" 
each plate between bars ; secondly, chemical action 
takes place on all four sides of every bar, thus nearly doubling the 
effective areit of surface of l>oth + ''' and - " plates. Consetjuently 
this cell gives a much greater outpnt than any other cell for the same 
irdgli(, number of plates, and area of plane, svrfiice. This is an advantage 
in traction work, where the dead- weight of the battery has to be carried, 
of course. Further, the grid when pasted is very rigid, without having 
a solid core of lead, common to some cells, while the paste is keyed in 
on four sides. 

Edison Alkaline Cell — In this secondary cell the negative active 
material consists of finely divided iron, the positive active material of 
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a finely divided auperokide of nickel, and the electrolyte of » 20 per 
cent solution of potas^ie hydrate. On discharge, the iron oxidises, 

while the nickel oxide is reduced to 

a lower state of oxidation ; but the 
electrolyte takes no part in the ulri- 
mate products of discharge at either 
electrode, and the quantity required 
is therefore very small. The active 
materials are mixed with a nearly 
equal volume of flake graphite, nnd 
moulded under pressure into thin 
rectangular cakes 3 in. x J iu. Etich 
cake is enclosed in a very thin sheath 
of perforated nickelled steel, and they 
are built up into electrodes by placing 
a number of them in slots in a ihin 
sheet grid of the same metal and 
clamping rigidly together in a hy- 
draulic press. The graphite is used 
to improve the conductivity of the 
active materials, and takes no part 
in the chemical reactions of the cell. 
M...i7:..-M,.,uii.n,imt-oria j^ ^ particular cell the normal dis- 
charge cuti'ent per square foot of active element ( 4- " or - " plate) 





equals 8'64 amperes ; storage capacity perjlb. of total cell-weight equals 
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14 watte; initial terminal voltage, 1*5 ; mean terminal voltage of full 
discharge, Tl volt. 

F. Peters ^ calculates that the cell requires 9 sq. d.cm. of electrode 
surface per kg. of cell, or 7 sq. ins. per lb., which is about twice as 
great as in a good lead traction cell ; and that twice as many cells 
would be needed, owing to the mean voltage being only 1*1 volt. 

A. L. Marsh suggeste that nickel peroxide (NgOg) is the real 
depolarising agent in the cell, and that it is electrolytically reduced on 
discharge to nickel sesquioxide (NigOj). 

A 28-plate Edison cell was recentl}'^ tested by E. Hospitalier.- 
It consisted of 14 +^ and 14 - ** plates 2 mm. thick x 12 cm. 
wide X 23*5 cm. high, and each composed of 24 tablets of compressed 
active material enclosed in extremely thin perforated and corrugated 
nickelled-steel cases held in a nickelled-steel grid 0*6 mm. thick. The 
dimensions of the cell were 13 cm. x 9*2 cm. x 30*2 cm. high, and 
ite total weight 17*09 lbs. Discharged down to 0*75 volt it gave 
about 153 ampere-hours at 120 amperes, and 170 ampere-hours at 30 
mperes. The internal resistance of such a cell rises from about 
0*0015 to 0*004 ohm at the end of discharge, and ite increase of 
output with temperature is about 0*26 per cent per degree centigrade. 

Apparently the whole of the drop in P.D. during discharge is due 
to the + **' plate, and for this reason the makers now build a cell with 
twice as many + ^"^ as there are - '** plates ; the + ^^ being con- 
nected in pairs, which considerably increases the output. 

A detailed description of the manufacture and performance of these 
cells made at the Edison Storage Battery Works, Glen Ridge, New 
York, is given in Engineering, 78. pp. 1-5, July 1, 1904. The cells 
are made in the following sizes : — 



TABLE XVII 



No. of Plates. 



Type. 






DiinenMioiis. 




Nickel. 


Iron. 


1 


E18 
E27 
E45 


12 
18 

i 30 

1 


6 

9 

15 


,.. r2iirxi3n. 

54"x«jjV'xl3r 



Normal 
Capacity 
(Atii|iere- 

Uotirs). 



110 
165 
275 



Maximum 

Capacity 

(AinperK- 

Houre). 



140 
220 
350 



Weight 

ill Lf)s. 



124 
28 



A. E. Kennelly found the E 18 cell in a particular case to have a 
quantity efficiency of 58 per cent and an energy efficiency of 45 per 
cent, while F. M. Davis found the energy efficiency range from 16 per 

1 CeiUraibiatt Accumuialweny 2. pp. 185-188, July 1, 1901. 
« iHd. FJecL 12. pp. 498-497, November 10, 1903. 
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cent to 62 per cent under a variety of conditions ; but no current rate is 
given, so that these figures must not be taken in too definite a manner. 

Effect of Specifle Gravity of Solution on E.M.F. of Cell.— The 
E.M.F. of any lead sulphuric acid secondary cell averages about 2 volts, 
l)ut it varies with the density of the acid for a charged cell Other things 
being exactly the same, the E.M.F. varies from 1*90 to 2*10 volts for a 
variation of specific gravity of solution from 1 '050 to 1 300 respectively. 
The variation is in the form of a straight line law, i.e. 2*00 volts will 
correspond to 1*175, and so on. We therefore see that between the 
above limits the E.M.F. of a secondary cell is increased by using an 
acid solution of greater density. Outside the above limits of specific 
gravity, the voltage varies much more rapidly than the density. 

Variation of Specific Resistance with Density for Sulphuric 
Acid. — The relation of specific resistance to density in the case of the 
electrolyte of any cell is important, seeing that the internal resistance 
of the cell will depend on both. Dilute sulphuric acid behaves in 
rather an interesting manner with regard to its specific resistance, 
which is high for large and small densities, and has a minimum value 
between them. This is indicated by the following figures : — 







TABLE 


; XVIII 

1 

1 
Percentage of 

1 H2SO4. 
30 






1 

1 

Percentage of • 
H3SO4. 

1 

1 


Specilic 
Gravity. 

1006-4 


1 8i>eciflc 
1 R«»si«tance 
' (Ohms per cm. 
Cube). 

1 

22 


Sl>ecifto 
Gravity. 


Sjjecific 
Ke«istance 
(Ohina per cm- 
Cube). 


1 
1 

1 1 


1223 


1-3 


5 


1032 


5 


35 


1264 


1*4 


10 


1068 


2-6 


.1 40 


1306 


1-6 


15 


1106 


1-9 


50 


1398 


1-95 


20 


1144 


1-6 


80 


1734 


9-2 


25 


1182 


1-4 


100 


1842 





From this we see that the specific gravity of about 1223 (more 
exactly, 31 per cent, or specific gravity 1231) gives minimum specific 
resistance or maximum conductivity, and that a 3*5 per cent variation 
in specific gravity either side does not cause much variation in the 
specific resistance. Neglecting other effects, it will be seen that the 
best density to use in a lead secondary cell would be 1220, as this 
gives minimum resistance of the solution. 

Hydrometers. — It is, of course, a necessity to be able to measure 
the density or specific gravity (sp. gr.) of the solution, and instruments 
for this purpose are termed acidmnetei'Sy or more commonly hydromeirrs. 
The measure of sp. gr. is the weight in grammes of 1 c.c. of the 
solution as compared with that of water at 4° C, its temperature of 
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maximum density. Water, then, is taken as a standard, and its sp. gr. 
as rOOO gramme at 4' C. If I c.c. of any other liquid weighs 1185 
grammes, its sp. gr. is said to be 1186. In practice, the decimal 
point is omitted, and the last sp. gr. wonld be called 1185. The range 



K 



FHi. K7,— Olit.i-B«ii 



in ap. gr. of solutions used for battery acid is from 1150 to 1225 in 
practice, and hydrometers ha^e to indicate this range. 

One of the commonest forms is that shown in Fig. 275, consisting 
of a flattened tube weighted with shot at the bottom and terminating 
in a thin stem at the top, in which is sealed the s'cale. The whole of 
the flat bulb is always immersed and also the lower part of the stem, 
so that if the volume of the bulb be large compared with the st«m, the 
scale will be a long open one. The bulb is flattened to f\ in. or ^ in. 
to enable it to sink between the plates of a cell or in any narrow space. 
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A density hidkatar rather than a hydrometer proper is shown 
in Fig. 276, and is called a glass-bead hydrometer. It consists of a 
flattened tube containing holes at intervals from end to end. It 
terminates in a hook at the top, and hangs on the side of the cell. 
The tube contains four glass beads in different -coloured glass and 
adjusted to float at certain definite sp. grs. Thus the density of the 
acid contained in that shown in Fig. 276 lies between 1180 and 1215. 
When the sp. gr. of the electrolyte in a cell not having a transparent 
containing-box is required, the glass-bead hydrometer shown in Fig. 
277 can be used. The stem is open at the top and bottom only, so 
that when immersed and the finger held over the top, it can be with- 
drawn and the sp. gr. noted, for the acid is held in the tube and the 
beads float so long as the top is closed. 

Insulation of Cells. — When dealing with a battery of many cells, 
as is often the case at the present day, the voltage across the terminals 





'i 



Fig. 27S.— Section of Mushroom Oil-Insulator. Fio. 279.— Complote Mushroom 01Mu£ulator. f i 

is often very considerable. Unless, therefore, the cells are insulated 
from earth or the stands on which they rest and also from one 
another, leakage of current may take place from the plates of any 
cell down the outside of the containing-box and complete its path back 
to some other point of the battery via earth or fixings, etc., and the 
battery would gradually run down and become discharged. In order 
to avoid this, nearly all makers erect the boxes, when of glass, on 
wooden trays containing a little sawdust, the object of which is to 
absorb any moisture that may creep down the outside of the box. The 
trays rest on what are commonly termed mushroom oil-insulators 
(Figs. 278 and 279), consisting of a glass bas^B having an outer rim 
/' and central knob A, so that an annular channel is formed between 
A and /*, which contains a heavy non-evaporative oil such as resin 
oil. The glass cap C is provided with an outer lip L and an inner 
rim R R, so that R R encircles a hole, and an annular channel is formed 
between L and R. 

Any leakage of current from the cell to earth will therefore take 
the path from the summit of C to the bottom of B indicated by the 
arrows. As a portion of this is across the oil 0, an enormous resist- 
ance is interposed by this oil, and hence the leakage is almost entirely 
avoided. The chief cause tending to produce leakage is the acid 
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moisture or spray deposited over everythii)g in the neighbourhood of 
a battory that is nearly charged and therefore giissing. Three or four 
of theao insulators are used under each tray; but lead-lined wooden 
boxes are placed directly on simple strengthening boards which rest 
on the insulators, no trays being used. Glass boxes are liable to 
fracture if they rest directly on the insulators. 

Variation of Terminal P.D. with Time of Charge and Discharge. 
— Quite recently the author made an extensive aeries of tests, lasting 
for several months (day and night), on some large secondary cells 
having Plants -^ " and Faure or pasted - "* plates, and weighing 135 
lbs. complete with acid each. The cells were of a well-known and 
prominent present-day type, and were intended for electric lighting 
and like purposes. Some of the results are embodied in the curves, 
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Fig. 380, which show the variation of terminal voltage with time 
after the cells had reached a perfectly steady condition, as indicated 
by all the readings falling on the curves on successive charges and 
discharges. All the charge curves were obtained with a constniU 
normal charging current of 32 amperes. 

The discharge curves were all obtained with their own particular 
constant discharge currents, namely, 29, 42'5, 50, 70, and 134 amperes 
for the 10, 6, 4, 3, and 1 hour rates respectively. The 10-liour rate 
was the normal one, and it should be noted that the 1-hour rate 
discharge is plotted to a time-scale three times larger than it should 
be, i.e. it should slope from 19] volt to 1 on the hour-scale. The 
charge curves rise more steeply from nearly the same point, 218 
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volts, as the rate of discharge increases, and terminate when the 
voltage ceases to rise. The discharge curves slope more steeply as 
the rate of discharge in amperes increases, and the curve at normal 
rate has a region of constant terminal voltage of about 2 volts for 
the first 6i hours of the discharge. The lowest limit of voltage to 
which the cells were allowed to discharge was 1*85, I'SO,- 1'80, 1*75, 
and 1*70 for the above rates respectively, but notwithstanding this 
all the charge curves start at about the same P.D. A summary of the 
results is given in the following table : — 



TABLE XIX 



Dtschargp. 



Rate ill 
Hours. 



10 
6 

4 

1 



Limit in 
Volts. 



1-85 

1-80 

l-80» 

1-75 

1-70 



Current 
in AmpH. 



Ampere-Hours. 



Input. 



Watt-Hours. 



Btncieucy. 



29 
42-5 
50 
70 
134 



318 
288 
224 
256 
168 



Oiit[mt. 


Input. 


Out[»ut. 


290 


764 


574 


255 


730 


494 


' 200 


517 


385 1 


! 220 


630 


402 


' 134 

1 


414 


247 



(Anipore- 

Hour) 
Quantity. 



91-2 
88-5 
89-3 
86-9 
80-0 



rWatt" 
Hour) 

Rneim'. 



75-1 
67-7 
74-5 
63-8 
59*7 



Effect of Charging Rate on the Discharge. — Another series of 
tests was subsequently undertaken on the same cells in order to 
determine the effect on the discharge curves of varying the rate of 
charge. The incentive for making these tests was the enormous 
convenience derived from being at times able to charge at a greater 
current for a shorter time, and yet obtain subsequently a good dis- 
charge. The results are shown in Fig. 281, the curves denoting the 
effect when the cells had reached a perfectly steady condition. From 
them it will be at once seen that practically the same discharge cun'e 
and output is obtained from the cells irrespective of the magnitude of 
the charging current either side of its normal value. It should be 
remembered that the prior treatment of a cell afiects the shape of 
the subsequent charge and discharge curves, ix. the input and output. 
It is therefore only possible to obtain results which repeat them- 
selves by following a definite method or cycle of testing. Moreover, 
there can be little doubt that repeated charging at higher current rates 
than the normal will seriously shorten the useful life of most cells. 

Capacity and Output. — On account of the low internal resistance 
of secondary cells, the only limit to the current which they will give 

• This should have been about 1*77 volt, anil accounts for the efticiencies at iW 
rate being <Usproi>ortiouate to the rest. 
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is the resistance of circuit connected to their terminals, and the ability 
of the plates to stand the flow of a heavy current For this reason, 
a short-circuit of low resistance may ruin the cells by reason of the 
heavy current developed, and, if it does not actually melt the plates, 
will probably buckle them and dislodge active material. The current 
which should be taken from and put into the cell is determined by 
the type of cell and total area of the + ^"^ section, reckoning both sides 
of a plate ; being spoken of as so many amperes per square foot of 
+ *'' plate. In the various types of cells now on the market the 
figure ranges from 4 to about 25 amperes per square foot of + ^'''. 




1 2 3 4 Y 5 .6 7 8 9 10 11 

Via. 281.— BfTect of Charging Rate on the Discharge. 

The charging current is often set at from 4 to 7 amperes per square 
foot of + *^ plate. 

The capacity of any cell for doing useful work, or, what is the 
same thing, its rated output, is for traction and portable purposes 
reckoned respectively in either ampere-hoars or tcatt-hourSy at a certain 
cuirent rate, with a certain minimum terminal voltage either per lb. uf 
plutes or per lb, of cell complete with acid. For stationary purposes, 
questions of weight are omitted. Thus the cells on which the tests 
just mentioned were carried out were found to have a capacity or 
quantity output of 290, 255, 200, 210, and 134 ampere-hours, or one 
of 574, 494, 385, 402, and 247 watt-hours, when discharging to the 
several limits of voltage at the various currents corresponding to the 
times given in Fig. 280. The output of energy in watt-hours is, 
of course, obtained by integrating the area of the discharge curves by 
means of a planimeter, seeing that the fall of voltage is not uniform, 

2f 
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and therefore that its mean value multiplied by ampere-hours would 
not give the true watt-hours. The same thing applies to the charge 
curves. L. Jamau^ finds that the density of acid used should be 
greater the higher the rate of discharge, and, further, that the -" 
plates should have a greater area than the + ^ plates to give the best 
results and maximum capacity. 

Efficiency. — ^This is the ratio of ovtput to input between the lowest 
voltage limit of discharge and highest voltage limit of charge, and at a gimt 
cun-ent rate. Without these provisos, the efficiency is meaningless. 
We therefore have 

„ . ampere-hours given out 

Quantity efficiency = i- — --^. » 

^ •' "^ ampere-hours put m 

which may be as high as 96 per cent when the current density 
(amperes per square foot of + ^"^ plate) is low. In the above tests it 
falls from 91*2 at the 10-hour rate to 83*7 at the 1-hour rate, corre- 
sponding with a higher current density at the plates. We also have 

^ «, . watt-hours ffiven out 

Energy efficiency = r— r — -r-- — * 

^ ^ watt- hours put in 

and this in actual practice may be anything from 60 to 80 per cent. 
In the above tests it falls from 75*1 per cent at the 10-hour rate to 59*7 
at the 1-hour rate, which shows how increase of current density at the 
plates decreases the energy efficiency. 

Variation of Output with Temperature. — The effect of tempera- 
ture on the capacity of a secondary cell is far from being unimportant 
The reader must, however, be careful not to confuse it H-ith the 
temperature coefficient of E.M.F. of the cell, which is quite a different 
thing, meaning the rate of change of E.M.F. with temperature — an 
almost negligibly small quantity. 

The output of a secondary cell increases with increase of tempera- 
ture, and vice versa ; an increase making both input and output curves 
slope more gradually, while of course lengthening the time of both to 
the usual limits. Heim ^ has shown that in the case of a commercial 
cell giving an output of 71 ampere-hours at 14° C. and a 20-ampere 
rate of discharge Anth a 1 'S-volt limit, the output rose to 1 28 ampere- 
hours at 45° C, i,e. an increase of about 80 per cent. At a 32-ampere 
rate of discharge this same cell gave an increased output of from 53 
ampere-hours at 14° C. to 112 ampere-hours at 45° C, or an increase 
of 1 1 1 per cent. 

C. Liagre ^ has shown that between 15" C. and 45° C, and with dis- 

1 icl. Alectr, 18. pp. 201-203, 1899. 

'-^ T)ie Electrician^ vol. 48. p. 65, November 1, 1901. 

3 IJidairage Elecirique, vol. 29. p. 150, November 2, 1901. 
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charge rates varying from 25 to 180 amperes, the rate of increase of 
output is the same for any current and is uniform, the mean rate of 
increase being about 2*7 ampere-hours per degree Centigrade. Seeing 
that the range of temperature met with in this country throughout the 
year lies between about - 3° C. and 20^* C, it would seem imperative 
for battery-makers to specify the temperature at which they guarantee 
the particular output, for within this range it is possible to have a 
variation of output amounting to from 50 to 90 per cent. 

Effect of Method of Chsirging on the Output and Efficiency. — 
To some extent the curves of Figs. 280 and 281 indicate this when the 
charge and discharge are effected at constant current. Messrs. Cohen and 
Donaldson ^ have, however, investigated the effect on a constant-cwrent 
discharge of charging at constant F.D.f and find that this considerably 
increases the output (by some 25 per cent in the cell tested). The 
cell was of a 5-plate Tudor type, and was listed to be discharged at 
36 amperes for 3 hours to a voltage limit of 1*815. The normal 
charging current was 20 amperes, and the constant P.D. employed in 
charging was 2*508 volts. At the end of discharge the rush of 
charging current consequent on applying 2*508 volts to its terminals 
was about 105 amperes, and this dropped to 10 amperes in 80 minutes. 

The energy efficiencies obtained with constant P.D. and constant 
current -charging methods were 70*5 and 81 per cent respectively, 
while the quantity efficiencies were 93*5 and 95*5 per cent. These 
results show that, while the output is increased some 30 per cent, the 
efficiency is diminished by charging at constant P.D., and a very 
material saving of over 50 per cent in time is effected. On the other 
hand, only certain types of cells having strong plates could possibly 
stand the heavy rush of current in this method, and it is only reason- 
able to suppose that the life would be seriously diminished. 

Treatment and Ailments of Secondary Cells. — These are of far- 
reaching importance to users of such cells, for their initial cost is 
considerable, and therefore a long life is highly desirable. Within 
limits, the life is practically dependent on the treatment and 
attention given to them, and if this is of the best^ then the life 
of course depends on the total number of ampere-hours taken out. 
The user will be well repaid for careful attention and trouble taken 
for their efficient maintenance, which embraces such matters as the 
following : The level of the solution should always be kept about half 
an inch above the plates, and, as the liquid evaporates and disappears 
through spraying, more distiUed water, which should always be used, 
or dilute sulphuric acid, should be added, as the case may require, 

' The Electrician, vol. 41. p. 674, September 16, 1898. 
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in order to maintain the sp. gr. constant in the cell say when fully 
chargeiL 

Cells should never be discharged below 1*80 volt per cell, and 
should never be allowed to remain in this discharged condition for 
many hours. Inattention to these two points in particular will 
result in the formation of a hard, non-conducting form of lead sulphate 
on the plates which is very difficult to get rid of even by repeated 
charging afterwards. Even if it is got rid of, it will usually scale off 
the plates, bringing some of the active material with it. This is 
often a cause of trouble, for the scale is usually able to bridge the 
narrow liquid gap between two plates, and then forms an internal 
short-circuit which gradually runs down the cell whether it be on 
open circuit or otherwise. In such cases a rod of some non-metaUic 
material such as glass or ebonite should be moved sideways across the 
plates to dislodge the scale and send it to the bottom. A bad 
short-circuit having a very low resistance may do more harm to a cell 
than weeks of regular use. 

L. Jamau, in a paper ^ on the sulphating of plates, points out the 
increase in the rate of formation of sulphate caused by even a small 
percentage of antimony (under 1 per cent) alloyed with the lead, 
especially with acid of high density. He recommends either pure 
lead for the + ** plates or a low density of acid. 

Buckling or vmrping of the plates takes place with too heavy a 
charge or discharge, and also when the cell is allowed to rest in a 
discharged condition, no matter how strong the plates are or what the 
type of cell. It is supposed to be due to unequal expansion of the 
paste on opposite sides of the plate. This effect is particularly 
disastrous to some types of pasted plates, causing the paste to 
drop out in pellets, etc. When this happens, the plates should be 
removed and straightened. The solution of a cell which has reached a 
fully charged condition appears in a state of ebullition which is 
technically known as boiling or being milky. This is due to the bubbles 
of gas which cannot any longer be taken up in the reduction and 
formation process permeating the whole of the solution. They rise to 
the surface and burst, causing a fine spray of acid vapour to be 
evolved. Much of the spray, however, is deposited on the under side 
of glass-plate spray-airesters which are placed over the top of the cell, 
and runs back into the solution. Some, however, permeates the room, 
which should therefore be well ventilated and have as little metal- 
work in its construction as possible, so as to be unaffected by the 
active atmosphere. 

» A-/. FJeclr. 16. pp. 133-136, 1898. 
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The best connection between the + " pole of one cell and the - " 
of the next is made by burning the two lead lugs together, the joint 
being totally tmafiected by the acid spray. When hraes or copper bolts 
are used to clamp the lugs together they corrode and become a great 
nuisance. Quite recently a special lead-covered brass holt bas been 
brought out (Fig. 282) which overcomes this difficulty. 

Tlu" purity of Uie diiulf sulphuric add solution is a matter of great 
importance. The commoner impurities to be looked for are non- 
volatile mineral matter such as calcium and lead sulphates, alumina 
and silicic acid, iron, hydrochloric acid, arsenic, nitric and nitrous acids, 
and sulphurous acid. Of the rarer impurities, the solution should 




Klo. !88.— LoMi-CXpiidd Bolt. 

ho free from organic matter, and should not contain more than 0001 
gramme per 100 c.c. of manganese, chromium, copper, or ainc. It 
should be free from arsenic, nitrous, nitric, and sulphurous acids, 
and not contain moie than 0001 gramme of HCl, 0003 gramme of 
iron, or 0'05 gramme of non-volatile matter each per 100 c.c. in acid 
of sp. gr. 1215.' The commercial article known as brimstone sulphuric 
acid is usually freest from tlie foregoing impurities. It is best to use 
distilled water, but clean rain-water in the country may often be used 
inst«ad. When the plates of a cell are badly siilphated, i.e. coated 
with a white-lookint2 scale of hnrd lend sulphate, this can be removed 
by repeated chargt^s and diHcharges. 

' See Paper on * Secondary (.'ells : Tbeir Deterioration nnil tbe < 'ausvs.' rrad l>y the 
author lierore the UeiU Louil Section of the Institution of EIniErlcBl Eiigiueers. Deoenilier 
la, 190.1. 



438 ELECTRICAL ENGINEERING chap. 

Uses of Secondary Cells. — Many are the uses to which this type 
of cell can be put, for it is capable of responding instantaneously to all 
reasonable demands for electrical energy. Secondary batteries are 
used in conjunction with running engine-dynamo sets to supply sudden 
temporary overloads which would otherwise put an abnormal strain 
on the running plant. In this capacity they also act as pressure 
regulators, and discharge in parallel with the dynamos at times of 
heavy load. A battery enables the dynamos to be stopped about 
1 1 P.M., and from then supplies the necessary power for the night if 
installed in suitable capacity. The prime cost and depreciation of a 
battery for a given kilowatt output (say for 5 hours) is about the 
same as for a steam-engine-dynamo-boiler set for the same period, but 
the running cost is reduced by the use of a battery, seeing that it will 
take temporary overloads for which extra running plant would other- 
wise have to be supplied under wasteful conditions. 

i 

QUESTIONS ON CHAPTER X' \ 

[Supplement all Answers leiih Sketches wJien possible.] , 

1. Describe the Clark standard cell, and state what precautious are required in i 
its use. (C. and G. Ord. T. and T. 1897.) 

2. What forms of battery cells are used in practical telegraphy ? What is the 
E.M.F. of each, and what special advantages does each possess? (C. and 6. Ord. 
T. and T. 1897.) . 

3. Describe the construction of a L^clanche cell, and state what are its advantages | 
and disadvantages. Under what circumstances would you employ L^lanche cells | 
(Prelim. C. and G, 1897.) j 

4. Describe in detail the construction of a Clark standard cell. (Hons. Sect. I. j 
C. and G. 1897.) 

5. The liquid in all the cells in a battery of accumulators has the right density 

after charging, but one of the cells, although of the same size as the others, has a * 

much smaller capacity : what is the cause, and what remedy would you employ ? 
(Hons. Sect. II. C. and G. 1897.) 

6. Describe, with sketches, two well-known types of secondary cells, one suitable 
for central-station work and one for traction, and point out in what respects they 
differ. (Ord. C. and G. 1898.) 

7. Sketch and describe some good form of accumulator, and explain how yon 
would ascertain whether it was charged or discharged. About how much current 
may be taken from an accumulator per square foot of -f ** plate, and what occurs if 

the cell be discharged at a much higher rate ? (Prelim. C. and G. 1899.) ^ 

8. What is the effect upon the storage capacity, the life, and the electrical 
efficiency respectively, if a constant pressure instead of a constant current be used in 
charging accumulators ? Under what circumstances is the charging at constant 
pressure particularly useful ? (Hons. Sect. II. C. and G. 1899.) 

9. The poles of a battery of E. M. F. E are counected by a resistance R ; it is 
found that the current flowing in the circuit is C, and the P.D. between the poles of 
the battery is e : what is the resistance of the battery (a) in terms of £, R, and C ; 
{b) in terms of E, R, and e ? (Ord. T. and T., C. and G. 1900.) 
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10. In a telegnph battery of the Daniell type, the zinc plate is placed in a 
solution of zinc sulphate : as such a solution does not, under ordinary conditions, 
act chemically upon the zinc, how is it that action takes place in the battery ? (Ord. 
T. and T., C. and G. 1900.) 

11. Describe any form of battery especially suitable for telephonic purposes, and 
state how it can be tested and maintained. (Ord. T. and T., C. and G. 1900.) 

12. Two cells A aud B, each of l-volt E.M.F. and of 5 and 10 ohms resistance 
respectively, have the +•* pole of A joined to the - •* pole of B, and the -** pole of 
A joined to the +*• pole of B : what is the P.D. between the respective junctions ? 
(Hons. Teleg., C. and G. 1900.) 

13. What is a *dry battery,' and how does it act? What special advantages 
does it possess, and what is its approximate E.M.F. ? (Hons. Teleg., C. and G. 1900.) 

14. A batteiy of 5 ohms resistance has its poles connected by a resistance of 10 
ohms; the P.D. between them is 15 volts: what is the E.M.F. of the battery? 
(Ord. T. and T., C. and G. 1901.) 

15. A battery of 10 cells is connected to two telegraph circuits of 1000 and 2000 
ohms resistance : what current passes through each circuit, and what change in these 
currents will take place if a resistance of 500 ohms is connected across the poles of 
the battery ? (Ord. T. and T., C. and G. 1901.) 

16. Desoribe any form of ' dry ' battery, and illustrate the same by a sectional 
sketch. (Ord. T. and T., C. andG. 1901.) 

17. Fully describe the construction of an accumulator ; state how it is charged, 
and what E.M.F. the charging current should have compared with the maximum 
E.M.F. of the accumulator. How is it known when the latter is fully charged ? 
(Hons. Teleg., C. and G. 1901.) 

18. Give examples illustrating the distinctions between the E.M.F. of a current 
generator and the P.D. between its terminals. (Prelim. C. and G. 1901.) 

19. How is an accumulator made, and how is it employed in practice ? What 
ore the various precautions that should be adopted in the use of accumulators, and 
what happens if these are neglected ? (Prelim. C. and G. 1901.) 

20. Describe any form of accumulator. What is its normal E.M.F., and how 
would you determine whether it was fully charged or not ? (Ord. T. and T., C. aud G. 
1902.) 

21. Describe any form of accumulator. What relation is there between its charge 
and the density of the acid ? Between what limits should the density of the acid be 
maintained, and in w^hat terms is the working capacity of an accumulator expressed ^ 
(Hon.H. Teleg., C. and G. 1902.) 

22. Two dry cells each have an E.M.F. of lo volt and an internal resistance of 
0*3 ohm : how would you couple them up so as to give the greatest current through 
a wire having a resistance of 0*4 ohm, and what would be the value of the current ? 
(Prelim. C. and G. 1903.) 

23. What are the qualities required for a good voltaic cell ? How may the 
resistance of a battery be diminished and the E.M.F. increased ? (Ord. T. and T., 
C. andG. 1904.) 

24. Describe the Daniell and bichromate cells. If the E.M.F. of a cell be 
2 volts and its resistance 4 ohms, what will be the P.D. between its terminals if these 
are joined by a resistance of 16 ohms ? (Hons. Teleg., C. and G. 1904.) 
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Absolute S3'8tem of units, 59 
Absorption, residual, 170 

of light b}' lamp globes, 382 
Acceleration, definition of, 51, 60 
Acid, variation of specific resistance with 
density of sulphuric^ 428 

for secondary cells, purity of sul- 
plmric, 437 
Acidometers, 428 
Air-pump, Fleuss *Geryk,' 319 

Spreugel, 323 

Barr and Stroud rotaton*, 326 

evacuation, liquid, 328 
Alkaline secondary cell, Edison's, 425 
AUevanl steel magnets, 10 
Ammeters, soft- iron needle, 227 

vulcan, soft-iron needle, 228 

Crompton moving-coil permanent-mag- 
net, 229 

hot-wire, 232 
Am)>ere, the, 38 

turns, 131 
Anode, 37 
Apparent power, 269 

resistance of the arc, 349 
Arc, voltaic, 345 

the crater, temperature, and form of 
an electric, 347 

striking an electric, 347 

temperature of an electric, 347 

crater of an electric, 348 

back KM.F. of the, 349 

length and resistance of the electric, 
349 
Arc lamp, regulating mechanism, 351 

carbons, rate of consumption, 348 

carbons, diameter of, 349 

differential, 352 

modem, 352 

the Davy encloseil, 353 

compensator for, 354 

silencing device, 354 

Davy twin, 355 

Davy inverted reflecting, 356 

Stewart, 356 

Stewart twin, 357 

Stewart high-economy, 359 



Arc light diffusers, 372 
Arcs, long and short, 350 

flaring and hissing, 350 

the Gill>ert, 360 

focussing, 361 

* Excelio ' intense-flame, 363 

Bremer, 371 

electrolytic, 378 

magnetite, 373 

Foster's hot-wire-control, 374 

resistances, choking coil, economy coil 
of, 378 

intensity of an, 382 
Astatic galvanometer, Kelvin, 206 
Atomic weight, 41, 43 
Attraction and repulsion, electrical, 20 

B.A. unit of resistance, 44 

Balancing coil, 380 

Ballistic galvanometers, 40, 168, 209 

Bichromate primary cell, 395 

Board of Trade unit, the, 58 

Board separators for secondary cells, 

chloride, 424 
Brewer arc lamp, 371 
Bridge, the Wheatstone, 90 

the metre. 92 

the Post 0£Bice pattern Wheatstone, 93 

fault-localising, 95 
Buckling of plates in secondary cells, 436 
Bulbs, frosting electric glow-lamps, 308 

coloured, 308 

Calorie, the, 54 

Candle-power, hemispherical, 370 

with diameter of carbon, variation of, 
383 
Cap of glow-lamp, 304 
Capacities, combinations of, 179 
Capacity, specific inductive, 25, 29, 168 

unit of, 172 

of condenser and its dimensions, 
relation between, 172 

of condenser, ndes for the, 174 

of electric mains, 176 

and output of secondary cells, 432 
Carbon ' Excelio ' flame arc lamp, 368 
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Carbons, metal-coated, 346 

conductivity of arc lamp, 347 

cored arc light, 348 

rate of consumption of arc light, 348, 
383 
Cathode, 37 
Cell, bichromate primary, 395 

Leclanche primary, 397 

dry, 399 

the Dania dry, 400 

the Daniell, 401 

the Clark standard, 40*2 

the Weston standard cadmium, 404 

efficiency of secondary, 434 

variation of output with temperature 
in secondary, 434 

variation of output with method of 
charging secondary, 435 

buckling of plates in secondary, 436 

lead -capped connecting liolt for 
secondary, 437 
Cells, primary, 391 

simple voltaic, 393 

design and maintenance of primary, 
404 

predeterm inat ion of E. M. F. of primary. 
405 

methods of grouping, 408 

secondary. 410 

desiderata in secondary, 412 

the D.P. secondary, 416 

the monobloc secondary, 417 

the Tudor secondary, 418 

the chloride secondarj', 421 

the exide secondary, 423 

the E.P.S. secondary, 428 

the headland secondary, 425 

the Edison secondary, 425 
Chaige, the electrical, 21 
Charging rate on the discharge, effect of, 

432 
(.'hemical property of an electric current, 
35 

equivalent, 41, 43 
Chloride secondary cell, 421 
Choking coU, 378 
Circuit, magnetic, 132 
(circuits in series and parallel, 83 
Clutch of Gilliert arc lamp, 362 
Coefficient of specific resistance, 69 

of resistance, temperature, 72 

of self-induction, 196 

of mutual induction, 199 
Coercive force, 12, 145 
Coil winding for electro-magneto, 158 

length of wire on a given, 160 

resistance of a given, 160 

weight of a given wire to fill a given, 
161 

power wasted in and temperature rise 
of a, 162 

and core of electro-magnet, relation of 
diameter, 162 
Compensator for arc lamp?*, 354, 381 



Condenser, an electrical, 168 

capacity of a, 168 

construction of, 168 

action in a, 169 

energy and work in chaining and (U.<«- 
charging a, 179 
Condensers, cylindrical, 176 

of two- wire non -concentric cable.s;, 177 

uses of, 181 
Conductance, practical unit of electrical, 
46 

specific conductivity, 81 
Conduction and insulation, electrical, 22 

23 
Consequent poles, 128 
Conservation of energy, the law of the, 68 
Coulomb, the, 39 
Crater of an electric arc 347 

diameter of arc lamp, 349 
Cun'cut, the electric, 33 

properties of the electric, 35 

the magnetic effect of an electric, 35 

the heating effect of an electric, 35 

the chemical effect of an electiic, 35 

the physiological effect of an electric, 
35 

the physical effect of an electric, 36 

practical unit of, 38 

and magnetic force proiluced, relation 
between, 128 
Currents, momentary or transient, 40 
Cycle of magnetisation, 1 45 

Dania drj' cell, output of, 401 

Daniell cell, the, 401 

D' Arson val moving-coil galvanometer, 211 

Davy enclosed arc lamp, 353 

twin arc lamp, 355 

inverted retlecting arc lamp, 356 
Demand indicator, maximum (Atkiiison- 

Schattner), 261 
Density, 49 

electric, 24 

surface, 25 
Diamagnetic substances, 136 
Dielectric hysteresis, 171 
Dielectrics, 29, 168 

table of, 30 
Differential arc lamp, 352 
Diffusers, arc light, 372 
Distribution coil, 380 

of illumination from arc lamps, 382 
*D.P.' secondary cell, 416 
Dry cells, 399 
Duddell oscillograph, 217 

Economiser of 'Excello' fiame arc lamp, 

364 
Economy arc lamp, high, 359 

coils for arc lamps, 378, 381 
Eddy currents, 192, 249 
Edison secondary cells, 425 
Efficiency of electric glow-lamps optical 

and commercial, 309 
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Efficiency of electric glow-lamps, inaximam 
economic, 310, 312 

of Nenist electric lamps, 337 

of thermo-electric generators, 391 

of secondary cells, 434 

and output of secondary cells, effect 
of method of charging on, 435 
Electric density, 24 

potential, 26 

current — its nature antl direction of 
flow, 33 
Electrical induction, 28 
Electricity, its nature, 20 
Electrification, two kinds of, 20 

the origin of, 24 
Electro-chemical equivalent, 40, 43, 406 
Electroiles, choice of arc lamp, 345 
Electnxlynaniic action between conductors, 

124 
Electrolytes, 37 
Electro-mngnetic induction, 182 

magnetic induction, laws of, 190 
Electro-magnets, 151 

for alternating currents, 155 

lifting power of, 156 

uses of, 158 

Avinding of, 158 

power wasted in and temperature of, 
162 
Electromotive force, 49 
Electrostatic induction, 167 

voltmeters (Ayrton- Mather firm), 287 
E.M.F., evaluation of induced, 190 

of the arc, Imck, 349 

thermally, the production of, 385 

laws of thermo-, 386 

with density of acid solution, variation 
of, 428 
Euclase<l arc lamp, the Davy, 353, 356 

the Stewart, 356 
Bnei'gy, defiuition and unit of, 57, 60 

kinetic and potential, 57 
E.P.S. secondary cells, 423 
Equivalents, chemical, 41, 43 

electro-chemical, 40, 43 
Evacuating glow-lamp bulbs, 303, 319 
Evacuation by liquid air, 328 

by absoqition chemically, 328 

degree of, 329 
* Excello ' intense-flame arc lamp, 863 
Exide secondary cells, 423 

Farad, the, 172 

Faraday's law of electrolysis, 88 

law of induction, 191 
Fault-localising bridge, 95 
Faure secondary cells, 411 
Fibre and pivot suspensions, 217 
Field of a current in a straight wire, 
magnetic, 122 
of a current in a coiled wire, magnetic, 

125 
and polarity of a solenoid, magnetic, 
126 



Filament of glow-lamps (M.F. and mount- 
ing), 297 
Filaments of glow-lamps, uniformity of^ 
315 

causes of failure of, 315 
Flame arc lamp, * Excello ' intense-, 363 
Flaring in an electric arc, 350 
Flashing process in glow-lamp M.F., 301 
Fleuss * Geryk ' air-pump, 319 
Flux density, 133 
Flux, magnetic, 18, 133 
Focussing arc lamp, 361 
Foot-pound, the, 53 
Force, electro-motive, 49 

definition and nature of, 50 . 

unit of, 51, 60 
Foster hot-wire-control arc lamp, 374 
Foucault or Eddy currents, 192, 249 
Frequency indicators (British Westing- 
house), 266 
Frosting glow-lamp bulbs, 308 

Galvanometer, Ballistic, 168, 209 
Galvanometers, moving -coil and moving- 
needle, 204 

Post Office bridge form, 204 

Kelvin astatic, 206 

moving-coil, D'Arsonval, 211 

AjTton and Mather moving-coil, 213 

Holden's hot-wire, 214 

scale for reflecting, 216 
Gauge, vacuum (M*Leo<l), 329 
Geryk air-pump, 319 
Gilbert arc lamp, 360 

clutch of the, 362 
Glass-bead hydrometer, 429 
Glow-lamp, Nemst electric, 331 
Glow-lamps, the filament of electric, 297 

forms of electric, 305 

night light or reducing, 306 

Aston Bohm, 307 

frosting, 308 

efficiency of electric, 309 

life of electric, 309, 314 

filaments, causes of failure of, 315 

in fier>' mines, 317 

silicon carbide, 317 

osmium, titanium, and tantalum, 317 

Hand rule for direction of magnetic field 

and current, 123 
Headland secondary cell, 425 
Heating property of an electric current, 35 
Hemispherical candle-power, 370 
Henry, the, 198 
Hissing of an electric arc, 350 
Horse- power, the, 56 
Hot -wire -control arc lamp, 374 
Hot-wire galvanometer, Holden's, 214 

ammeters and voltmeters, 232 
Hysteresis, magnetic, 144 

static and viscous, 151 

dielectric, 171 

testing instruments, 287 
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Hysteresis tester (Blondel-Carpentier), 288 
Hydrometers, 428 

Idle or wattless current, 269 
* Idle - wire ' method of damping oscilla- 
tions, 218 
Illumination, distribution ol", 382 
Impedence coil, 378 
Incandescent electric lamps, forms of, 305 

night light, 306 

frosted and coloured, 308 

efficiency of, 309. 312 

life of, 309, 314 

filaments of, 315 

in mines, 317 

silicon carbiile, 317 

osmium, tantalum, etc., 317 
Indicator, maximum demand (Atkinsou- 
Schattner), 261 

frequency (British Westinghouse), 266 

power factor, 268 
Induced cuiTent, direction of an, 185 

currents, measurement of transient or, 
167 
Induceil E.M.F., evaluation of the, 190 

current, quantity of electricity in an, 
191 
Induction, magnetic, 8 

density, 18, 133 

electrical, 28 

electrostatic, 167 

electro- magnetic, 1 82 

l)etween ]mrallel straight conductors, 
184 

l)etween a magnet and coiled circuits, 
185 

between coiled circuits, 186 

self, 194 

coefficient of self, 196 

practical unit of self, 197 

calculation of self, 198 

mutual, 199 

calculation of mutual, 200 
Induction coil, Ruhmkorf!', 187 

laws of electro -magnetic, 190 
Inductive capacity, specific, 29, 168 

circuits, forms of, 195 
Inductivity, magnetic, 14 
Inertia, electrical, 197 
Insulating materials, properties of, 105 

materials, table of specific resistances 
of, 107 
Insulation and conduction, electrical, 22, 
23, 105 

resistance, 255 

resistance indicator, Everett - Edg- 
cumbe, 256 
Insulators for supporting con«luctors, 111 

for supporting conductors, forms of, 
114 

battery, 430 
Integrating wattmeters, 246 
Intensity of magnetisation, 16 

of arc light, 382 



Internal resistance of primary cells, 396- 

401 
Inverse currents, 185 
Inverted reflecting arc lamp, Davy, 356 

Joule's law, 55 

Kelvin astatic galvanometer, 206 
Kilowatt-hour, the, 58 
Kinetic energy, 57 

Lag, magnetic, 150 

Lamp bulb, evacuation of, 303 

Lamps, electric incandescent, 296 

filament of electric glow-lamps, 297 

efficiency of electric glow-lamp.s 309 

in mines, 317 

Nernst electric incandescent, 331 

efficiency of Nernst electric, 337 

vapour, 337 

electric arc, 345 

electrodes of electric arc, 345 

regulating mechanism of arc, 351 

differential arc, 852 

modem arc, 352 

the Davy enclosed arc, 353 

the Davy twin arc, 355 

the Stewart arc, 356 

the Davy inverted reflecting arc, 356 

the Stewart twin arc, 357 

high-economy arc, 359 

(Mlbert arc, 360 

focussing arc, 361 

* Excello ' intense-flame arc, 363 

electrolytic arc, 373 

magnetite arc, 373 

Foster's hot-wire-control arc, 374 
Law of the conservation of energy, 58 
Laws of magnetic attraction and repulsion, 
4, 14 

of electro-static attraction and re- 
pulsion, 21, 25 

of magnetic resistance, 136 

of the magnetic circuit, 136 

of thermo-E.M.F.'s, 386 
Leakage, 109 

laws of, 110 
Leclanche primary cell (bell form), 397 

primary cell (agglomerate form), 398 
Leyden jar, 182 

Life of electric glow-lamps, 809, 314, 816 
Lifting power of electro-magnet^, 1 56 
Lines of magnetic force, 5, 132 
Liquid-air evacuation, 328 
Local- action in primary cells, 394 
Loilestones, 2 

Lorenz method of determining unit of re- 
sistance, 45 
Low resistances, standard known, 102 

Magnet, definition and properties of a, 2 
characteristics of a, 2 
distribution of magnetism in a liar. 3 
magnetic axis of a, 3 
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Magnet, neutral axis of a, 3 

the earth a, 4 
Magnetic substances, 4 

attraction and repulsion, laws of, 4, 
14 

force, lines of, 5 

fielil, t> 

induction, 8, 17 

screening, 8, 192 

retontivity, 11 

saturation, 13 

permeability or inductivity, 14, 185 

moment of a magnet, 16 

pole, unit, 17 

flux, 18, 133 

property of an electric current, 35 

field of a current in a straight wire, 
122 

Held of a current in a coiled wire, 125 

Held and polarity of a solenoid, 126 

force produced, I'elation between 
current and, 128 

circuit, 182 

potential, 134 

circuit, laws of the, 136 

resistance, laws of the, 136 

circuits, open and closed, 139 

induction with magnetising force, 
variation of, 140 

permeability with induction, variation 
of, 143 

hysteresis, 144 

cycle, 145 

lag, 150 

testing sets (Drysdale's), 278 

permeability balance (Ewing's), 285 

hysteresis, instruments for measuring, 
287 
Magnetisation, intensity of, 16 
Magnetising force of a solenoid, 130 

force with magnetic induction, varia- 
tion of, 140 
Magnetism, free, 5 

molecular theory of, 11 

residual, 12 
Magnetite, 2, 378 

arc lamp, 373 
Magneto-motive force, 133 
Magnets, permanent, 2, 10 

mutual action of, 4 

strength of, 10 

compound or laminated, 10 

tractive force of, 12 

electro, 151 

for alternating currents, electro-, 1 55 
Mains, capacity of electric, 176 
Mass, definition and nature of, 49, 51 
Matter, deHnition and nature of, 49 
Maximum demand indicators (Atkinson- 

Schattner), 261 
Mechanism of an are lamp, regulating, 351 
Megohm, the, 46 
Mercury-vapour lampa, 387 
Meters, electricity supply, 246 



Meters, eclipse B.N.R. type, direct-current, 

electricity supply, 247 
Brush - Gutmanu alternating • en rreut. 

electricity supply, 250 
Metre bridge, the, 92 
Mho, the, 46, 82 
Micro-coulomb, the, 40 
Microfarad, the, 172 
Microhm, the, 46 
Milliampere, the, 39 
Momentum, 52 

Monobloc secondary cells, 417 
Mutual induction, coetticient of, 199 
induction, calculation of, 200 

Negative electricity, 21 

Xernst electric incandescent lamp, 331 

electric incandescent lamp, efficiencv 
of, 337 
Neutral axis of a magnet, 3 

point of a thermo-couple, 386, 389 

Ohm, the, 45 

the Paris 44 
Ohm's Law, 65 
Open arc lamp, 353 
Oscillograph, Duddell, 217 

double high frequency, 219 
indicating arrangements of the, 220 
properties and uses of the, 221 
Output and capacity of secondary cells. 
432 
with temperature of secondaiy cells, 

variation of, 434 
of secondary cells, effect of method of 
charging on, 435 
Oxidising or pickling solution lor Plaiite 
plates, 415 

Parallel and series circuits, 83 

Paramagnetic substances, 136 

Paris legal ohm, 44 

P.D. with time of charge, etc., variation of, 

431 
Peltier effect, the, 387 
Permeability, magnetic, 14, 133 

balance, Ewing's magnetic, 284 
Penneameters, 278 
Penneance, 136 

Phasemeter (Everett-Edgcumlie), 268 
Physical property of an electric current, 

36 
Physiological property of an electric 

current, 35 
Pickling or oxidising solution for Plante 

plates, 415 
Pivot and fibre suspensions, 216 
Plante secondary cells, 411 
Polar curve of candle-power, 869 
Polarisation in primary cells, 394 
Polarity of a magnet, 3 
Poles of a magnet, 3 
consequent, 128 
Positive electricity, 21 
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Potential, electric, 26, 48 

difference of electric, 26, 49 

of the earth as zero, 27 

difference, practical unit of, 49 

or latent energy, 57 

magnetic, 133 
Potentiometer standard, 222 
Poundal, the, 51 
Power, definition and unit of, 56 

of electro-magnets, lifting, 166 

factor indicators, 268 
Pressure, electrical, 46 
Primary cells, 391 

design and maintenance of, 404 

predetermination of E.M.F. of, 405 
Pump, Fleuss 'Geryk ' air-, 319 

Sprengel air-, 328 

Barr and Stroud's rotatory air-, 326 
Pyrometers, electrical, 272 

Quadrant, a, 198 

Quantity, practical unit of, 39 

Beactance coil, 378 
Reactions in secondary cells, 413 
Recording instruments — ^ammeters, volt- 
meters, and wattmeters, etc., 244 
Regulating mechanism of an electric arc 

lamp, 351 
Remanence, 145 

Repulsion, electrical attraction and, 20 
Residual absorption and chaise, 170 
Resistance, practical unit of, 43 
the B.A. unit of, 44 
Lorenz apparatus for determining unit 

of, 45 
variation of, with length, 67 
variation of, with cross section, 68 
variation of, with material, 68 
mass and volume, specific electrical, 

69, 70 
of conductors, law of, 69 
variation of, with temperature, 72 
table of specific, 77, 79 
laws of magnetic, 136 
of a given coil, 160 
insulation, 255 
and insulation indicator, Everett-£dg- 

cum])e, 256 
and length of the electric arc, 349 
of cells, internal, 396, 398, 399, 400, 
401 1 

Resistances in series ami parallel, 83 | 

standard known, 86 i 

standard known, low, 102 
Resistivity, 69 I 

Retentivity, magnetic, 11, 145 
Ruhmkorff induction coil, 187 ' 

Rule for direction of magnetic field and i 
current, hand, 123 < 

for direction of magnetic tield and 
current, needle, 123 

Sand blast, 308 
Saturation, magnetic, 13 



Scale for refiectiiig galvanometer, 216 
Screening, magnetic, 8, 192 
Secohm, the, 198 
Secondary cells, desiderata in, 412 
reactions occurring in, 413 
»D.P.,'415 
monobloc, 417 
Tudor, 418 
chloride, 421 
exide, 423 
E.P.S., 423 
Headland, 425 
Edison's alkaline, 425 
effect of charging rate on the discharge 

of, 432 
capacity and output of, 432 
eflSciency of, 434 
variation of output with temperature* 

in, 434 
effect of method of charging on output 

and efficiency of, 435 
treatment and ailments of. 435 
buckling of plates in, 436 
purity of acid for, 437 
non - corrotlible connecting bolt for, 

437 
uses of, 438 
Self-induction, 194 
coefficient of, 196 
practical unit of, 197 
calculation of, 198 
Separator for secondary cells, cliloridt* 

board, 424 
Series and parallel circuits, 83 
Shunts, theory, ordinary, and universid 

forms of, 97 
Silencing arc lamps, 354 
Solenoid, magnetic tiehl and polarity of a, 
126 
magnetising force of a, 130 
Spark coil, Ruhmkorff induction or, 187 
Specific magnetic resistance, 14 

inductive capacity, 25, 29, 168 

electrical resistance, 69 

electrical resistance, tables of, 77, 79 

conductance, 81 

resistance of insulating materials, table 

of, 107 
dielectric hysteresis, 171 
gravity with E.M.F., variation of, 

428 
resistance with tlensity of H^Oj, 
variation of, 428 
Spherical candle-power of arc lamp, 382 
Spray-arresters for secondary cells, 436 
Sprengel air-pump, 323 
Standard cell, the Clark, 402 

the Weston cadmium, 404 
Static hysteresis, 151 
Stewart arc lamps, 356 

high-economy arc lamp, 359 
twin arc lamp, 357 
Strength of magnets, 10 
Striking the electric arc 347 



INDEX 



447 



Salpharic acid for secondary cells, purity 

of, 487 
variation of specific resistance with 

density of, 428 
Surface density, 25 
Suspensions, pivot and fibre, 216 

Temperature coefficient of resistance, 72 

of compound circuits, 74 

table of, 77, 79 

of an electric arc, 347 

and output of cells, relation between, 
434 
Thermal E.M.F., the production of, 385 
Thermo-couple, 386 

neutral point of a, 386, 389 
Thermo-electric diagram, 389 
'niermo-E.M.F.'s, laws of, 386 

table of, 388 
Thenho-pUe, 390 

generators, efficiency of, 391 
Thermometer, electrical, 272 

electrical -resistance (Siemens Bros.), 
274 

indicator, Wliipple, 277 
Thomson effect, the, 387 
Tractive force of magnets, 12 
Transient or induced currents, measure- 
ment of, 167 

or induced currents, quantity of elec- 
tricity in, 191 
Tudor secondary cells, 418 
Twin arc lamp, Davy, 355 

Stewart, 357 

Unit magnetic pole, 17 
of electricity, 25 
of current, practical, 38 
of quantity, practical, 39 
of resistance, practical, 43, 45 
of resistance, the B.A., 44 
of conductance, practical, 46 



Unit of potential difference, practical, 49 

of work, practical, 53 

of heat, 54 

of power, practical, 57 

of electrical energ}% practical, 58 

of capacity, 172 

of self-induction, practical, 197 
Units, the absolute C.G.S. system of, 59 

table of electrical, 62 
Universal shunts, 99 

* V * dry cell, the output of a, 399 
Vacuum-gauge (M*Leod), 329 

measurement of degree of, 329 
Valency, 41, 406 

Vapour lamps — (Bastian and Cooper- 
Hewitt), 337 
V^elocity, unit of, 60 
Vi>»cous hysteresis, 151 
Vitrite, 305 
Volt, the, 49 
Voltaic arc, 345 

cell, simple, 393 
Voltameters, silver, copper, and mixed gas, 

37 
Voltmeters, soft- iron needle, 227 

vulcan, solt-iron needle, 228 

Crompton moving - coil permanent- 
magnet, 229 

hot-wire, 232 

electro-static (Ayrton- Mather form), 
237 

Wattless current, 269 

Wattmeter, Hartmanu and Braun, 241 

Weight, definition of, 51 

of a given wire to fill a given coil, 161 
Weston standanl cadmium cell, 404 
Wheatstone bridge, the, 90 

the metre form of, 92 

the Post Office pattern, 93 
Winding of electric magnet coils, 158 
Work, definition of, 53, 60 
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